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STEAM AND STEAM ENGINES. 


STEAM. 


1189. Steam is water vapor—that is, it is watet 
changed to a gaseous state by the application of heat. 


1190. The effects of the application of heat to water 
may be shown by the following simple experiment: Take a 
cylinder of indefinite length, fitted with a piston, which, let 
us suppose, has no weight, and place within the cylinder 
say 100 cubic inches of water. For convenience, let the 
area of the cross-section of the cylinder be 100 square inches; 
then, the height of the water in the cylinder is 1 inch. (See 
(a), Fig. 235.) Assume the temperature of the water. to be 
- 32° F.—that is, just at freezing point. The upper end of 
the cylinder is open to the atmosphere, and the piston and 
the water under it are, therefore, subjected to a pressure 
of 14.69 pounds per square inch, or a total pressure of 
100 x 14.69 = 1,469 pounds. Now, let heat be applied to 
the water in the cylinder; what will take place? 

The temperature will gradually rise from 32°. The volume 
of the water will decrease slightly, until the temperature 
reaches 39.2°F., and then will increase gradually, though 
almost imperceptibly, until the temperature reaches 212° F. 
At that point the piston will be 1.043 inches from the bot- 
tom of the cylinder, instead of 1 inch, the volume of the 
water thus having increased 4.3%, while the temperature has 
risen from 32° F. to 212°F. Just at this point the vibra- 
tions of the molecules of the water, which have become 
more and more rapid as the temperature has risen, have 
become rapid enough not only to overcome the force of 
cohesion, which tends to keep them together, but also to 
raise the piston with its load of 1,469 pounds. The water 
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begins to change to the gaseous form, or, in other words, 
begins to become steam. The temperature now remains at 
212°, and can not be raised above that point as long as any 
water remains in the bottom of the cylinder. 


1191. If, after the water is heated to 212°, more heat 
is added and the pressure remains at 14.69 pounds per square 
inch, there will be no rise in 
temperature, but some of the 
water will change to steam and 
the piston will rise as shown at 
(0), Fig. 235. Now, push the 
piston down until the volume of 
the steam is reduced one-half, 
withdrawing heat so as to keep 
the temperature at 212°. We 
know that, with a perfect gas, 
this decrease in volume would 
double the pressure; with steam, 

FIG. 235. however, the only effect is to 
change part of the steam to water without changing the 
pressure. 

Now, raise the piston, keeping the temperature at 212°. 
With a perfect gas, we know that the pressure would fall in 
exact proportion to the increase in volume; the steam, how- 
ever, behaves in a different manner. Part of the water 
changes to steam as the piston rises, but there is no change 
in the pressure, 

If the pressure on the piston is increased, it is found that 
the temperature of the water must be increased before steam 
is formed; thus, make the pressure 380 pounds per square 
inch, and we find that no steam is formed until the tempera- 
ture reaches 250.3°. At this temperature, it is also found 
that no change in the volume of the steam affects its 
pressure. 

We have learned that the pressure of a perfect gas depends 
on its temperature and volume; the above experiments, 
however, show that the pressure of steam in contact with 


LOT Ta 
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water is independent of the volume, but depends entirely on 
the temperature; if there is no change in temperature, the 
only effect of a change in volume is to change the quantity 
of steam. 

Steam in contact with water is called saturated steam. 
If not in contact with water, steam is still saturated if its 
temperature is the same as that at which water boils when 
subjected to the same pressure. 

The conditions of saturation apply as well to all other 
vapors as to steam; any vapor in contact with the liquid 
from which it is formed is saturated, and for a given tem- 


’ 


perature, can have but one pressure. 


1192. Suppose, now, that just enough heat 1s applied 
to change all the water into steam, as in (c), Fig. 235. 
Up to the point where the last drop of water is evaporated, 
the steam is saturated, and at the pressure of 14.69 pounds 
per square inch, the temperature remains at 212°. After 
the last drop of water is evaporated, there is a change 
in the effect produced when heat is applied. Both the tem- 
perature and volume of the steam now increase, and in 
many respects its properties resemble those of a perfect 
gas. Steam in this condition is said to be superheated. 
The specific heat of superheated steam under constant 
pressure is .48. 


1193. To raise each pound of the water from 32° to 
212° required the expenditure of 180.531 B. T. U. If the 
specific heat of water were 1 at all temperatures, the heat 
required would have been 212 — 32 =180 B. T. U., but at 
high temperatures the specific heat of water is a little 
greater than 1, consequently a little more than 180 B. T. Uz 
are required. 

The work expended in raising 1 pound of water from 32° 
to 212° may be found by multiplying the number of heat 
units required by 778, the mechanical equivalent of heat; it 
is therefore 180.531 x 778 = 140,453.12 foot-pounds. 

To change each pound of water at 212° to steam at 212° 
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requires the expenditure of 966.069 B. T. U., or 966.069 x 
778 = 751,601.68 foot-pounds of work. 

Part of this work was spent in lifting the piston against 
the atmospheric pressure, and part in overcoming molecular 
forces. The former is called outer or external work; 
the latter, inner or internal work. 

The outer work may be calculated as follows: At the 
beginning of the operation the piston was 1 inch from thé 
bottom of the cylinder; when all the water had been changed 
to steam, the piston was 1,646 inches above the bottom. 
It had therefore been raised 1,646 — 1 = 1,645 inches 
= 137+, feet, against a constant pressure of 1,469 pounds, 
and the work done was 1,469 X 137, = 201,375.417 foot- 
pounds, of which all but the very small portion represented 
by the expansion of the water when heated from 32° 
to 212° was developed during the formation of the steam. 
At a temperature of 32°, 100 cubic inches of water weigh 
3.6121 pounds; hence, the external work per pound of water 
was 201,375.417 ~ 3.6121 = 55,750.2 foot-pounds. The total 
work of changing 1 pound of water at 32° to steam at 212° 
is 892,054.8 foot-pounds; of this, nearly 55,750.2 foot-pounds 
were spent in external work, leaving 892,054.8 — 05,750.2 = 
836,304.6 foot-pounds as the internal work. 


1194. Let the experiment be tried again with the same 
amount of water in the cylinder, but with a weight on the 
piston in addition to the atmospheric pressure. Let the 
pressure be say 32 pounds per square inch, the total pres- 
sure being 32 X 100 = 3,200 pounds. It will now be found 
that steam does flot begin to form until the temperature has 
reached 254° F. This is easily accounted for, since the 
vibrations of the molecules of the water would necessarily 
have to be more rapid, that is, the temperature would have 
to be higher, in order to overcome the increased pressure 
on the piston. 

It will now require 223021 B. T. U. = 173,510.34 foot- 
pounds to raise 1 pound of the water from 32° to 254°. It 
will require 936.389 B. T. U. = 728,510.64 foot-pounds to 
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change one pound of the water at 254° into steam of the 
same temperature. When the water is all evaporated, the 
piston will be found at a height of 791.8 inches from the 
bottom of the cylinder. It has been raised by the steam to 
a height of 791.8 —1= 790.8 inches = 65.9 feet, against a 
constant pressure of 3,200 pounds. The total outer work 
is, therefore, 65.9 X 3,200 = 210,880 foot-pounds. The outer 
210,880 
3.6121 
The inner work is 902,020.98 — 58,381.55 = 843,639.43 foot- 
pounds, 


work per pound of water is = 58,381.55 foot-pounds. 


1195. It is thus apparent that changing the pressure 
on the piston has changed all the other conditions—the tem- 
perature, the volume, the inner and outer works, and the 
heat required to raise the water from 82° to the boiling point. 

The relations between these various properties of steam 
can not be expressed by any general law. They have been 
determined experimentally, however, and, taken together, 
form what are known as the steam tables. 


STEAM TABLES. 


RELATION BETWEEN PRESSURE AND TEMPERATURE 
OF SATURATED STEAM. 


1196. It has been shown that the temperature of 
saturated steam depends ov/y upon the pressure, and not at 
all upon the volume or any other property of the steam; 
conversely, the pressure depends upon the temperature. 

If the steam in a boiler shows a certain pressure by the 
gauge, we know that it can only have one temperature. In 
fact, it would be possible, though, perhaps, not convenient, 
to determine the pressure of steam from the reading of a 
thermometer inserted into it. At the atmospheric pressure 
of 14.69 pounds per square inch, saturated steam a/ways has 
a temperature of 212° F.; at a pressure of 79 pounds per 
square inch above vacuum, steam can have only a temper- 
ature of 311° F. 
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1197. The temperatures of saturated steam correspond- 
ing to the different pressures have been experimentally 
determined with great care and accuracy by the French 
physicist, Regnault, and are given in the Table of the 
Properties of Saturated Steam. Column 1 of the steam 
table contains the pressures from 1 to 300 pounds per square 
inch, and column 2 contains the corresponding temperatures. 

A large number of formulas have been devised to express 
the relation between the pressure and temperature of satu- 
rated steam. The following by Rankine is probably as 
accurate and convenient as any: 


Let ¢= temperature, Fahrenheit; 
T = absolute temperature = ¢-+ 460°; 
~=absolute pressure (pressure above vacuum) in 
pounds per square inch. 


2,719.78 400,215 
Then, log = 6.1007 — ee ern aes (90.) 


EXAMPLE.—Find the pressure corresponding to 285.8° & 

SOLUTION. — T = 285.8 + 460 = 745.8°. 
gr 

Lox = 6.1007 — 2,719.78 400,215 


749.8 745.8? 


= 1.73437. 


The number corresponding to this logarithm is 54.246. 


Hence, the pressure is 54.246 lb. per sq. in. The table 
gives 54 lb. 


EXAMPLES FOR PRACTICE. 


1. The temperature of steam being 224°, what is the pressure ? 
Ans, 18.557 Ib. per sq. in. 

2. Find the pressure in the last example by using formula 90. 
Ans. 18.574 lb. per sq. in. 
38. Find the pressure corresponding to a temperature of 312°, (a) 

by means of the steam tables; (4) by formula 90. 

Ames | (a2) 80.157 1b. per sq. in. 
(4) 80.566 Ib. per sq. in. 
4. The pressure being 105 pounds absolute, (a) find the temperature 
by formula 90; (2) what is the difference between the above result 
and the value given in the tables? Ans | (a) 380.756°. 


(3) 413°, 
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5. Assuming that there has been no heat added or taken away, 
what is the difference in pressure due to a fall of temperature from 
281.7° to 259° ? Ans. 15.764 Ib. per sq. in. 


Nore.—All examples under the heading Examples for Practice 
should be worked out by the student. The student should solve them 
in all cases before proceeding further. 


1198. Heat of the Liquid.—Column 3 of the table 
gives the heat required to raise one pound of water from 
32° F. to the temperature given in column 2. It will be 
observed that it is nearly the same as the difference between 
the given temperature and 32°. For instance, the heat of 
the liquid corresponding to a pressure of 60 pounds, anda 
temperature of 292.575°, is 262.248 B. T.-U. The difference 
in temperatures is 292.575°—32° = 260.575°. In many steam 
tables this column is left out, and the heat of the liquid is 
found for any temperature by subtracting 32° from the 
temperature. This method is usually exact enough for 
practical purposes. The heat required to raise the temper- 
ature of a pound of water from 32° to the boiling point is 
called the heat of the liquid. 


The results of column 3 have been determined experi- 
mentally. 


1199. The total heat of vaporization for any 
given temperature is the number of heat units required to 
raise a pound of water from 32° F. to the given temper- 
ature, and change it into steam at that temperature. In 
the first experiment, shown in Fig. 235, the total heat of 
vaporization was the total heat applied to the cylinder from 
the beginning of the experiment until the water was all 
turned into steam. It is the sum of the heat of the liquid, 
the internal work, and the external work. 

Referring back to the first experiment, the heat of the 
liquid was found to be 180.531 B. T. U. per pound, or, 
expressed in units of work, 140,453.12 foot-pounds. The 
heat used to perform outer work was found to be equiv- 
alent to 55,750.2 foot-pounds, and that used in performing 
inner work was equivalent to 695,851.48 foot-pounds. The 
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total heat of vaporization, then, is equivalent to the sum 

of all these works, or to 140,453.12 + 55,750.02 + 695,851.48 

= 892,054.8 foot-pounds, or, expressed in thermal units, 

892,054.8 
778 

table. 

In the second experiment, the work equivalent to the 
heat of the liquid was 173,510.34 foot-pounds, the outer 
work 58,381.55 foot-pounds, and the inner work 670,129.09 
foot-pounds. The total heat of vaporization (expressed in 
foot-pounds) is, therefore, 

§8,381.55-+ 173,510.34 +- 670,129.09 = 902,020.98 foot-pounds, 
902,020.98 
yasttS aia 
1200. The total heat of vaporization has also been 

experimentally determined by Regnault for all pressures 

and temperatures. The following formula expresses the 
results of the experiments very closely: 

H = 1,081.94 -+.305 ¢, (91.) 
in which #7 is the total heat of vaporization, expressed in 
heat units, and ¢ the temperature in degrees F. 


= 1,146.6 B. T. U., the same as given in the steam 


= 1,159.41 Boe A per parind. 


EXAMPLE.— What is the total heat of a pound of steam when the 
absolute pressure is 50 pounds per square inch ? 


SoLuTion.—Looking in column 2, the temperature corresponding to 

a pressure of 50 pounds is 280.904° F. Substituting this in formula 91, 

H7 = 1,081.94 + .305 x 280.904° = 1,167.615 B. T. U. Ans. 

The total heat of vaporization is given in column 5 
of the steam table. 


1201. Latent Heat of Vaporization.—In the first 
experiment it was found that a certain number of B. T. U.’s 
were required to raise a pound of water from 32° to the 
temperature of the boiling point, and that another quantity 
of heat was required to change the water at boiling point 
into steam at the same temperature. The former of these 
quantities of heat we called the heat of the liquid; the latter 
is the latent heat of vaporization, or simply the latent 
heat of steam. The heat required for both of the above 
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operations was defined as the total heat. Therefore, 
letting /7 represent the total heat, g the heat of the liquid, 
and 7 the latent heat of vaporization, we have the following 
equation; 
H=q+.r. 
Therefore, r = H — g. 

Hence, to find the latent heat of vaporization, subtract 
the heat of the liquid from the total heat. The latent heat 
is given in column 4 of the table, and is obtained by simply 
subtracting the numbers in column 3 from those in column 5. 


EXAMPLES FOR PRACTICE. 
1. What is the total heat of 25 pounds of saturated steam having a 


temperature of 340° ? Ans. 29,640.975 B. T. U. 
2. What is the total heat of a pound of steam at a pressure of 90 
pounds gauge? Ans. 1,182.88 B. T. U. 


8. Solve both of the above problems by means of formula 91. 


ren i 29,641 B. T. U. 

DUAL ASE S82 bo gt, 

4, What is the latent heat of vaporization corresponding to a pres- 
sure of 85 pounds absolute ? Ans. 892.086 B. T. U. 
5. Find the heat of the liquid of 10 pounds of water at a tempera- 
ture of 297.6°. ATS. 220 0Be i) le Wi. 


6. What is the latent heat of vaporization of the water in example 5? 
Ans. 9,053.31 B. T. U. 


1202. The specific volume of saturated steam has 
been determined both experimentally and by complicated 
mathematical formulas.’ Column 7 of the table gives the 
volume in cubic feet of a pound of steam at the different 
pressures, and column 8 the ratio between the volume of a 
pound of steam at the temperature in column 2 and a pound 
of water at maximum density. 


1203. The results in column 7 may be found approxi- 
mately by Rankine’s formula: 
pVviea4a7s, (92.) 
in which f is the pressure in pounds per square inch, and V 
is the volume in cubic feet of a pound of steam at the given 


pressure. 


Ped 
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EXxAmpLE.—Find the volume of one pound of steam at a pressure of 
20 pounds per square inch absolute. 


SoLUTION.— 90 Vt8 — 475 
1 ANS 
yt = = 28.95 


log V #8 =12 log V = log 23.75 = 1.87566 
log V =1.37566 x 4$ = 1.29474 
V =19.71 cubic feet. The table gives 
19.73 cubic feet. 


Column 8 can be obtained from column 7 by multiplying 
by 62.425, the weight in pounds of a cubic foot of water. 


EXAMPLES FOR PRACTICE. 
1. Find, by means of the tables, the volume of 12 pounds of satu- 
rated steam having a gauge pressure of 101 pounds. Ans. 45.42 cu. ft. 
2. Solve the above example by formula 92. Ans. 45.336 cu. ft. 


3. The volume of 5 pounds of saturated steam is 22 cubic feet; (a) 
find the pressure by formula 9235 (0) find the weight corresponding to 
this pressure from the tables. fies { (2) 98.405 Ib. per sq. in. 

(2) .226829 lb. per cu. ft. 

4, If 2.87 cubic feet of steam expand until the volume and pressure 
are, respectively, 9 cubic feet and 2} pounds gauge, what was the orig- 
inal pressure ? Ans. 57.93 lb. per sq. in. 


5. The steam in an engine cylinder has a pressure of 85 pounds 
gauge, and a volume of 1.6 cubic feet at cut-off. It expands to a pres- 
sure of 18 pounds absolute; what is the final volume? Use formula 


92, in both this and the last example, remembering that if 634 = 475, 
AV. 3 — 475 also, and, consequently, that AV 8 — pr V,38- 
Ans. 8.01384 cu. ft. 


1204. The density of saturated steam (that is, 
the weight in pounds of a cubic foot for the different pres- 
sures and temperatures) is given in column 6. 


The density is the reciprocal of the specific volume. For 
example, a pound of steam at 44 pounds pressure occupies a 
volume of 9.403 cu. ft.; therefore, one cubic foot of steam 
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at 44 pounds pressure must weigh — .1063 pound. 


Hence, the values in column 6 may be obtained by taking 
the reciprocals of those in column 7. 


1205. The above properties of saturated steam com- 
pose the Table of the Properties of Saturated Steam. Two 
other properties are given in some steam tables; viz., the 
heat corresponding to the inner work, and the heat corre- 
sponding to the outer work, the sum of the two being the 
latent heat of vaporization. As these properties are not of 
much practical importance, they have been omitted from 
the table. 

It must always be borne in mind that, in using this table, 
the pressures are reckoned from vacuum, and zot from 
atmospheric pressure. That is, 14.7 pounds must be added 
to all gauge pressures to make them available for use in the 
steam table. Again, the heat of the liquid, the total heat, 
and the latent heat are calculated from 32° F., zot 0° F, 
A great deal of trouble will be saved by carefully remember- 
ing these points. 


EXAMPLES ON THE USE OF THE STEAM TABLE. 


1206. Exampte 1.—Find the heat required to change 6 pounds 
of water at 82° into steam at 84 pounds pressure absolute. 


SoLuTIon.—The total heat of one pound at 84 pounds pressure is, 
from column 5, 1,178.091 B. T. U. 
1,178.091 x 6 = 7,0€8.546 B. T. U. Ans. 


EXAMPLE 2.—How many heat units are required to raise 8} pounds 
of water from 82° to 250° F. ? 


SoLuTIon.—Looking in column 8, the heat of the liquid of one 
pound at 250.293° is 219.261 B. T. U. 219.261 — .293 = 218.968 B. T. U. 
= for 250°. 

Then, for 8} pounds, it is 218.968 x 84 = 1,861.228 B. T. U. Ans. 


Examp.e 38.—How many foot-pounds of work will it require to 
change 60 pounds of water at 311° F. into steam at the same tempera- 
ture ? 
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SoLuTION.—Looking under column 4, the latent heat of vaporiza- 
tion is 895.729; that is, it takes 895.729 B. T. U. to change one pound 
of water at 311° into steam at the same temperature. Therefore, it 
takes 895.729 X 60 = 58,743.74 B. T. U. to perform the same operation 
upon 60 pounds of water. : 

53,743.74 B. T. U. = 41,812,629.72 foot-pounds. Ans. 


EXAMPLE 4.—Find the volume occupied by 14 pounds of steam at 30 
pounds gauge pressure. 

SOLUTION.—30 pounds gauge pressure = 30 +14.7 = 44.7 pounds 
absolute pressure. The nearest pressure in the table is 44 pounds, and 
the volume of a pound at that pressure is 9.403 cu. ft. The volume of 
a pound at 46 pounds pressure is 9.018 cu. ft. 9.403 — 9.018 =.385 cu. 


ft., the difference in volume for a difference in pressure of 2 Ib. ae 


= .1925 cu. ft., the difference in volume for a difference in pressure of 
1.pound. .1925 x .7=.185 cu. ft., the difference in volume for a differ- 
ence in pressure of .7 pound. Therefore, 9.403 — .135 = 9.268 cu. ft. is 
the volume of one pound of steam at 44.7 pounds pressure. 

9.268 X 14 = 129.752 cu. ft. Ans. 


ExamPLeE 5.—Find the weight of 40 cubic feet of steam at a temper- 
ature of 254° F. 


SOLUTION.—The weight of one cubic foot of steam at 254.002°, from 
the table, is .078839 pound. Neglecting the .002°, the weight of 40 cu. 
ft. is, therefore, , -078839 xX 40 = 3.15356 pounds. Ans, 


EXAMPLE 6.—How many pounds of steam at 64 pounds pressure 
absolute are required to raise the temperature of 300 pounds of water 
from 40° to 130° F., the water and steam being mixed together ? 

SOLUTION.—The number of heat units required to raise one pound 
from 40° to 130° is 180° — 40° = 90 B. "E. U. (Actually a little more than 
90 would be required, but the above is near enough for all practical 
purposes.) Then, to raise 300 pounds from 40° to 130° requires 90 x 300 
= 27,000 B. I. Us This quantity of heat must necessarily come from 
the steam. Now, one pound of steam at 64 pounds pressure gives up, 
in condensing, its latent heat of vaporization, or 905.9 B. T. U. ; but, in 
addition to its latent heat, each pound of steam on condensing must 
give up an additionalamount of heat in falling to 180°. Since the 
original temperature of the steam was 296.805° F. (see table), each 
pound gives up by its fall of temperature 296.805 — 130 = 166.805 
Balai Consequently, each pound of the steam gives up a total of 

905.9 +- 166.805 = 1,072.705 B. T. U. 


; 27,000 
It will, therefore, take Lom.%05 = 25.17 pounds of steam to accom= 


plish the desired result. 
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EXAMPLES FOR PRACTICE. 


1. How many foot-pounds of work are required to change 42 pounds 
of water at 319° into steam ata temperature of 330° ? 
Ans. 29,190,679.8 ft.-Ib. 
2. How many B. T. U. are required to convert 25 pounds of water 
at 32° into 109.6 cubic feet of steam ? Ans. 29,541.15 B. T. U. 
3. Find the number of heat units required to change 11 pounds of 
water at 50° into steam at 100 pounds absolute pressure. 
Ans. 12,802.526 B. T. U. 
4. Find the weight of 712 cubic feet of steam at a pressure of 33 
pounds gauge. Ans. 81.689 Ib. 
5. How many cubic feet of steam at 47.3 pounds pressure, gauge, 
are required to raise 120 pounds of water from 55° to 160° at atmos- 
pheric pressure ? Ans. 82.359 cu. ft. 
6. Find the volume of 19 pounds of steam at a temperature of 274°. 
Ans. 175.883 cu. ft. 


1207. The crude apparatus used in the first experi- 
ment above described (the cylinder containing the water 
and the piston, surrounded by fire) constitutes the simplest 
form of a steam engine. By means of it, heat may be 
transformed into work. It is certainly a very poor and 
inconvenient form of engine, since the only work it can do 
is that of raising weights; and, again, the fire must be suc. 
cessively removed and renewed every time a weight is 
lifted. 

It will be seen that this engine consists of four essential 
elements; viz.: the fire, or source of heat; the water, or 
medium for the transfer of heat; the cylinder, with a piston 
to prevent the steam from escaping into the air, and a 
source of cold. Nearly all engines in actual operation 
consist of the above four elements, more advantageously 
arranged. In the actual engine, the fire is not in contact 
with the cylinder, but the steam is generated in a separate 
vessel known as the boiler. Again, the cylinder is of a 
fixed length, and the steam usually acts on both sides of the 
piston, instead of on one side. 

This improvement of the actual engine over the simple 
apparatus of the first experiment leads to the consideration 
of some further essential characteristics of steam. 


Ly Cc. Il—2 
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EXPANSION OF STEAM. 

1208. Consider a closed cylinder (Fig. 236) containing 
a piston. The left end of the cylinder is open to the 
entrance of steam from the boiler, and the right end is open 
to the atmosphere, so 
that the steam on the 
right side of the pis- 
ton may freely es- 
+3 cape. The pressure 
of the steam from 
the boiler will drive 
the piston to the 
right end of the cyl- 
inder, pushing the 
steam on the right of the piston into the atmosphere. 
When the piston arrives at the right of the cylinder the 
right end is put in communication with the boiler and the 
left end with the atmosphere; the piston then moves back 
to the left end. The operationis thus repeated indefinitely. 


Sted | 


Any 


Fic. 236. 


1209. Suppose that, during the entire movement of the 
piston from left to right, the left end of the cylinder is in 
communication with the boiler, and, further, that the 
steam on the right of the piston escapes freely into the 
atmosphere without requiring any work on the part of the 
piston to push it out. We wish to know the relation 
between the pressure and the volume at all points of the 
stroke, and the work done by the steam. The relation 
between the pressures and volumes may be shown graph- 
ically as follows: Draw two lines, O X and O Y, at right 
angles to each other, as shown in Fig. 237. (Refer also 
to Fig. 223.) Then, the volume of the steam for any 
position of the piston may be represented by some dis- 
tance on the line O .X, and likewise the pressure of the 
steam at any position of the piston may be represented by 
the length of a vertical line parallel to O Y. Suppose that 
the area of the piston in Fig. 236 is 2 square feet, and 
that the distance moved through by the piston is 6 feet. 
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The length O 3 of the diagram then represents a piston travel 
of 6 feet, or a steam volume of 6 X 2=12cu.ft. Likewise, 
O 1represents a piston travel of 2 ft. and a steam volume 
of 4 cu. ft., and O 2 a piston travel of 4 ft., and a steam 
volume of 8 cu. ft. 

Now, through /, 2, and 3 draw lines parallel to O Y, and 
on these lines lay off the length 1-1’, 2-2’, 3-3’, representing, 
tespectively, the pressures of the steam at the volumes 
O 1, O2,and O 8. Connecting the points J’, 2’, and 3’ by 


FIG. 237. 


a line, we have a complete graphical representation of the 
relation between the pressures and volumes. 


1210. Since the left end of the cylinder is in communica- 
tion with the boiler during the whole motion of the piston 
from left to right, and since the temperature and pressure 
of the steam in the boiler is constant, it follows that 
the temperature and pressure of the steam in the cylin- 
der will be the same for all positions of the piston. 
Suppose the pressure of the steam, when the piston is 
just starting from the left end of a cylinder, to be 
60 pounds per square inch absolute. Let 1 inch on the 
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diagram represent a pressure of 30 pounds. Then, the 
length O A, which represents the steam pressure in ques- 


tion, must have a length of = 2 inches; and, since the 


pressure is constant for all positions of the piston, the 
lengths 1-1', 2-2’, 3-3’, 4-4’, etc., must all be equal to 2 
inches. In other words, the line of pressures A 4 must be 
parallel to the line O X. It was observed above that the 
temperature of the steam is also constant throughout the 
stroke of the piston. Hence, the above line A BZ is the 
zsothermal (constant temperature line) of saturated steam. 
Hence, it follows that the tsothermal of saturated steam is a 
straight line parallel to the axts of volumes O X. 


1211. The pressure O A on the left of the piston is 
taken from vacuum. There is also a pressure on the right 
of the piston of 14.7 pounds per square inch, since the right 
end of the cylinder is open to the atmosphere. Let this be 
represented by the height O D= = = .49 in. Since dius 
atmospheric pressure is constant throughout the stroke of 
the piston, it may be represented by the straight line DC 
parallel to O X. The net pressure on the piston is then 
represented by 

OA—OD=DA=60— 14.7 =45.3 Ib. per sq. in. 

The work done by the steam during one stroke of the 
piston may now be easily found. 

There is a constant net pressure throughout the stroke of 
45.3 lb. per sq. in. = 45.3 X 144 = 6,523.2 lb. persq. ft. The 
total pressure on the piston is, therefore, 6,523.2 x 2= 
13,046.4 lb. Work is defined as pressure, force, or resist- 
ance, multiplied by the distance through which it acts. 
Consequently, the work spent in moving the piston from one 
end of the cylinder to the other, a distance of 6 feet, is 
13,046.4 X 6 = 78,278.4 foot-pounds. 


1212. For our purpose, the work may be obtained in a 
more convenient way. As shown above, the pressure on the 
piston per square foot is 6,523.2 pounds. The volume of the 
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cylinder = area x length = 2 Sti it: 3 @ tte 42- ou: ft, 
Now, multiplying the pressure in pounds per square foot by 
the volume of the cylinder in cubic feet, the result is 
6,523.2 X 12 = 78,278.4 foot-pounds, as before. 
Let P = the pressure on the piston in lb. per sq. ft.; 
Pf = pressure on piston in Ib. per sq. in. ; 
V = volume in cubic feet swept through by the piston; 
W = work in foot-pounds. 
Then, W=PV=144 pV. (93.) 
Referring to Fig. 237, it will be remembered that the line 
D A represents the pressure f, and the line D C represents 
the volume V. The product D A xD C=area of the 
rectangle d BCD. ButA Dx DC=pV. Therefore, 
the area of the rectangle is proportional to the work of the 
steam. 


DA SSsSus inches. DC=2 inches. Then, the 
area A BC D=1.51 X 2=3.02 sq. in. But 1 inch in 


height = 30 Ib. per sq. in., and one inch in length — GC; 


ft. Hence,  V= 3.02 x 30 X 6 = 543.6 foot-pounds, and 
W = 144 p V = 543.6 X 144 = 78,278.4 foot-pounds. 


1213. In the same way it can be shown that, no matter 
what the form of the area A BC D may be, it will represent 
the work done by the steam, provided the upper line A B 
represents the relation between the pressures and volumes 
of the steam on one side of the piston, and the lower line 
C PD represents the relation between the pressures and vol- 
umes on the other side. For, as shown in Art. 1158, the 
area is equal to the length of the diagram multiplied by the 
mean ordinate, and the mean ordinate simply represents 
the average net pressure on one side of the piston. 

Hence, in general, to find the work of the steam from the 
diagram, multiply the arca in square inches by the vertical 
scale of pressures, by the horizontal scale of volumes, and by 
U4. The result is the work in foot-pounds. 
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EXxampLE.—The area of a diagram of the character shown in Fig. 
237 is 7.84 sq. in. The vertical scale of pressures is 86 pounds to the 
inch, and the horizontal scale of volumes is 24 cu. ft. to the inch. What 
is the work of the steam per stroke of piston ? 


SoLuTIon.—Work = 7.34 X 36 X 24 X 144 = 95,126.4 ft.-lb. 


1214. Suppose now that the left end of the cylinder is 
shut off from the boiler just as the piston in Fig. 237 has 
completed 4 of the stroke—that is, when dias FUSE 2! Leet 
from the left end of the cylinder. The pressure on the left of 
the piston, as in Fig. 237, will be constant so long as the 
cylinder is in communication with the boiler—that is during 


= 


FIG, 238. 


the first 2 feet of the stroke. ‘Therefore, the pressure line 
for the first 4 of the diagram will be a straight line A B 
parallel to O X (see Fig. 238), and, as before, = = 2 inches 
above it. At this point the steam supply is shut off, and 
the 4 cubic feet of steam in the cylinder must expand as the 
piston moves along, until it fills the entire volume of the 
cylinder. Its pressure, then, must fall somewhat after the 
manner of a perfect gas. This fall in pressure is graphi- 
cally represented by the curvedline 64. Assuming for the 
moment that the curve is the eguzlateral hyperbola (see Art. 
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1161), the work may be calculated as follows: The height 
of Fig. 238 is 2 inches; the length A Bis 2 inch. There- 
fore, the area A Bb O=2 X }= 1.3333 sq. in. 


1215. The area B £ e¢ db may be found by the following 
formula, in which 
A = area of diagram in square inches; 
pf, = initial pressure (as O A) measured in inches; 
V, = volume at cut-off, measured in inches. 


: 
A = 2.3026 x p, V, log 2 (94.) 


= 2.3026 X 2X 2X log 5 = 1.4648 sq. in. 


Then, area A BE ¢ O = 1.3333 + 1.4648 = 2.7981 sq. in. 
OD=.49in. AreaC DO e=.49 X 2=.98 sq. in. 
Area A BECD=A BEecO-CDO¢=2,7981 — 
.98 = 1.8181 sq. in. 
Then, L=144ahh,, (95.) 
in which, Z = work in foot-pounds; 
a = net areaof diagram (asd BEC D); 
h = scale used to lay off pressures; 
oe h,= scale used to lay off volumes, the vol- 
umes being always expressed in cubic feet, and the pres- 
sures in pounds per square inch. 
In the above diagram 
L =1.8181 X 30 X 6 X 144 = 47,125. 15 ft. -lb. 

The work done in the first case was 78,278.4 ft.-Ib.; so by 
shutting off the steam at 4 of the stroke the work of the 
steam has been decreased by 78,278.4 — 47,125.15 = 31,153.25 
ft.-lb. But, in the first case, 12 cu. ft. of steam at boiler 
pressure were used, while, in the last case, only 4 cu. ft. 
were used; hence, the work per cubic foot ar steam was, in 


the first case, a = 6,523.2 ft.-Ib., and, in the second 
oh wees = 11,781.29 ft.-lb., or nearly twice as much. 


This shows the economy of cutting off the steam early in 
the stroke and allowing it to expand. 
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EXAMPLES FOR PRACTICE. 

1. The mean ordinate of a diagram, similar to that shown in Fig. 
238, is 1.2 inches long. The vertical scale of pressures is 1" = 40 lb. per 
sq. in., and the horizontal scale of distances is 1"=10", The length of 
the diagram is 3", and 1 ft. of actual length of the vessel which contains 
the steam represents a volume of 452 cu. in. What is the work done in 
one stroke of the piston ? Ans. 4,520 ft.-Ib. 

2. The mean pressure in the cylinder of a steam engine is 38.7 Ib. 
per sq. in.; the diameter of the cylinder, 26"; the stroke, 32”, and num- 
ber of strokes per minute, 120. Find the horsepower by means of 
formula 93. Ans. 199.244 H. P. 

3. The mean ordinate of a diagram is .89"; the length, 3.2"; the 
vertical scale of pressure, 1"= 50 Ib. per sq. in.; the horizontal scale of 
volumes, 1” (diagram) =.56 cu. ft. Find the work done in 12 strokes. 

Ans. 137,797.6 ft.-lb. 

1216. The Expansion Line.—The character of the 
expansion curve B 4, Fig. 238, depends upon a variety of 
circumstances. Suppose, first, that the steam expands 
without any condensation. The equation representing the 
relation between the pressures and volumes will then be 

p V*85 = some constant. 

When the quantity of the expanding steam is one pound, 

the constant is 475, and the equation becomes 

pVitE=AN5, 

which has already been given. The curve may be plotted 
by laying off the volumes, taken from column 7 of the 
steam table, along the line OX, and the corresponding 
pressures from column 1, along the line O Y. It will now 
be necessary to determine the conditions under which the 
steam will follow the above expansion line. 


1217. Suppose that one pound of steam at 60 pounds 
pressure (absolute) be confined in a non-conducting cylin- 
der. Its volume, according to the table, is 7.024 cubic feet. 
Let the pound of steam expand until the pressure reaches 
54 pounds absolute; the volume, then, is 7.756. It may be 
assumed with little error that the portion a 6, Fig. 239, of 
the expansion line, which represents the drop of pressure 
from 60 to 54 pounds, is straight. The average pressure is, 


then, oe 57 pounds. 
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The volume dc is 7.756 — 7.024 = .732 cu. ft. 

The work = 144 p V=144 x 57 x .732 = 6,008. 286 ft.-Ib. 

The total heat of the steam at 60 pounds pressure is 
1,171.176 B. T. U. per pound, and at 54 pounds pressure, 
1,169.102 B. T. U. per pound. Hence, the pound of steam 
during its expansion gives up 1,171.176 — 1,169,102 = 2.074 
B. T. U. = 1,613.572 foot-pounds. 


1218. The work done by the expanding steam is 
6,008.256 foot-pounds, while the work given up by the steam 
during its expansion is only 1,613.572 foot-pounds, or a little 
over Zas much. It is evident that the work could not have 


»¢ 


FIG. 239. 


been done by the expansion of the steam alone, There re. 
mains 6,008.256 — 1,613.572 = 4,394.684 foot-pounds of work 
that must have been obtained in some other manner. The 
cylinder is non-conducting, so no heat could have been ob- 
tained from without. The ozly way in which this extra 
amount of work can be accounted for is to suppose that a 
small amount of steam is condensed while expanding, and 
thus gave upits latent heat of vaporization. 4,394.684 foot- 
pounds = 5.649 B. T. U. The average pressure was 57 
pounds, and the latent heat of steam at that pressure is 
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5.649 
? 911.304 
steam must have condensed to furnish the extra 4,594.684 
foot-pounds of work. We thus arrive at the conclusion that 
saturated steam expanding tn a non-conducting cylinder must 
of necessity condense somewhat. 

In the same manner it can be shown that, if saturated 
steam be compressed in a non-conducting cylinder, it must 
become superheated. 


911:304 B. 1. U. Hence = .0062 of the pound of 


1219. Itis thus apparent that steam in a non-conduct- 
ing cylinder cannot expand according to Rankine’s formula 
pVté=a constant. The curve is really the adiabatic for 
steam, and is usually represented by the formula, 


pV =a constant. 

The cylinder of the actual engine is never perfectly non- 
conducting. In fact, it is made of cast iron, which is a very 
. good conductor of heat. This fact leads to great complica- 
tion in the study of the action of the steam in the cylinder. 


1220. Suppose, first, that the cylinder be simply exposed 
to the atmosphere—that is, it is not covered with any non- 
conducting material. The steam, entering one end of the 
cylinder with a pressure of say 80 pounds absolute, has a 
temperature of about 312°. As it meets the cold cylinder 
walls, it will raise them to 312°, nearly; but, at the same 
time, the steam, meeting a surface cooler than itself, must 
partially condense. At some point near the middle of the 
stroke, the communication with the boiler will be cut off, and 
the steam will expand, the pressure lowering to say 20 
pounds absolute, and the temperature, consequently, lower- 
ing to about 228°. Therefore, at the end of the stroke, the 
cylinder walls will be at a temperature of about 228°. The 
fresh steam now enters the other end of the cylinder with 
a pressure of 80 pounds and a temperature of 312°, comes in 
contact with the cylinder walls, and partially ee this 
action being repeated at every stroke. In addition to this 
condensation, due to the alternate heating and cooling of the 
cylinder walls, there is the condensation which must always 
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accompany expansion, even in a non-conducting cylinder. 
Of course, this condensation is almost a total loss, since the 
water can exert no pressure on the piston. 

Some of the condensed steam, however, may be, and gen- 
erally will be, evaporated again towards the end of the stroke. 
Just before the steam supply is cut off, the temperature of 
the cylinder walls is 312°; as the steam expands, it partially 
condenses and its temperature falls. The temperature of 
the cylinder walls also falls, and in doing so, gives up heat, 
part of which is radiated and lost, and part re-evaporates 
some of the condensed steam. As a consequence of this 
action, the real expansion line falls below the theoretical 
line (p Vt6 = constant) just after cut-off, but rises above it 
towards the end of the stroke. 


1221. A very common way of avoiding the loss due to 
the condensation of steam in the cylinder is to surround the 
latter with a steam jacket—that is, to keep the cylinder 
continually immersed in steam at boiler pressure. Heat 
is then transferred from the steam outside the cylinder to 
the expanding steam inside, and condensation is thus pre- 
vented, or, rather, it takes place in the jacket instead of in the 
cylinder. The expansion.curve in this case approaches more 
nearly the theoretical curve, but usually rises a little above 
it towards the end of the stroke. 

d 


| Curve a pv Const. 


” b pre ” 4 
» opel ° 


Fic. 240. 


1222. Fig. 240 shows the three curves above considered. 
The upper one is the equilateral hyperbola, 7 Via 


- 
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constant ; the second is the curwe of constant steam 
weight, p tb = aconstant, and the third is the adiabatic 
for steam, p VV"? = a constant. 

It will be seen how marked may be the difference between 
the expansion curves under varying circumstances. It is 
usual, in practice, to assume that the expansion curve is the 
equilateral hyperbola. And, though it is in no sense the 
theoretical curve, it is generally nearer than the others, and 
rather easier to deal with. Hence, in all farther discussions, it 
will be assumed that expanding steam follows the equilateral 
hyperbola. 


THE STEAM-ENGINE MECHANISM. 


THE FOUR-LINK SLIDER CRANK. 


1223. It has been shown how steam may do work by 
lifting weights against the pressure of the atmosphere; since, 
however, it is not generally desired to do work in this manner, 
it is essential that some method of changing the to-and-fro 
motion of the piston into a continuous motion in one direc- 
tion should be devised. The form of mechanism used for 
this purpose in practically all types of engines is shown in 


Fig. 241. It is technically known as the four-link slider 
crank. The steam from the boiler enters one end—say, in 
this case, the end —of the cylinder, and pushes the piston 
to the other end. By means of another mechanism, called 
the valve, the steam is now admitted to the end c of the 
cylinder, while the end % is at the Same time allowed to 
communicate with the atmosphere or with a condenser. 
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The steam in /% escapes, while that in ¢ pushes the piston 
back again to its original position, whence the same operation 
is repeated. 

Attached to the piston, and forming a part of it, is the 
piston rod C B; tothe end of C BZ is fastened, by a joint, 
one end of the link 4A. The other end of J A is joined to 
the link A QO; and the other end of A O terminates in a 
shaft O, which is fixed in stationary bearings. It is evident 
that the end of B A, which is attached to C L, can move 
only in a straight line; and since the shaft O can rotate 
only in its bearings, the end of A O, which is attached to 
B A, can move only in a circle. 

When the piston is at one extreme end of the cylinder, 
say at /, the joint A is at the point m, and all three links, 
A O, B A, and C B, lie in a straight line. As the piston 
moves to the right, the link BC moves also to the right, 
while the joint A is constrained to move in the upper semi- 
circle # 2; when P arrives at the other end of the cylinder, 
the joint A is at z, and again A O, B A, and C B, are in a 
straight line. The piston now moves back to the end / of 
the cylinder, the joint A moving in the lower semicircle 
from 7 to m. 


1224. The link A O is called the crank, 2 A the con- 
necting-rod, and C # the piston rod. Those parts 
which have a to-and-fro or reciprocating motion are called 
the reciprocating parts. 

The end # of the cylinder is called the head end, and 
¢ the crank end. The distance passed through by the 
piston during a half revolution of the crank is called the 
stroke; the stroke is evidently equal to the diameter m x 
of the circle described by the end a of the crank. 

The engine may run in the direction shown by the arrows 
in the figure, or it may runin the reverse direction. In the 
former case it is said to run over, and in the latter case 
to run under. 

The stroke from the head to the crank end of the cylinder— 
that is, from left to right in the figure—is called the for- 
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ward stroke; the one from crank end to head end, the 
return stroke. 

The above simple mechanism perfectly fulfils the office 
of giving a continuous motion in one direction. A pulley is 
keyed to the shaft O, and the power is transferred by belt- 
ing from the pulley to shafting, or directly to the machinery 
to be run. 


THE PLAIN SLIDE-VALVWVE ENGINE. 


1225. The enormous number of types of the steam 
engine may be classified 


(1) According to the kind of ser- Stationary, 
i Locomotive, 
vice, as 
Marine, etc. 
Simple, 
Compound, 


(2) According to number and ar- 


Triple expansion 
rangement of cylinders, as . 


Quadruple expansion, 
Duplex, etc, 


(3) According to the type of 


Automatic cut-off, 
valve used, as 


Plain slide-valve, 
Corliss, etc. 


They may all be horizontal or vertical, condensing or non- 
condensing, single-acting or double-acting. All of these dif- 
ferent types involve essentially the same principles, and, 
therefore, the description of a single type will be sufficient 
to give a general knowledge of these principles. For this 
purpose we shall choose the simple slide-valve engine. 


1226. In Fig. 242 such an engine is shown, and in Fig. 
243 is shown a section of a steam cylinder. Referring to 
these figures, // is the head end, and C the crank end of the 
steam cylinder; & and 4’ are the steam ports; D is the 
steam chest; £ is the exhaust port; WV and JW’ are the 
cylinder heads; S is the steam supply pipe; O is the 
exhaust pipe, and connects with the exhaust port £; G is 
one of the two guide bars; X and X’ are the shaft bearings, 
and 7 is the bed, or frame, of the engine. The above are 
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all stationary parts of the engine, or parts which do not 
change their relative positions when the engine is in 
motion. is the piston; 7 is the piston rod; 2 is the cross- 
head; 3 is the cross-head pin; 4 is the connecting-rod; 6 is 
the crank; 6 is the crank-pin; 7 is the crank-shaft; 8 is the 
fly-wheel; 9 is the eccentric; 10 is the eccentric-strap; // is 
the eccentric rod; 12 is the rocker; 13 is the valve rod or 
stem, and V is the slide-valve. These are all movable parts 
of the engine, or parts which change their relative positions 
when the engine is in motion. W is the working length of 


8 


tal 
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the cylinder. It is slightly less than the distance between 
the cylinder heads, since a small space must be left between 
the head and the piston, when the latter is at the end of its 
stroke. This space, together with the volume of the steam 
port, which leads to it, is called the clearance. 


1227. The stroke of the engine is the travel of the 
piston P; since the piston and cross-head are rigidly fast- 
ened to the same rod, the stroke must also be equal to the 
travel of the cross-head. It was shown in Fig. 241 that the 
stroke is also equal to the diameter of the circle described by 
the crank-pin 6, or, what is the same thing, it is equal to 
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twice the length of the crank 5, this length being measured 
from the center of crank-pin 6 to the center of the crank- 
shaft 7. J is the diameter or bore of the cylinder. 


1228. The size of an engine is generally expressed by 
giving the diameter of the cylinder and the stroke in 
inches. Thus, an engine having a cylinder diameter of 16 
inches, and a stroke of 22 inches, is called a 16” 22” engine. 


1229. At the ends and /’ the cylinder is counter- 
bored—that is, for a short distance, the bore is greater 
than JZ. The piston projects partly into this counterbore 
at the end of each stroke. Were it not for the counterbore, 
the piston would not wear the cylinder walls their entire 
length, and shoulders would be formed at each end of the 
cylinder. When the wear of the joints in the connecting- 
rod is taken up, the length of the connecting-rod is slightly 
increased, and the piston is shoved back slightly towards the 
head end of the cylinder. In this case, the shoulder would 
cause an undesirable pounding of the piston. 

Drain-cocks W’and W’" are fitted in each end of the 
cylinder, through which any condensed steam may be 
discharged. 


1230. The piston fits loosely in the cylinder and has 
split rings £ and #' inserted, which spting out so as to press 
against the wall of the cylinder, and prevent leakage of 
steam between the wall of the cylinder and piston. Pistons 
are usually supplied with a follower-plate 4, which is bolted 
to the head end of the piston /, in order to hold these split 
rings £ and #’ in place. The piston rod 7 is a round bar, 
rigidly connected to both the piston Pand the cross-head 2. 

K is a stuffing-box in which packing is placed, and is fitted 
with a gland ./, which, when bolted down, compresses. the 
packing around the piston rod 7, and makes a steam-tight 
joint. This packing is usually made in the form of split 
rings, which are so placed that the split of the first ring is 
covered by the solid part of the next ring. When repacking, 
care should be taken not to cause unnecessary friction by 


(C, TALS8 


632 STEAM AND STEAM ENGINES. 


too much pressure from the gland. The cross-head 2 is 
given an easy sliding fit between the guide bars G and G’, 
Fig. 242, which are in line with the path of the piston rod, 
and combine with the cross-head to relieve the piston rod of 
all bending strains. 

The connecting-rod 4 forms the connecting link between 
the cross-head and crank 8. The joint between cross-head 
2 and connecting-rod 4 is made by the cross-head pin 3; 
and the joint between the connecting-rod and crank is made 
by the crank-pin 6. Connecting-rods are usually made from 
4 to6 times the length of the crank, or from 4 fo 6 cranks 
in length, as it is called. 


1231. The eccentric 9, which imparts motion to the 
slide-valve V, is the exact equivalent of a crank having the 


id 
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same throw. This is clearly shown in Fig. 244, in which 9 is 
the eccentric, 10 is its strap, 11 is the eccentric rod, and W 
is a crank having a throw 7 equal to that of the eccentric. 
The center of the crank-shaft Q is the center of rotary 
motion. The dotted circle represents the path of the 
common center O of the eccentric and crank 7 The 
eccentric revolves freely in the eccentric strap 10, which is 
rigidly connected to the eccentric rod 11 (see Figs. 242 and 
244). In practice, the diameter of the shaft generally 
exceeds the throw of the eccentric. In plain slide-valve 
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engines, the eccentric is usually keyed to the shaft after 
being properly adjusted. The connection between the 
eccentric rod 11, Fig. 242, and the valve stem 18, is accom- 
plished in a variety of ways. In the figures, a rocker arm 
12 is used to support the joint between the eccentric rod 11 
and the valve stem 13. The latter must be supported in 
some such manner to prevent it from binding in its stuffing- 
box. 


THE D SLIDE-VALWE AND STEAM 
DISTRIBUTION. 
1232. Of the different kinds of valves used to distribute 
the steam in the engine cylinder, the D  slide-valve is the 


WINX 
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most common. A section of such a valve is shown in Fig. 
245, in its central position ; f and / are the steam ports, 
o and o the bridges, / the exhaust port, S 7 the valwe 
seat. The flanges of the valve ad andcd are seen to be 
wider than the ports which they cover. Of this extra width, 
the parts ¢, ¢ are called the outside lap, and the parts f, f 
the inside lap. The valve is here shown in mid position; 
i, e., the center line z of the valve coincides with the center 
line # of the exhaust port. As the motion of the valve is 
given by the eccentric, the valve is in mid position when 
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the radius of the eccentric (Q O, Fig. 244) is in a vertical 
position. When Q O lies horizontally on the right side of 
Q, the valve (see Fig. 242) is in its position nearest the head 
end of the steam chest, and when Q O lies horizontally on 
the left side of Q, the valve is at the end of its stroke in the 
crank end of the steam chest. In order to show how the 
steam is distributed in the cylinder by means of the valve 
and eccentric, a series of skeleton diagrams have been drawn 
showing the relative positions of the valve and piston for 
different points of a double stroke. 


1233. Fig. 246 shows five diagrams. They represent 
a D slide-valve without lap or lead. O a@ represents the 
crank; O 6 the eccentric (which was shown to be equivalent 
to a crank); ac the connecting-rod, and 0 d the eccentric 
rod. It should be remarked that the sizes of the various 
parts have been greatly exaggerated, particularly the radius 
of the eccentric circle, and the amount of clearance. Dia- 
gram A, Fig. 246, represents the piston as just on the point 
of beginning the forward stroke. The valve is moving in 
the direction of the arrow, and the outer edge is just about 
to admit steam to the left-hand port. As will be seen, the 
valve is in its central position, and, consequently, the line 
joining the center of the shaft and the center of the eccen- 
tric (this line will hereafter be called eccentric radius) is 
vertical. All of the parts are about to move in the direction 
of the arrows. Diagram BS shows the position of the parts 
when the crank has moved through 90° from its position in 
A. The piston is at the middle of its stroke, or very nearly 
there. It would be exactly at the middle of its stroke, but 
for the fact that the connecting-rod makes an angle with the 
horizontal. The angularity of the connecting-rod will be 
treated of later; for the present, it will be assumed that it 
has no effect on the position of the piston. The valve has 
reached the extreme limit of its travel to the right, and the 
eccentric radius O 0 is horizontal. The left steam port is 
fully opened for the live steam, and the right steam port is 
fully opened for exhaust. Another crank movement of 90° 
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places the different parts as shown in diagram.C. The pis- 
ton has reached the end of its forward stroke; the valve is 
in its central position moving towards the left, and has just 


i] 


Fic. 246, 
closed the left steam port and right exhaust port, and is just 
about to open the right port for admission of live steam, 
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and the left port for the release of exhaust steam. The pis- 
ton has now traveled one full stroke. Diagram D shows 
the piston in its central position on the return stroke. The 
crank is in the position O a; the eccentric is horizontal, as 
represented by O 0, and the valve is at the farthest point of 
its travel to the left, the right port being fully open for live 
steam, and the left port fully open for exhaust. In the dia- 
gram /, the piston has reached the extreme point of the 
return stroke, the piston rod, connecting rod, and crank 
being all in one straight line; this also occurs in diagrams A 
(which is the same as £) and C. The valve has been moy- 
ing to the right, and is now in its central position, just on 
the point of admitting steam to the left port. 


1234. These diagrams show conclusively that, with no 
lap or lead, the steam is admitted to the cylinder for the full 
stroke of the engine, consequently there can be no cut-off, 
and, therefore, no expansion of steam. 

The following conclusion is now evident: With an ord?- 
nary D slide-valve, operated by one eccentric, there can be no 
cut-off, and, therefore, no expansion of steam, unless the valve 
has outside lap. 


1235. The effect of lap on the movement of the valve 
relatively to the piston, and also on the movement of the 
eccentric and crank, is clearly shown in Figs. 247-254. In 
these figures, the valve has both outside and inside lap, but 
no lead. These diagrams have been distorted, as was done 
in Fig. 246, in order that the eccentric radius might be long 
enough to show up well. In Figs. 247-254 the eccentric 
radius is three times as long as it should be for the amount 
of valve movement shown by the figure. The diameter of 
the crank circle is also a little greater than the stroke of the 
piston for the same reason. In order to show the distribu- 
tion of steam by the valve, a diagram has been drawn above 
and below each cylinder, those above being marked JZ, and 
those below, V. These diagrams are supposed to be drawn 
in the following manner: Imagine it to be possible to 
connect two small pipes to the piston, one on each side. 
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Suppose each pipe has a steam-tight piston working in it, the 
lower side of the pistons being subjected to the steam pres- 
sure in the cylinder, and the upper side to the atmospheric 
pressure. Suppose, further, that there is a coiled spring on 
top of the piston; that a piston rod passes through the 
center of the spring; and that a pencil is attached to the 
end of the piston rod. If a pressure of 10 pounds is re- 
quired to compress the spring 1 inch, it is evident that for 
every 10 pounds pressure in the cylinder, the pencil will 
move upwards 1 inch, and, if it touched a sheet of paper, 
would mark a line on that paper. It will now be presumed 
that an arrangement like that just described is attached to 
the steam engine piston, and that the pencil touches a sheet 
of paper, which is held stationary. Then, when the steam 
piston moves ahead, the pencils will make straight lines at 
heights corresponding to the steam pressure on the under 
sides of the little pistons, except when the pressure of the 
steam in cylinder varies, in which case, the pencil will 
move up or down, according as the pressure increases or 
diminishes. 

Having made these suppositions clear, let Q X, Figs. 247 
to 254, represent the line which the pencil would trace if 
there were a perfect vacuum in the cylinder; i.e., QO X is 
the line of no pressure; also, let A B represent the line 
which the pencil would trace if the pressure in the cylinder 
was just equal to that of the atmosphere, and Q Y the line 
of no volume. Then the point Q represents no volume and 
no pressure. Finally, let 1 D represent the volume of the 
clearance. 


1236. Consider Fig, 247. The piston is represented as 
just beginning the forward stroke, and the valve as just 
commencing to open the left steam port, both moving in the 
same direction, as shown by the arrows. If the valve had 
no outside lap, the position of the eccentric center would be 
at e, but on account of the lap, the valve has moved ahead 
of its central position in order to bring its edge to the edge 
of the port. To accomplish this, the eccentric center has 
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been moved from ¢ to 8, O d being the position of the eccen- 
tric radius. The angle 4 O e, which the eccentric radius 
makes with the position it would be in if there were no lap or 
lead, is called the angle of advance. 

Assume that the piston and valve have moved a very 
small distance, just sufficient to admit steam to fill the 
clearance space on the left of the piston, so that the steam 
acts on the piston at full boiler pressure. If the length of 
the line A i represents the boiler pressure (gauge), the 
pencil which registers the pressure on the left side of the 
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piston will be at 7. The steam on the right side of the 
piston is flowing (exhausting) into the atmosphere through 
the exhaust port as shown by the arrow. As the size of the 
exhaust port is limited by practical considerations, the ex- 
haust is not perfectly free, and there is a slight pressure on 
the exhaust side of the piston in addition to the atmospheric 
pressure. This is termed back pressure. Therefore, in 
the diagram J, let 1 be the position of the second pencil 
then, 7 J is the back pressure. 
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1237. Fig. 248 shows the position of the piston and 


valve when the exhaust port is fully open, The crank has 
1 2 


FIG. 248. 
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moved from the position O / (shown by dotted line) to O w, 
and the eccentric center from gto 4. Steam is entering the head 
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end of the cylinder and exhausting at the crank end. The 
pencils have moved from / to 2 on both diagrams M/and J. 


1238. In Fig. 249 the piston has advanced far enough 
to enable the valve to reach the end of its stroke and open 
the port its full width. The crank and eccentric have 
moved to the positions O a and O 4, the dotted lines showing 
their last position in Fig. 248. The eccentric radius is hori- 
zontal, and any further movement of the crank will cause 
the eccentric to travel in the lower half of its circle and 
make the valve move back. In the diagrams 7 and J, the 
pencil has traced the lines 7-3. 


1239. Fig. 250 shows the piston still further advanced 
on its stroke, and the valve as having its inside edge in line 
with the outside edge of the exhaust pipe. The left end of 
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FIG. 250. 


the valve has partially closed the steam port. The amount 
of advancement of the crank and eccentric from their last 
positions is shown by their distances from the dotted lines. 
The pencils have traced the lines 3-4 on the diagrams JZ and 
NV during this movement of the piston from the last position. 
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Fig. 251 marks one of the most important points of the 
stroke. Here the valve has closed the steam port; i. e 


et 


med 


Fic. 252, 
cut off the steam, and from here to the end of the stroke, 
the steam in the cylinder expands. The exhaust port is 
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now partially closed. The crank and eccentric have moved 
through the angles indicated. During this movement, the 
pencils have traced the lines 4-5. 


1240. Fig. 252 shows another very important valve 
position. Here the inside edge of the valve closes the ex- 
haust port, and, from now on to the end of the stroke, the 
steam in front of the piston is compressed. In the dia- 
grams MW and J, the lines 5-6 are traced by the pencils. 
The line 4-6 on the diagram J/ is an expansion line, the 
pressure falling as the piston moves ahead. 


1241. In Fig. 253, the piston has advanced far enough 
to cause the left inside edge of the valve to be in line with 


FIG. 253, 


the inside edge of the left port. The slightest move- 
ment of the valve to the left will open the left port to ex- 
haust. Expansion really ends here, although, on account 
of the limitation in the size of the ports, there will still be a 
slight further expansion owing to the inability of the steam 
to escape instantly. During this last movement of the 
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piston, the pencils trace the lines 6-7 on the diagrams 
Mand N. On the diagram WM the line 6-7 is a continu- 
ation of the expansion line 5-6, while in the diagram VV 
it shows part of the compression line, the pressure rapidly 
increasing 2s the piston nears the end of the stroke. 


1242. In Fig. 254 the piston has reached the end of its 
forward stroke and is about to begin the return stroke. The 
right outside edge of the valve is in line with the outside 
edge of the right port. The steam is exhausting from the 
head end of the cylinder, as shown by the arrows. The 


| 8 
1123 45677 


Fic, 254. 

crank and eccentric are both diametrically opposite their 
positions in Fig. 247. In the diagrams J/ and J, the pen- 
cils have traced the lines 7-8. J shows that the pressure 
has fallen very rapidly from 7 to 8, while in Vit has risen 
from 7 to 8 The very slightest movement of the piston to 
the left will admit steam to the crank end of the cylinder 
and cause the pencil to rise to the point J’. 


1243. During the return stroke the above described 
actions of the steam will be repeated, the pencils tracing the - 
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dotted lines on the diagrams 17 and WV in Fig. 254, the 
exhaust going through the left port and the steam through 
the right port. As the process is so nearly like the preced- 
ing, the diagrams have not been drawn, but the student 
should follow the valve through the different positions, and 
note the effects on the diagrams. To assist him in this, the 
corresponding points have been numbered as in the fore- 
going figures. 


1244. Effects of Lap.—The study of figures 247 to 
254 should show the effects caused by varying the lap. 
Thus, in Fig. 251, it is evident that if the outside lap had 
been less, the valve would not close the left port when its 
center was in the position shown; consequently, the piston 
must move further ahead before the valve can move back 
far enough to close the port. This, of course, makes the 
cut-off take place later in the stroke, and shortens the 
expansion. It is likewise evident that if the valve had more 
lap, this extra lap would extend beyond the port when the 
center of the valve was in the position shown. Therefore, 
the valve would cut off earlier in the stroke and the expan- 
sion would be lengthened. Hence, zucreasing the outside lap 
means an earlier cut-off and an increased expansion, while 
decreasing the outside lap means a later cut-off and a dimin- 
ashed expansion. 

Considering the inside lap, it is evident from Fig. 252 
that, if the inside lap had been less, the exhaust port would 
not have closed so soon, and, consequently, the compression 
would have begun later; had the inside lap been greater, the 
compression would have begunearlier. Fig. 253 shows that 
with a diminished inside lap, the exhaust (usually termed 
release) would begin earlier, while with an increased inside 
lap, the release would have taken place later in the stroke. 
Hence, increasing the inside lap increases compression and 
delays the release, while diminishing the inside lap decreases 
compression and hastens release. 


1245. Lead.—A valve is said to have lead when it 
commences to open the steam port just before the piston 
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reaches the end of the stroke. The amount of lead is meas- 
ured by the distance between the edge of the valve and 
edge of the port from which the valve is traveling. In Fig. 
255, the lead is the distance a 6. Most engineers give their 
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FIG. 255. 


valves lead in order to have the clearance space filled with 
steam at boiler pressure when the piston begins its stroke. 
The effect of lead on the angular advance of the eccentric 
is evidently the same as an increase of lap; i. e., it increases 
the angular advance. Its effect on the distribution of steam 
will be discussed farther on. 


1246. In the preceding pages, where the steam distri- 
bution has been discussed, it has been assumed that the 
engine ‘‘runs over.” When the engine “runs under,” the 
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steam distribution and the piston and valve movements will 
be precisely the same as before, but the position of the center 
of the eccentric relative to the crank-pin will -be changed. 
To determine the position of the eccentric in this case draw 
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the horizontal diameter @ ¢ of the crank circle, as shown in 
Fig. 256. O 6’ represents the position of the eccentric radius 
when the piston is just beginning the forward stroke and the 
engine runsover. Draw 0’ d perpendicular to a eand through 
the point 0’; it intersects the valve circle in 4, and @ is the 
position of the center of the eccentric when the engine runs 
under and is about to begin the forward stroke. It is easy 
to see that this is so, for the valve and piston must botk 
have a forward movement at this point, whether the engine 
runs over or under. If the eccentric radius were placed so 
as to occupy the position O f, the forward movement of the 
piston and downward movement of the crank would cause 
the valve to move to the left, closing instead of opening the 
port. It cannot bein the position O g, for that would throw 
the valve too far back. O dis the only position in which the 
eccentric radius can be placed to give the valve the same 
movement when the engine runs under that it would have 
if placed in the position O 6’ and the engine ran over. In 
both cases the valve has the same forward movement, while 
the center of the eccentric is passing from 4 or 8! to the 
horizontal position O e. 


1247. Rocker Arms.—It frequently happens that the 
eccentric cannot be so located on the shaft (in the direction 
of its length) that the eccentric rod and valve stem shall be 
in the same straight line. It can never be done when the 
valve is on top of the cylinder without inclining the valve 
seat, now very seldom done, and, with the valve on the side 
of the cylinder, other considerations, such as the location of 
the fly-wheel, may interfere. In such cases as this a lever, 
or rocker arm, may be employed. 

There are four cases which may arise when using a rocker 
arm: 1. The travel of the valve, the throw of the eccentric, 
and the direction of motion of the valve and eccentric may 
be the same as before. 2. The direction of motion of the 
valve and eccentric may be the same as before, but the travel 
of the valve may be greater than the throw of the eccentric. 
3. The travel of the valve and the throw of the eccentric may 
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be the same as before, but the eccentric may move in the 
opposite direction. 4. The travel! of the valve may be 
greater than the throw of the eccentric, and the direction of 
motion may be opposite that in Cases 1 and 2. 

The first case is clearly shown in Fig. 242. It is perfectly 
evident that whén the eccentric rod J1 moves to the left 
that the valve rod 73 will also move to the left, being com- 
pelled to do so by reason of the rocker arm 72. It is also 
plain that the amount of horizontal movement of the valve 
rod will also be the same as it would be if the eccentric were 
attached directly to the valve rod, thus getting rid of the 
rocker arm. The reason for using the rocker arm in this 
case is that the eccentric rod axis and valve stem axis are 
not in the same straight line, the eccentric being then thrown 
too far to the left by the main bearing KR’. The valve seat 
could, in this case, have been placed further out from the 
center of the cylinder, so as to bring the axes of the two rods 
in line. This, however, would have made the steam and 
exhaust ports that much longer. Since it is considered to 
be an advantage to have ports as short as possible, a rocker 
arm was used. 


1248. Sometimes the valve travel is such that if the 
eccentric were made to have the same throw it would be 
inconveniently large. In sucha case the eccentric and its 
connection to the rocker arm may be left in the same position 
as shown in Fig. 242, Sut the valve and its seat may be 


FIG. 257. 


raised, the valve stem connecting to the rocker arm at a 
higher point than shown in Fig. 242. The effect.of such an 
arrangement is illustrated in Fig. 257. The direction of 
motion of valve and eccentric is the same as in Figs. 247 to 
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254, but the throw of the eccentric is less than the travel of 
the valve by the ratiog d: g ¢; i. e., if the valve travel is 4” 
and g d= 12" and g ¢=15", the throw of the eccentric will 
be 4" x 12= 3.2". If the engine runs under, the position of 
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the center of the eccentric will be the same as in Fig. 258, and 
may be found by the same method that was given for finding 
it in the case shown in Fig. 256. 


1249. In all three of the cases just described the direc- 
tion of motion of the valve and of the eccentric has remained 
the same as if there had been no rocker arm, and both points 
of connection @ and e of the valve stem and eccentric rod to 
the rocker arm were on the same side of the pivot g. Sup- 
pose that the valve had been placed on the top of the cylin- 
der, and it had been found more convenient to place the 
pivot of the rocker between the connections of the rocker 
arm to the valve stem and eccentric rod, as shown in Fig. 
259; then, when d moves to the right, along the dotted arc 
whose center is at g, e moves to the left. Consequently, if 
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the eccentric center was in the position O 6’, and the engine 
was running in the direction of the arrow, the valve would 
move backwards instead of ahead. To overcome this diffi- 
culty, the eccentric is shifted 180° to the position O 4, then 
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a movement of 4 in the direction of the arrow will throw d 
to the left and e to the right, as is easily seen. 

If g dand ge are equal, the valve travel and the throw of 
the eccentric will be equal, fulfilling the conditions for Case 
3. If gdis less than ge, the throw of the eccentric will be 
less than the valve travel by the ratiogd: ge. For ex- 
ample, suppose that g¢= 20” and ¢d@=15" and the valve 
travel is 5”; then, the throw of the eccentric will be 
5’ & $3 = 37’. 

1250. Fig. 260 shows the position of the eccentric cen- 
ter when the engine runs under, and the rocker arm is of 
the same design as the one shown in Fig. 259. If there 
were no rocker arm, the eccentric center would be at 0’, as 
in Fig. 256, but since the rocker arm changes the direction 
of motion in this case, the eccentric is turned around 180°, 
to a point diametrically opposite. 


FIG. 260. 


The following rule may be applied to any engine whose 
valves cut off by their outside edges, as has been done in 
all the previous cases: © 

Rule.—Place the crank in the position O a, and the eccen- 
tric in the position O b, as shown in Fig. 247, e O b being the 
angle of advance. If the engine runs over and the rocker 
arm does not reverse the direction of motion of the eccentric, 
the eccentric is now correctly set. If the engine runs under, 
the eccentric should be placed in the position shown in Fig. 
256, according to the rule given in connection with that figure. 
If the engine has a rocker arm whose pivot lies between the 
point of connection with the valve stem and eccentric rod, and 
the engine runs over, place the eccentric center diametrically 
opposite the position shown in Fig. 247. If the engine runs 
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under, and the pivot of the rocker arm lies between the two 
points of connection, place the eccentric center diametrically 
opposite the position shown in Fig. 256. 

The methods of setting the eccentric, when the valve cuts 
off by its inside edges, and the determination of the proper 
amount of lap and lead, will be treated of in Arts. 1621 
to 1636. 


1251. Dead Centers.—When the piston has reached 
the end of either stroke, the piston rod, connecting rod, and 
crank are all in one straight line, and the entire steam pres- 
sure on the piston is transmitted directly to the shaft and 
bearings, none of it being used to turn the crank. This is 
clearly shown in Fig. 256. It is evident that there is no 
turning force on the crank due to the steam pressure when 
the reciprocating parts are in the position shown. When 
the crank occupies this position, it is said to be on its dead 
center, There are two dead center positions, O a and O 2, 
diametrically opposite each other, corresponding to the two 
extreme positions of the piston. When the crank occupies 
the position O ait is said to be on its interior dead cen- 
ter, and when it occupies the position O ¢, on its exterior 
dead center. 


1252. Clearance.—When the crank is on a dead cen- 
ter, and the piston at the end of its stroke, there is always 
a space between the piston and the cylinder head. The 
volume of the space plus the volume of the one Steam port 
leading into it is called the clearance. Thus, in Fig. 255 
the piston is at the end of its return stroke, and the clear- 
ance is the volume of the space between the piston and the 
left cylinder head, plus the volume of the left steam port. 
In other words, the clearance may be defined as the volume 
of steam between the valve and the piston, when the latter 
is at the end of its stroke. The clearance of an engine may 
be found by putting the engine on a dead center and pour- 
ing in water until the space between the piston and the cyl- 
inder head, and the steam port leading into it, is filled. The 
volume of the water poured in is the clearance. 
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The clearance may be expressed in cubic feet or cubic 
inches, but it is more convenient to express it as a per- 
centage of the volume swept through by the piston. For 
example, suppose the clearance volume of a 12” x 18” engine 
is found to be 128 cu. in. The volume swept through by 
the piston per stroke is 127 x.7854 x 18 = 2,035.8 cu. in. 

128 
2,035.8 
may be as low as 3% in Corliss engines, and as high as 14% 
in very high speed engines. 


Then, the clearance is =.063 = 6.3%. Theclearance 


1253. Theoretically, there should be no clearance, 
since the steam which fills the clearance space does no work 
except during expansion; it is exhausted from the cylinder 
during the return stroke, and represents so much dead loss. 
This is remedied, to some extent, by compression. If the 
compression were carried up to the boiler pressure, there 
would be very little, if any, loss, since it would then fill the 
entire clearance space at boiler pressure, and the amount of 
fresh steam needed would be the volume displaced by the 
piston up to the point of cut-off, the same as if there were 
no clearance. It is not practicable to build an engine with- 
out any clearance, owing to the formation of water in the 
cylinder due to the condensation of steam, particularly when 
starting the engine. As water is practically incompress- 
ible, some part of the engine would be broken when the 
piston reached the end of its stroke, provided there were no 
clearance space for the water to collect in; usually, the 
cylinder heads would be blown off. Neither is it practicable 
to compress to boiler pressure, as a general rule, for that 
causes too great strains on the engine. Automatic cut-off 
high-speed engines of the best design, with shaft governors, 
usually compress to about half the boiler pressure, and have 
a clearance of from 7% to 14%. 


Corliss engines have but very little compression, owing to 
the construction of the valve; they, likewise, have very 
little clearance. 
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1254. Real and Apparent Cut-Off and Ratio of 
Expansion.— The apparent cut-off is the ratio between 
the portion of the stroke completed by the piston. at the point 
of cut-off, and the total length of stroke. For example, if 
the length of stroke is 48 inches, and the steam is shut off 
from the cylinder just as the piston has completed 15 inches 
of the stroke, the apparent cut-off is 8 = +. 


The real cut-off is the ratio between the volume of 
steam in the cylinder at the point of cut-off, and the volume 
at the end of the stroke, both volumes including the clear- 
ance of the end of the cylinder in question. If the volume 
of steam in the cylinder (including the clearance) at the 
point of cut-off is 4 cu. ft., and the volume (including the 
clearance) at the end of the stroke is 6 cu. ft., the veal 
cut-off is 4 = 2. 


The ratio of expansion, also called the number of 
expansions, is the ratio between the volume of steam 
(including the steam in the clearance space) at the end of 
the stroke, and the volume, including the clearance, at the 
point of cut-off. It is the reciprocal of the real cut-off. 
For example, if the volume at the end of the stroke is 8 cu. 
ft.. and at cut-off is 5 cu. ft., the ratio of expansion is 
— 1.6; in ordinary language, the steam would be said to 
have one and six-tenths expansions. The corresponding 
real cut-off would be 3. 


Let ¢ = the number of expansions; 
¢= the clearance, expressed as a per cent. of the 
stroke; 
k= the real cut-off; 
k, = the apparent cut-off; 


7 =the apparent number of expansions = = 
1 
Then, ¢= and Roe (96 
? k a 2 -) 
pe k,+2 
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EXAMPLE.—The length of stroke is 36 inches; the steam is cut off 
when the piston has completed 16 inches of the stroke; the clearance is 
4percent. Find the apparent cut-off, the real cut-off, and the number 
of expansions. 


SoLuTion.—Apparent cut-off = = < = .444. Ans. 


Aytt  Ad44-.04 484 


Real t- =) = = 5 
eal cut-off = 4 Te Coa Lod .465. Ans. 
1 1 
N b if >, i = ==> = = 9 
umber of expansions = ¢ 2 “465 (LO. sans: 


EXAMPLES FOR PRACTICE. 


1. Length of stroke, 18"; apparent cut-off, .4; clearance, 7.5%. Find 

(2) real cut-off, and (4) real number of expansions. ie | (a) .442. 

"CU (d) 2.262. 

2. Length of stroke, 66"; clearance, 47; steam cuts off at 144". Find 

(a) real and (4) apparent cut-off in per cent. of stroke, and (c) real and 
(@) apparent number of expansions. (a) 24.972. 


(4) 21.974. 
ie (¢) 4, nearly. 
(d) 4.552 nearly. 


INDICATORS AND INDICATOR CARDS. 


1255. The arrangement described in connection with 
Figs. 247 to 254, for recording the steam pressure at all 
points of the stroke of the piston, would be impossible to 
put into actual operation. Again, the diagram traced by 
the pencil would be altogether too large to be handled 
conveniently. To overcome these objections, an instru- 
ment called the indicator is used. The principal reason 
for obtaining a diagram of this kind is that it affords a 
ready means of computing the mean pressure of the steam 
upon the piston during one stroke. If the mean pressure 
on both sides of the piston, the length of the stroke, and 
the number of strokes per minute are known, the horse- 
power of the engine can be easily found. 


1256. Fig. 261 shows the general appearance of an 
indicator, and Fig. 262 shows one in section. The instru- 
ment consists essentially of a cylinder @ containing the 
piston g and spiral spring @. By turning a cock connected 
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to the small pipe to which the indicator is attached, steam 
may be admitted to, or shut off from, the cylinder of the 
indicator at pleasure. When steam is admitted through the 
channel s, Fig. 262, its pressure causes the piston g to rise. 
The spiral spring @ is compressed, and resists the upward 
movement of the piston. The height to which the piston 
rises should then be in exact proportion to the pressure of 
the steam, and, as the steam pressure rises and falls, the 
piston must rise and fall accordingly. 


min 3 
es tl i 


Fic. 261. 


To register this pressure, a pencil might simply be attached 
to the end of the piston rod ¢, the point of the pencil being 
made to press against a piece of paper. It is desirable, 
however, to restrict the maximum travel of the piston to 
about half an inch; while the height of the card may 
advantageously be two inches or more. To obtain a long 
range of the pencil, combined with a short travel of the 
piston, the pencil is attached at f tothe long end of the 
leverm kp The fulcrum of the lever isat x. The piston 
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rod is connected to it at & through the link z The pencil 
pn 


seiokey: coe ' : 
motion is thus ae times the piston travel. This ratio yi 
2 nk 


is, for most indicators, either 4, 5, or 6. The point Z is forced 
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FIG, 262, 


to move jn a vertical straight line by the arrangement of 
the links and joints z, e, , &. 


1257. The height to which the piston will rise under a 
given steam pressure depends upon the stiffness of the 
spring. Indicators are usually furnished with a number of 
springs of varying degrees of stiffness, which are distin- 
guished by the numbers 20, 30, 40, etc. 

These numbers indicate the pressure per square inch 
required to raise the pencil one inch. Thus, if a 40 spring 
is used, a pressure of 40 pounds per square inch raises the 
pencil one inch, and, therefore, the vertical scale of the 
diagram is 40 pounds perinch. That is, the vertical distance 
in inches of any point on the diagram from the atmospheric 
line, multiplied by 40, gives the gauge pressure per square 
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inch at that point. The scale of the spring chosen should 
not be less than half the boiler pressure. For example, we 
would choose a 40 spring for a steam pressure of 75 pounds 
per square inch. 


1258. The indicator, however, must not only register 
pressures, but it must register them in relation to the posi- 
tion of the piston. To accomplish this object, a cylindrical 
drum fis provided. This drum can be revolved on its axis /, 
by pulling the cord ¢, whichis coiled around it. When the 
pull is released, the spring 7 rotates the drum back to its’ 
original position. If now the cord ¢ be attached to some 
part of the engine which has a motion proportional to the 
motion of the piston, the motion of the drum will also be 
proportional to the motion of the piston. 


1259. To attach the indicator to the engine, a hole is 
drilled in the clearance space of the cylinder and tapped for 


4 B 
Fic. 263. 

a4" nipple. The nipple has an elbow, into which is screwed 

the indicator cock. The indicator is then attached directly 

to the cock by the nut 7, the conical projection s of the 

indicator wedging tightly into the cock to prevent the 
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leakage of steam. It is preferable to have an indicator at each 


end of the cylinder, but if that is not convenient, one indi- 
cator may be connected with both ends of the cylinder by 
means of a three-way cock, as shown in Fig. 264. 


Fic. 264. 


The motion of the drum cord is usually obtained from 
the cross-head. Since the stroke of the engine is nearly 
always greater than the circumference of the drum, the 
cord cannot be attached directly to the cross-head, and an 
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arrangement called a reducing motion is resorted to. A 
common form of reducing motion is shown in Fig. 263. It 
consists of four links joined together in the form of a par- 
allelogram. One of the links z is prolonged, and is pivoted 
at the end to the cross-head D. The opposite corner of the 
parallelogram is pivoted to the fixed point C. The cord is 
attached to the point & on the link 7, which point must be 
on the straight line connecting C and D. A B represents 
the length of the stroke. Letting Z represent the length of 
the indicator diagram, we have the following proportions : 


A BI OW eig ee Se 


=p x This reducing motion 


is called the pantograph. 


1260. Another reducing motion is shown in the 
“slotted swinging lever,” shown in Fig. 264. A pin in the 
cross-head moves in a slot in one end of the lever, the other 
end of which is pivoted, at U, to some stationary body. 
The cord is attached at V. Asin the former arrangement, 


length of diagram ge sO = 
length of stroke ~ UW’ 
UV= length of diagram x UW 
a length of stroke 

Therefore, to find the distance U V between the pivot U 
and the point V where the cord is attached, multiply the 
length of the lever by the desired length of diagram, and 
divide the product by the length of stroke, all the dimen- 
sions being taken in inches. 

EXAMPLE.—The stroke of an engine is 28 inches; the length of the 
slotted lever is 6 feet. How far from the pivot must the string be 
attached to give a diagram 84 inches long ? 

72 X 84 


OL no 
SoLUTION 35 


= 9 inches. 


TO TAKE THE CARD. 

1261. The instrument being attached to the engine, as 
explained above, slip a blank card over the drum, as shown 
in Fig. 261. Fasten the cord to the reducing gear, taking 
care that it is not too short, and that the drum does not 
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“strike” at either end of the stroke. (For convenience, 
the cord should be divided, one part being attached to the 
reducing gear, and the other to the drum. One end is pro- 
vided with a loop and the other with a hook, so that they may 
be connected and disconnected easily.) Open the cock and 
let the engine make a few strokes to warm up the indicator; 
then press the pencil gently against the rotating drum dur- 
ing one revolution. Shut the cock and again press the pen- 
cil against the drum, to obtain the atmospheric line. Now, 
disconnect the drum cord and take off the card. 

If but one indicator and a three-way cock are used, as 
‘shown in Fig. 264, open the cock to admit steam from-one 
end of the cylinder, and take the card from that end; then 
turn the cock to admit steam from the other end, and take 
that card; then shut off the steam entirely, and take the 
atmospheric line. 


1262. Figs. 265 and 266 are cards taken from the crank 


I 2 
3 
6 
14 
A Z 
FIG, 265. 


and head ends of the cylinder, respectively. The different 
phases during the stroke are very clearly shown. 
Thus: Z is the beginning of the stroke; 
2 is the point of cut-off; 
8 is the point of release; 
4 is the end of the stroke; 
& is the point of compression; 
6 is the point of admission. 
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The lines included between any two of these points have 
received special names, which are as follows: 


Zz 


FIG. 266. 
6-1 is the admission line; 
1-2 is the steam line; 
2-3 is the expansion curve; 
8-4-5 is the period of release; 
4-6 is the back pressure line; 
5-6 is the compression curve; 
A Z is the atmospheric line. 


ssspp_Forward.__, =< _ return, ra 
4 B H | @ 


| 
| 


Fic. 267. 
1263. If but one indicator is used, the two diagrams 
may be taken on the same blank as shown in Fig. 267. 
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With the diagrams placed one over the other, as shown, it is 
very easy to tell exactly what is taking place in the cylinder 
at any point of the stroke. On the forward stroke the pen- 
cil of the indicator describes the line A BC D of the head 
diagram, if the cock is opened to the head end, or it 
describes the line K L WM, if the cock is opened to the crank 
end. Likewise, the lines G H/ K and D E Fare described 
during the return stroke. 

Suppose the piston is at a position corresponding to 7 on 
the forward stroke; the pressure (absolute) urging the 
piston forward is 7 S, while the pressure resisting is r ¢. 
Hence, the net pressure on the piston is S 7, Suppose, now, 
that the piston is at yon the return stroke; the pressure at the 
right urging the piston on is 7 w, while the pressure on the left 
is7 v. The net pressure is, therefore, « v, and is negative; 
or, in other words, the resistance is greater than the effort. 


1264. A double diagram of this character tells at a 
glance what is taking place at either end of the cylinder at 
any point of the stroke. Thus, when the piston is on the 
forward stroke, in the position corresponding to m, the 
steam in the head end is at the point of release, as shown at 
C. Draw a line through m perpendicular to the vacuum 
line. Clieson A AC, and since K L M is described at the 
same time as A & C, the intersection of the line through C 
with the line X Z Vis the point corresponding toC. Since 
w is on the compression line, compression is taking place in 
the crank end when release occurs in the head end. 


HORSEPOWER. 

1265. In order to find from the diagram the horse- 
power exerted by the engine, we must first find the mean 
effective pressure. 

The mean effective pressure, or M. E. P., is defined 
as the average pressure urging the piston forward during 
its entire stroke in one direction, less the pressure that 
resists its progress. 

The mean effective pressure may be found in two ways: 
1. The area of the diagram in square inches may be found 


662 STEAM AND STEAM ENGINES. 


by an instrument called the planimeter; the M. E. P. is 
then found by dividing the area of the diagram in square 
inches by the length of the diagram in inches, and multiply- 
ing by the scale of the spring. 

EXAMPLE.—The area of the diagram is 4.2 sq. in., and the length is 
3.5 in.; a 40 spring being used, find the M. E. P. 


Soution.— + < 40 = 48 Ib. per sq. in. M. E. P. Ans. 


2. Where a planimeter is not available, the following 
method of finding the M. E. P. is fairly rapid and accurate: 

Draw tangents to each end of the diagram perpendicular 
to the atmospheric line. Divide the horizontal distance 
between the tangents into 10 or more equal parts (10 or 
20 parts are the most convenient, but any other number 
may be used). Indicate by a dot on the card the center of 
each division, and draw lines through these dots parallel to 
the tangents from the upper line to the lower line of the 
card. Ona strip of paper mark off successively the length 
of these lines, the total length thus representing the sum of 
all the lines. Divide this total length by the number of the 
lines used, and multiply the quotient by the scale of the 
spring. The result will be the M. E. P.. This method is 
the same as that given in Art. L159. 


10 FIG. 268. 


EXxamPLE.—The projection of the head end card of Fig. 265 (see Fig. 
268) upon the atmospheric line is the distance 4 Z, and it is divided, in 
this case, into 14 equal spaces. ‘The length of each of the perpendicular 
lines drawn through the card opposite the centers of these spaces, is 
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marked on the lines themselves, and the sum of these lengths is 18.11 
inches. The scale of the spring used in obtaining the card was 40 
pounds; therefore, 

18.11 is : 

am Yas 40 = 51.74 pounds per square inch = 


the M. E. P. of the “head” end card. 


EXAMPLE.—The projection of the crank card of Fig. 266 (see Fig. 
269), upon the atmospheric line, is the distance 4 Z, and it is divided 
in this case, into 14 equal spaces. The length of each of the perpen- 
dicular lines drawn through the card opposite the centers of these 
spaces, is marked on the lines themselves, and the sum of these lengths 
is 17.78 inches, The scale of the spring is 40 pounds; therefore, 


ae xX 40 = 50.8 pounds per square inch = 


the M. E. P. of the ‘“‘ crank” end card. 


b 


c 
aS. — = 


Therefore, the M. E. P. in the cylinder during a complete revolu- 
tion of the crank is 
51.74 + 50.8 
2 
1266. The reason for dividing the diagram into 10 
parts instead of some other number, is that it shortens the 
work of calculation. Thus, in the two examples just given, 
if the number of divisors had been 10 instead of 14, and the 
sum of the ordinates had been 12.94’, the mean ordinate 


= 51.27 pounds per square inch, 


would have been aS = 1.294, and the M. E P.,1.294 x 40 


= 51.76 Ib. per sq. in. All that is necessary is to add the 


Cc. IT.—s 
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ordinates and shift the decimal point one place to the left 
to obtain the mean ordinate when the diagram is divided 
into 10 equal parts. This method saves the time required 
to divide by some inconvenient number, as 14. 


1267. Sometimes the expansion line of the card will fall 
below the back pressure line, as shown in Fig. 270. Insucha 
FF 


FIG. 270. 


case the area of the loop C D must be subtracted from the 
remainder of the card A BC. When the planimeter is 
used, the subtraction is made automatically by the instru- 
ment; but when the card is divided into parts by the method 
of ordinates the sum of the ordinates of C D must be sub- 
tracted from the sum of those of Ad BC A. The result 
divided by the number of spaces will give the mean ordi- 
nate; multiplying this by the scale of the spring will give 
the M. E. P., as before. . 


1268. We have now all the materials for finding the 
work done in the engine cylinder, expressed in horsepowers. 
Work is the product of force into the distance through 
which the force moves. In the case of the engine cylinder 
the total force is the M. E. P. per square inch multiplied by 
the area of the piston; and the distance moved through in 
a minute is the number of strokes in a given time multiplied 
by the length of stroke. 
Let P represent the M. E. P. in Ib. per sq. in.; 
A represent the area of piston in sq: in ; 
L represent the length of stroke in ft: 
AV represent the number of strokes per min. 
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Then, the work done per minute is PZ A JN ft.-lb. 
One horsepower = 33,000 ft.-lb. per min. 
Therefore, the indicated horsepower of the engine is found 


from the formula, 


PLAN 
i joke P. —= ~ 33,000 * (98.) 


1269. When the point of real cut-off and the steam 
pressure at the beginning of the stroke are known, the M. 
E. P. may be found approximately by the following formula: 
9P(1+23loge) _ 

e 


M. E. P. = 9p,  (99.) 


in which P= absolute steam pressure = gauge pressure + 
14.7 pounds; 
é= ratio of expansion; 
f = absolute back pressure. 
pf is usually taken as about 3 pounds for condensing engines, 
and 17 pounds for non-condensing engines. 


EXAMPLE.—A non-condensing engine cuts off at % stroke. The 
clearance is 5%; the gauge pressure is 59.3 pounds. What is the 
approximate M. E. P.? 


oe pu ba 2 063 +.08 Ty 215 48 
oe te F100 06. 1.05 818 BS 
_ 68 63 


1 
poe log B= S1G00 te eer —09.3) la oe (4 by” MB. Poa 


9 P(1 + 2.8 log e) _ 9X 4X (1 + 2.8 X 16587) _ nd 
a 


47.5 Ib. 43 


EXxAMPLE.—The diameter of the piston of an engine is 10 inches, 
. and the length of stroke 15 inches; it makes 250 revolutions per min- 
ute, with a M. E. P. of 40 pounds per square inch; what is the horse- 
power? 

SoLuTion.—As it is not stated whether the engine is single or double 
acting, assume that it is double-acting. Then, the number of strokes 
is 250 x 2=500 per minute. Substituting in formula 98, 

PLAN _40X4§ x (10? x .7854) X 500 
a oi |. noe 1. 


1270. The product ZN of the above formula gives the 
total distance in feet traveled by the piston per minute. It is 
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called the piston speed. If the length of stroke Z be taken in 
TEN: 
inches, the piston speed becomes ae If K = number wf 


: : LN NEI Os eos 
revolutions per minute, 


Letting S represent ene see in ye per minute, 
Ta (100.) 


The piston speeds used in modern practice are about as 
follows: 


ft. per min. 
Small stationary engines,  - 300 to 600. 
Large stationary engines, - 600 to 1,000. 
Corliss engines, - - - - 400 to 750. 
Locomotive engines, - - 600 to 1,200. 


1271. Having given the I. H. P. of the engine and 
knowing the available M. E. P., there are two methods of 
calculating the length of stroke and diameter of piston: 

1. We may assume the number of revolutions, and the 
ratio of the length of stroke to the diameter of cylinder. 

2. We may assume a suitable piston speed, and choose the 
number of revolutions and length of stroke to correspond. 

An example will serve to illustrate the above methods. 

Given an engine which is to develop 250 I. H. P. witha 
M. E. P. of 50 pounds per square inch. Find the diameter 
of piston and length of stroke. 

First, let us assume that the engine makes a certain 
number of revolutions per minute, as 75, and that the 
length of stroke in zzches is say twice the diameter of the 
piston, Substituting in formula 98, 

250 = LOX LX AX (15% 2) 
33,000 , 
33,000 X 250 
or A= SOK TE XR = 19100. 
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In the above expression, Z is taken in fet. It is more 
convenient to use inches, so we will multiply both sides of 
the equation by 12. 

Lee ee LX A= 18,200: 

But d = .7854 D® and L=2D, according to the above 
assumption. 

Substituting, 2 A = 2 D x .7854 D* = 1.5708 D® = 13,200. 

D* = 8,408. 
D = 8,408 = 20.33 in. 
iL = 20733°X 2 = 40.66 in. 

Second method. We may assume a certain piston speed, 

say 500 feet per minute; then, as above, 


50x LAN 
ess O00 
But the piston speed = 500 feet = LM. 
50 X A X 500 
Therefore, 250 = 33,000? 
250 X 33,000 _ 
or A a eae min oe in, 
.7854 D* = 830 
DP? = 420 


D = 204 inches, 
If we assume, as before, 75 revolutions per minute, the 
length of the stroke, from formula 100, is 


PO) % 6 
Ti Aaae 40 inches. 


EXAMPLES FOR PRACTICE. 


1. The mean ordinates of two diagrams taken from each end of the 
cylinder of an 18" x 20" non-condensing engine running at 200 R. P. M. 
(revolutions per minute) are respectively .72" and .76” long. The scale 
of spring being 80, what is the horsepower of the engine ? 

Ans, 804.885 H. P. 

2. In the above engine, assume the initial pressure to be 118 lb. per 
sq. in., gauge; the apparent cut-off as 3, and the clearance as 8%. 
(a) Find the theoretical M. E. P., and (4) the horsepower. 

ier { (a) 64.41 lb. per sq. in. 
* ((6) 881.12 H. P. 
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3. An engine running at 165 R. P. M. has a stroke of 28"; what is 
the piston speed ? Ans. 770 ft. per min. 
4. If an engine hasa piston speed of 960 ft. per min., and runs at 
72 R. P. M., what is the length of the stroke ? Ans. 80 in. 
5. Initial pressure, 82 1b., gauge; number of expansions, 1.83; back 
pressure, 4.2 1b., absolute; what is the theoretical M. E. P. ? 
Ans. 72.484 1b. per sq. in. 


6. I. H. P., 586.42; piston speed, 480 ft. per min.; M. E. P., 61.15 1b. 


per sq. in. Find diameter of cylinder to nearest }’. Ans. 272 in. 
7 A 16” x 20” engine develops 138 I. H. P. with 35 lb. M. E. P.; 
how many R. P. M. does it make? Ans. 194.2 R. P. M. 


8. A 54” x 66” Porter-Allen non-condensing engine develops 1,382.4 
I. H. P., with an initial pressure of 63 1b., gauge, when cutting off at 
4 stroke and running at 82 R. P. M. (a) What is the M. E. P.? (6) 
With a back pressure of 1 lb. above the atmosphere anda clearance 
of 3%, what would be the theoretical I. H. P. calculated by formulas 
98 and 99? ae | (a) 22.083 1b. per sq. in. 
(2) ibb8aie Eee: 
9. A 16” x14" engine runs at 240 R. P. M.; what is the piston 
speed ? Ans. 560 ft. per min. 
10. If the average M. E. P. of the engine in the last example is 
41.73 lb. per sq. in. and the diameter of the piston rod is 4’, what is the 
I. H, P., taking the piston rod into consideration? Ans, 187,932 H. P. 


1272. From the measurement of the indicator dia- 
grams has been obtained what we have termed the indicated 
horsepower, or I. H. P.—that is, the total horsepower devel- 
oped in the engine cylinder. One portion of the I. H. P. 
is absorbed in overcoming the friction of the engine itself. 
The remainder is available for doing the required work. 

The power absorbed by the engine itself is termed 
friction horsepower. 

The power available for doing useful work is termed the 
net or actual horsepower. 


1273. The actual horsepower of any engine is found by 
first computing its I. H. P. froma set of indicator cards taken 
when the engine is running under full load, and then sub- 
tracting from this the I. H. P. computed from a set of indi- 
cator cards taken when the engine is running under no load, 
but making the same number of revolutions per minute as 
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above. The horsepower developed by the engine in this 
last case will only be sufficient to keep the working parts of 
the engine in motion at the same speed. To produce this 
result, some means will have to be resorted to of checking 
the steam supply. These will be discussed later. 

EXAMPLE.—Indicator cards taken from an engine when running 
under full load, and having a piston speed of 498 feet per minute, 
showed an indicated horsepower of 242.7. With the same piston 
speed, and running under no load, the indicator pares showed an 
indicated horsepower of 75.2. Therefore, 242.7 — 75.2 = 167.5, which 
is the actual horsepower of the engine. 

1274. The mechanical efficiency of an engine is 
the ratio of the actual horsepower to the indicated horse- 
power; or it is the per cent. of the mechanical energy de- 
veloped in the cylinder which is utilized in the doing of 
useful work. 

To find the efficiency of an engine, when the zxdzcated 
and actual horsepowers are known : 


Rule.—Divide the actual horsepower by the indicated 
horsepower. 


EXAMPLE.—The indicated horsepower of an engine is 242.7, and tne 


: 197.5 
actual horsepower is 197.5. Therefore, 349.7 


The mechanical efficiency of engines in good order varies from 75 to 
90 per cent. 
1275. The thermalefficiency of the engine is the same 


as that of any other heat engine. This was shown in Art. 


1182 to be aed where 7, is the absolute temperature 
1 

of the entering steam, and 7, the absolute temperature of 

the exhaust steam. 

ExamPLe.—The pressure of the entering steam is 100 pounds above 
vacuum, and at exhaust it is 16 pounds above vacuum; what is the 
thermal efficiency ? 

SOLUTION.— 

Temperature of incoming steam, from table, 327.625°. 

g “* exhaust fe ce «© 216,347° 
Absolute 7, = 827.625 + 460 = 787.625. 
: To = 216.347 + 460 = 676.347. 


Efficiency = eae a = Legon Aah dl = 14.138 per cent. 


= 81.38 per cent. efficiency. 
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READING INDICATOR DIAGRAMS. 

1276. The determination of the I. H. P. is not the 
only or the most important function of the indicator. By 
its use, defects in steam distribution may be detected, the 
correction of which may result in largely increased economy 
in the working of the engine. 

The form of a good diagram depends largely upon the 
type of engine, style of valve, and speed. The same style 
of diagram is not possible or desirable from all engines, 


a, 2 


-4 


FIG. 271. 


Some of the most common faults in steam distribution 
are given below : 
In Fig. 271, 7 is the admission. 
OSS MSS CaO: 
§ SS % release, 
4 “* “ compression. 


i Admission may be too early. 
II. “ce “ee ce ¢ late. 
LIES Cut-oft Ve mate Call Ya 
IBVE ce ee ec ee “ce late. 
V. Release shed Re 9 hp 
Wale “¢ ce ee “ce late. 
VII. Compression ‘* « « early. 
VeaLT + sik isles dave! 


1277. Case I.—The effect upon the diagram of a too 
early admission is shown in Fig. 272. It is seen that the 
admission line Ja instead of being straight and perpen- 
dicular to the atmospheric line, as in Fig. 271, curves 
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backwards. Witha single valve, like the one previously 
described, all of the other events, cut-off, release and 


4 


FIG, 272. 
compression, are also too early. The remedy is to decrease 
the angular advance of the eccentric. 

1278. Case II.—In this case the admission is too late, 
and the admission line 7 a, on a diagram, will curve for- 
wards, as shown in Fig. 273. The remedy is to increase the 

2 


ee ee ae ee ee ee 


FIG. 273. 

angular advance until the admission line 7 a becomes per- 
pendicular to the atmospheric line. It will be noticed that, 
in the case of a too late admission, the other events at 2, 
and particularly 3 and 4, are also too late. ; 

1279. Case III.—Cut-off too early. See Fig. 270. 
Here the steam expands below the back-pressure line and 
forms a loop. This makes the compression too early also. 
The figure shown is drawn as if there were no inside lap. 
With lead, the curve will form a loop, as shown at A; with- 
out lead, the compression line willextendto 7. The remedy 
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is to reduce the amount of outside lap. When computing 
the M. E. P., the areas of both loops must be subtracted 
from the area A BC A. 


1280. Case IV.—Cut-off toolate. See Fig. 274. Here 
it will be noticed that the terminal pressure is very high. 
2 


a 
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FIG, 274. 


When this is the case, a great deal of the benefit of expan- 
sion is lost, with its consequent waste of steam. 

Rule for Cases III and IV.—Make the cards alike for 
both ends of the cylinder. For a too early cut-off, lower 
the boiler pressure or decrease the number of revolutions 
per minute. For a too late cut-off, raise the boiler pressure 
or increase the number of revolutions per minute. The cut- 
off is most correctly equalized by making the terminal pres- 
sure at both ends of the cylinder the same. 


Case V.—See Fig. 272. 
Case VI.—See Fig. 273. 


Rule for Cases V and WI.—Arrange the valves so that 
one-half of the fall of pressure occurs before the piston 
starts back on the return stroke. 


1281. Case VII.—Compression too early. 

Fig. 275 shows the effects of too early compression. A 
loop is formed, as shown in Fig. 270. The area of this loop 
must be subtracted from the larger area in computing the 
M. E. P. With the same cut-off and the proper amount of 
compression, the area gained would be a } 4 a, included be- 
tween the line 4 @ and the dotted line a 6 4, plus the area of 


STEAM AND STEAM ENGINES. 673 


the loop. Theremedy in this case is to decrease the amount 
of inside lap. The required amount of compression depends 


FIG. 275. 


upon the speed of the engine, slow-running engines not re- 
quiring so much compression as the high-speed engines. In 
any case, the compression should not extend above the 
initial or boiler pressure. 

It is good practice to compress to about 7 the initial 
pressure with high-speed engines, 3, with medium-speed 
engines, and from 2, tc 33; with slow-speed engines. 

All of the above faults are due to valve setting, and can 
be detected as soon as the indicator is applied. 


1282. With a plain slide-valve it will be found that if 
one of the events of the stroke is early or late, the others 


2 
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are liable to be so also; for example, an early admission 
usually produces an early release and compression. 
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When the steam line falls abruptly, as shown in Fig. 272, 
it may be inferred that the steam is throttled; i. e., either 
the steam pipe or the port is too small for the required duty. 
A very high piston speed would also produce this effect. 

The card shown in Fig. 276 indicates that the back pres- 
sure is excessive. This may be the case when the exhaust 
port is too small or when the exhaust steam is used for heat- 
ing purposes, and, in consequence, has to be pushed through 
coils of pipe. 


STEAM CONSUMPTION. 

1283. The indicator card also enables us to find 
approximately the amount of steam consumed by the engine. 
In referring to the steam consumption, it is customary to 
take as a unit the steam consumed per horsepower per hour. 

Take a point @ on the expansion line before the release 
(see Fig. 277); measure the pressure from the vacuum 
line, and from column 6 of the steam table find the weight 
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FIG. 27. 
of a cubic foot at that pressure. The cubic contents of the 
cylinder (including the clearance) up to the point a, multi- 
plied by the weight per cu. ft., must give the weight of 
steam in the cylinder at this instant. Were it not for 
compression and cylinder condensation, the above weight 
would represent the steam consumed per stroke. On 
account of compression, some steam is saved by the early 
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closure of the exhaust port. ‘To find its weight, take a 
point 4 on the compression curve, measure its pressure 
from vacuum, as before, and compute the weight of the 
steam in the cylinder up to J. Subtract this from the 
weight first obtained, and the difference will be the weight 
of steam per stroke, accounted for by the indicator. Mul- 
tiply this weight per stroke by the number of strokes per 
hour and divide by the I. H. P. of the engine. The result 
will be the steam used per I. H. P. per hour. 


ExamMPLE.—Fig. 277 represents an indicator diagram taken from an 
engine with an 18" x 24” cylinder, running at 120 revolutions and de- 
veloping 130 horsepower. The clearance is 5% Find the steam con- 
sumption per I. H. P. per hour. 


SOLUTION.—Project the two ends of the diagram perpendicularly 
upon the vacuum line, as at eand 4; eis then the length of the dia- 
gram. Lay off eO equal to the clearance—that is, equal to 5% of ¢&. 
Draw O Y perpendicular to O%. Take the point a, near the point of 
release, and measure the distances am and Om. Take the point 4, 
somewhere on the compression line, and measure the distances 4 and 
On. The measurements are found to be: 


am =0.%1 inches; 
Om = 3.17 inches; 


6n=0.6 inches; 
On= finch. 


The length of the diagram = ¢= 38} inches; the length of the 
stroke is 2 feet. Hence, each inch of the length of the card equals + 


= .6 foot of stroke. The scale of the indicator spring is 45. Hence, 
the above measurements reduced to pressures in pounds per square 
inch and feet of stroke become: 


am= .71 x 45 = 81.95 pounds; 
bu= .6X45=27 pounds; 
Om=8.17X .6= 1.9 feet; 
ORS et oe 6 =e L00ts 


The area of the piston is 18? x .7854 = 254.47 sq. in. = 


sq. ft. Consequently, the volume of steam in the cylinder, when the 
piston is at the point represented by a, is 1.9 x 1.767 = 8.3578 cu. ft. 
The volume, when the piston is at 4, is .2 x 1.767 = .3534 cu. ft. The 
weight of a cubic foot of steam at an absolute pressure of 31.95 pounds 
per sq. in, is found from the steam table to be .078723 pound; and at a 
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pressure of 27 pounds the weight is .067207 pound. Hence, the weight 
of the steam in the cylinder is .078723 x 3.3573 = .264297 pound; while 
the weight of steam saved by compression is .067207 X.3534 — .023751 
pound. The steam used per stroke is, therefore, .264297 — .023751 — 
-240546 pound, and the amount used per I. H. P. per hour is 


240546 x 120 x 2 x 60 
130 
Suppose the weight of the steam in the cylinder to be calculated by 
taking the point c, near the point of cut-off. ¢ p =1.59 inches = 1.59 x 
45 = 71.55 pounds; Of =1% inches = +X.6=.8 foot of stroke. The 
volume of steam in the cylinder when the piston is at c is, therefore, 
-8 X 1.767 = 1.4186 cubic feet. One cubic foot of steam at the pressure 
of 71.55 pounds, absolute, weighs .168009 pound. The weight of the 
steam in the cylinder is, therefore, .168009 1.4186 = .237498 pound. 
Subtracting the steam saved by compression, the steam used per 
stroke is .237498 — .023751 = .218747 pound, and the steam perm leh P: 
per hour is 


= 26.645 pounds. 


213747 x 120 x 2 x60 
130 


Now, unless the valve leaks, the weight of the steam when the 
piston is at a can be no greater than when it is atc, since no fresh 
steam has been allowed to enter; but the calculation shows that there 
is .264297 pound in the cylinder when the piston is at a, and only 
-237498 pound when the piston is at c. This shows that .264297 — 
-237498 = .026799 pound has been condensed to water by the time the 
piston has arrived at c, but has been re-evaporated before the piston 
arrives at a. Hence, by calculating the water consumption at cut-off, 
and then at release, a good idea of the amount of cylinder condensa- 
tion may be obtained. If the steam used by the engine be actually 
caught and weighed and then compared with the weight as calculated 
from release an idea may be obtained of the amount of condensation 


at release. The computed consumption is always less than the actual 
consumption. 


= 23.677 pounds 


1284. Where there is a sufficient amount of compres- 
sion, the work may be simplified by taking the two points a 
and 4 at the same height above the vacuum line, as shown 
in Fig. 278. Since the absolute pressure at @ and dis the 
same, the clearance may be left entirely out of account, and 


the volume to be used in the computation will be s times 


the volume of the cylinder, or, in other words, = xX length 
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of stroke x area of piston. When this method is used, the 
steam consumption may be found directly from the following 
formula; 

13,7502 W 


© Sony ay eae (101.) 


in which Q is the number of pounds of steam consumed per 


horsepower per hour, W the weight of a cubic foot of steam 
at the absolute pressure a, and P the M. E. P. 


EXAMPLE.—From a card taken from an 184” x 80" engine, the fol- 
lowing measurements were obtained (see Fig. 278): am=.667 inch; 
7=3.08 inches; 2 =3.5 inches; M. E. P.=35 pounds. What is the 
steam consumption per IJ. H. P. per hour? 

SoLuTION.—The indicator card being taken with a 45 spring, the 
pressure at a is 45 x .667 = 30 pounds, absolute. The weight of a cubic 
foot of steam at this pressure is .0742 pound. Substituting in formula 


101, 
pe ANA See 05.65 Ib, Ans 


EXAMPLES FOR PRACTICE. 

1. Size of engine, 12” x 20"; length of card ZL, 3.4"; length 7, 24"; 
height am, 3"; R. P. M., 230; spring, 30; M. E. P., 18 Ib. per sq. in. 
What is the steam consumption per I. H. P. per hour ? 

Ans. 25.63 lb. per I. H. P. per hour. 

2. Size of engine, 12” x 12”; M. E. P., 51.1; length of card Z, 2.6"; 
length /, 1.8"; height am, .7", R. P. M., 850; spring, 70. What is the 
steam consumption per I. H. P. per hour? 

Ans. 21.92 lb. per I. H. P. per hour. 
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8. If, in the above engine, example 2, the pressure at cut-off is 
110 1b., absolute; the clearance is 8%; the length of the diagram to the 
point of cut-off is.7"; the pressure at a point on the compression curve 
is 49 lb., absolute, and the distance of this point from the end of the 
diagram is .14", what is the steam consumption per I. H. P. per hour 
at cut-off ? Ans. 19.44 1b. per I. H. P. per hour. 


THE WHEELOCK ENGINE. 


1285. From what has been previously stated, it should 
now be apparent that the clearance should be as small as 
may be consistent with construction, and that the valve 
port opening should be as large and the ports themselves as 
short as possible. All these conditions are fulfilled in Corliss 
engines. Another engine which fulfils these conditions, and 
has fewer parts in connection with its valve gearing, is the 
Wheelock engine. As this engine is much used in rolling 
mills and in other places where very heavy duty is required, 
and is besides a fine example of modern engine practice, a 
brief description of its valve gearing will now be given. 


1286. Fig. 279 shows a side view of the engine com- 
plete without the fly-wheel. In the following description, 
A is the eccentric; B the eccentric rod; C the governor; 
£ a lever to which the eccentric rod is attached and which 
alters the throw of the eccentric as in the case of Fig. 257; 
D the rod which connects this lever with the rockers G 
and G', which move the valves; H and H’ the crab claws; 
fand/' the dash-pots; / the pilot valve (or valve which 
admits and shuts off steam from the steamchest. This term 
is used when a second valve, called a throttle valve, is sit- 
uated in the engine room, and which is used to shut off the 
steam from the boiler); K the governor rod; JZ M the floor, 
and LZ L’ the exhaust pipes—two in this case. 

In Fig. 280, a section through the valve port is given, 
also a top view of the valve itself. This section is taken at 
the back end of the cylinder, and shows the steam valve @ 
shut, and the exhaust valve } open. The piston is, conse- 
quently, moving to the right, and the steam is flowing into 
the exhaust pipe Z’, The shape of the valves is shown 
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at (0). They are flat plates. The distance o # is the length 
of the valve, and o g the breadth. The breadth, as will be 
seen, is several times the length, and persons unfamiliar 
with this subject would naturally call og the length. The 
length of a valve, however, is always measured in the 
direction in which it moves; hence, o p is the length. 
Steam is admitted to the cylinder and exhausted from it 
through the holes in the valves. The form of those parts 
of the valve marked d is clearly shown in the sectional view. 
Two links, fand x, are fitted between them on each valve, 
and secured by passing a round pin through the lugs and 
links. In the sectional view, c and c’ are castings which 
form the valve seats. The ends of the valves o pandgr 
are fitted into grooves which compel any movement of the 
valves to be in a straight line. 

Fig. 281 shows in greater detail the rocker G’ and crab 
claw /7', Fig. 279. In Fig. 280 only the center lines z h, hj, 
J &, and & have been given, in order to prevent confusion 
through multiplicity of lines. The pins, whose centers are 
hand /, are fixed in position, and the other three centers 
are movable. The pins / and / pass through the flange P, 
and to them are rigidly attached the links g and s respec- 
tively. Suppose the end 2 of the rocker is caused to move in 
the direction of the arrow; 7 and & will also move in the 
direction of the arrows. The pin h, being keyed to the 
rocker, will rotate in its bearing and cause the small crank 
& (see Fig. 280), which is keyed to #, to move downwards. 
This forces the link fand valve 6 downwards. This same 
movement of G’ forces Q’ to the right (see Fig. 281), as 
shown by the arrow, and thus rotates the pin This rota- 
tion of / causes the small crank s (Fig. 280) to move to the 
left, and the valve a to move upwards. Both valves con- 
tinue to move in the directions shown until the point z has 
reached the extreme of its travel to the left, which is 
about 60° from its present extreme right-hand position. 
When G" starts on its return movement, the valves a and é 
also start back. Movement is imparted to G and G’ by 
means of the eccentric A and the connections B, 7 and) 1), 
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FIG. 281. 
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To understand the action of the governor in varying the 
cut-off, consider Figs. 279 and 281. In Fig. 281, the arm 
R' is seen to have teeth on the circumference of its upper 
end, which engage with another gear, 7. This last gear 
turns loosely on the pin /, and has two projections, 7 and w, 
called foes. Fitting in crab claw H’ is a block x, which is 
kept in position by the upper edge # of the crab claw. This 
block is connected to the dash-pot /’ by means of the rod 
S'. Suppose that part of the load on the engine is taken 
off; the speed will increase, the centrifugal force of the re- 
volving governor balls will also increase, and, in so doing, 
the balls fly outwards; raise a spindle, to which they are 
connected by means of the lower links, and cause the arm 
F to move to the left by means of a series of levers not 
shown in the figure. When / moyes to the left, it carries 
with it the rod K, and causes R and &’ to move to the left 
also. This movement causes the gear gs to revolve to the 
right and the loose gear ¢ to revolve to the left. The curved 
arm y of the crab claw being ina lower position than shown, 
owing toa movement of G’ to the right, the toe wv strikes 
this arm, raises the crab claw and disengages the block 2, 
which is immediately pulled to the left by the dash-pot, and 
with it the arm Q', which actuates the valve a. The valve 
is then thrown to the extreme position shown in Fig. 280, 
and the steam is cut off from the cylinder. 

When the speed of the engine is uniform, the valve cuts 
off in the same manner as an ordinary slide-valve, by reason 
of its having lap and lead. The governor varies the cut-off 
only when the speed of the engine changes. 


CORLISS VALVE GEAR. 


1287. The Corliss valve gear is used in a large 
number of engines. In Fig. 282 is shown a side elevation of 
this valve gear, and in Fig. 283 a section through the cylinder 
and valves. It has four separate and distinct valves. Two 
of these, v and v’, Fig. 283, connect directly with the steam 
chest @ and steam pipe s, and are called steam valves. They 
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are rigidly connected with the cranks VV and WV’ (Fig. 282), JV’ 
being removed in order to show more clearly the disengaging 
link J’, The other two valves, 7 and 7’, Fig. 283, connect 
directly with the exhaust chest / and the exhaust pipe a, and 
are called exhaust valves; they are rigidly connected with the 
cranks J7 and M’, Fig. 282. All the valves are cylindrical 
in form, and extend across the cylinder above and below, 
respectively. 
A, Fig. 282, is a disk or wrist-plate which is made to rock 
upon a stud C, by the eccentric rod 4, connecting it with an 
eccentric on the crank-shaft. 


There are four valve stems: E and LZ’, which connect the 
wrist-plate A with the bell cranks and //' of the steam 
valves, and / and /’ which connect the wrist-plate A with 
the cranks JZ and J’ of the exhaust valves. The valve 
stems can be lengthened or shortened as the case may require, 
and the action of any one valve regulated independently of 
the other three. As the wrist-plate A rocks backwards and 
forwards, the exhaust valves R and KX’, which are rigidly con- 
nected with their cranks M7 and J’, rock with it. The bell 
cranks Hand H’, which are provided with the disengaging 
links shown at Jand /’. are also given this rocking motion, 


o 
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and by hooking on to the blocks Band LB’, which are rigidly 
connected to the cranks WV and WV’, open the steam valves 
Vand V’. 

The projections a and a’, on the two trip collars Gand G’, 
unhook these disengaging links / and /’, after they have 
rotated the valves V and V’' through a certain angle, and 
the cranks Vand V' are pulled back to their first positions 
by the vacuum air dash-pots Pand /’, against the resistance 
of which the valve cranks V and WV’ were raised. The 
movements of the valves open and close the steam and 
exhaust ports of the cylinder at the proper intervals. The 
pins of the valve stems are so located on the wrist-plate that 
the steam valves V and J)’ have their quickest movement 
while the exhaust valves R and X’ have.their slowest move- 
ment, and the exhaust valves have their quickest movement 
while the steam valves have their slowest movement. Asa 
consequence of this arrangement, the steam and exhaust 
valves have entirely independent movements, and the inlet 
ports may be suddenly opened full width by the quick move- 
ment of the steam valves, while the exhaust valves are 
practically motionless. The advantage of this valve gear is 
that it permits an earlier cut-off, with a greater range, a 
more perfect steam distribution, and a smaller clearance space 
than is attained with the plain slide-valve. 

Engines fitted with the Corliss valve gear cannot run at 
much more than 90 revolutions per minute. 


GOVERNORS. 


1288. Whena steam engine is running at a uniform 
speed, the work done by the steam in the cylinder must just 
equal the resistance overcome at the fly-wheel rim. Should 
the resistance become less than the work, the amount of 
work in excess of that necessary to overcome the resistance 
would cause the moving parts to move faster and faster, and 
the engine would ‘‘race” or ‘‘run away.” If, on the con- 
trary, the resistance should exceed the work, the engine would 
slow down, and finally stop. The work required of the engine 
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can not, of course, remain always constant; hence, it is 
necessary to have some means of automatically adjusting 
the steam supply to the Variation of the resistance. This is 
accomplished by the governor. 

Steam engine governors may be divided into two classes: 
(1) throttling governors, which throttle the steam in 
the supply pipe, and (2) automatic or adjustable cut-off 
governors, which regulate the steam supply by changing 
the point of cut-off of the valve. 


1289. The ordinary throttling governor, shown in 
Fig. 242, consists of a balanced throttle valve placed on the 
steam pipe s; this valve is attached to the spindle 4, at the 
upper end of which are the two fly-balls ™,, the spindle and 
fly-balls forming what isknownasarevolving pendulum. 
The spindle and balls are driven from the main shaft by the 
belt # and the bevel wheels o. If the engine moves faster 
than the desired speed, the fly-balls are forced to revolve at 
a higher speed, and will, consequently, move outwards and 
upwards through the action of centrifugalforce. This forces 
the spindle £ downwards, and partly closes the throttle valve. 
The engine thus takes less steam, and the speed falls to the 
desired point, the governor balls in the meantime returning 
to their original position. Should the resistance become 
greater than the power of the engine, it slows up slightly, 
the balls drop and open the valve wider. More steam is 
admitted, and the engine immediately regains its original 
speed. The chief objection to the throttling governor is 
that the steam is wire drawn. The term wire drawn is 
applied to any case in which the steam pressure is reduced 
owing to the insufficiency of valve opening. The term 
throttled is also applied to such cases. Steam is more or 
less wire drawn in all engines fitted with plain slide valves — 
the rounded corners on the diagram prove this; this is 
because the movement of the valve is comparatively slow 
when closing the ports. With Corliss and other releasing 
gear engines, the valve movement at cut-off and release is 
very rapid, and the wire drawing very slight. 
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1290. Inthrottling engines (plain slide-valve engines), 
the steam line of the indicator diagram always inclines 
: towards the atmospheric line 
instead of being nearly par- 
allel with it, asin the cards 
previously given. In conse- 
quence of this, the mean ef- 
fective pressure is less. An- 
other form of a governor is 
shown in Fig. 284. This is 
the well-known Pickering 
a wi governor. There are three 
: balls, and they move out- 
wards against the resistance 
of gravity and the three flat 
springs s. In so doing they 
lower the valves vw and v’. 
The steam enters at XK, flows 
in the direction of the ar- 
rows, and then through / 
into the steam chest. Since 
steam is on both sides of the 
valves, they are balanced. 
The object of using two 
valves instead of one is to 
afford a large opening with a small lift of the valve. 


TTT 
or 


Lily) 


FIG. 284. 


1291. As applied to the Corliss type of engines, the 
revolying pendulum or fly-balls vary the point of cut-off 
instead of throttling the steam supply. The method of 
operation is shown in Fig. 285; the fly-balls 7, # are here 
given a rotary motion by a belt and gear wheels, in the 
same manner as in Fig. 242. 

_ Let it be supposed that the engine is running at its proper 
speed. The fly-balls will then be held in their normal posi- 
tion by the balance existing between the centrifugal and 
gravity forces acting on m and m, Suppose, now, the 
speed of the engine increases from any cause whatever, the 
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centrifugal force acting on the fly-balls will also increase and 
will continue to pull them out, that is, to increase the diam- 
eter of the circle in which they rotate, until a new balance 
is effected between it and the attraction of gravity. This 
movement of the fly-balls will be transmitted to the lever D, 
causing it to turn slightly about its center in the direction 
of the arrow XY, The movement of D will cause the trip 
collars G and G’ (see Fig. 282) to turn through asmall angle 
in sucha direction that their projections a and a’ will unhook 
the disengaging links J and /’ earlier in the stroke. This 
will cause the point of cut-off to occur earlier in the stroke, 
and a decrease in the speed of the engine, on account of the 


p 


OR aa 
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reduction in the amount of steam admitted to the cylinder, 
and an increased ratio of expansion of the steam under the 
same initial pressure. Should the speed from any cause 
diminish, a reverse operation would be the result. The fly- 
balls would drop slightly; D would turn as indicated by the 
arrow U, and the trip collars G and G’ would be rotated in 
such a manner as to cause their projections a and a’ to unhook 
the disengaging links /and /’ later in the stroke; the cut- 
off would then occur later in the stroke, and a diminished 
ratio of expansion at the same pressure would again bring 
the speed up to its proper point. 
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1292. All engines which require a disengagement of 
some of their parts in order to affect the cut-off by the action 
(ffl, 
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FIG. 286. 


of the governor, as the Wheelock, Corliss, etc., are termed 
releasing gear engines, in contradistinction to those in 
which the cut-off is affected directly by the governor, without 
the intervention of dash- 
pots, cams, weights, etc. 
The valve gearing of this 
latter class is termed posi- 
tive. Engines of the re- 
leasing gear type are 
limited to a speed of 90 
revolutions per minute, or 
less, since, if the speed is 
increased beyond this limit, 
the valves will not work 
properly. Hence, to ob- 
tain-a high piston speed, it 
is necessary to make the 
cylinders very long. Engines are sometimes required to 
have a high rotative speed, as in the case of electric lighting, 
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and those having positive valve gears respond fully to all 
demands. By high rotative speed is meant a large 
number of revolutions per minute. The rotative speed of a 
positive geared engine may be 400 revolutions per minute, or 
more, and still be sensible to variations in the load. 

In automatic cut-off engines having positive valve gears, 
the governors are of the type known as shaft governors. 
There are many varieties of the shaft governor, but only 
one will be described here. 

Fig. 286 shows a section through the shaft and fly- 
wheels, and Fig. 287 a perspective view of the fly-wheel to 
which the governor is attached. Engines of this. class 
usually have two fly-wheels—one termed the governor wheel 
and the other the dc/¢ or band wheel. If necessary, both 
wheels can drive belts, but it is not usual to use the gov- 
ernor wheel for this purpose, unless it is the only fly-wheel. 
By reference to Fig. 286, it will be seen that the crank pin 
A is hollow, and that a rod & passes through it, to which 
is attached a crank D, on the left end. This crank has an 
enlarged end and really forms the eccentric, / being the 
eccentric sheave. The manner in which the enlarged end 
of D forms the eccentric is this: The center line of the 
enlarged end, and, consequently, of the sheave /, does not 
coincide with the axis of the engine shaft; hence, since 
the arm JD is always in the relative position in regard toa 
point on the governor wheel, unless the governor acts in a 
manner to be hereafter described, the distance 7 between 
these two center lines remains the same as the crank and 
governor wheel revolve. The distance 7 is the eccentric 
radius, and 2 7 is the throw of the eccentric = the travel of 
the valve. 

In Fig. 287%, Cis a bar keyed to the rod £ which passes 
through the crank-pin. Oneach end of C is suspended a 
rod; both of the rods are attached to the heavy weights Z 
and MW, which are pivoted at A and WV. Sis a finely tempered 
spring which presses against the weights, These two weights 
and rods, the bar C and spring S, form the governor, which 
acts in the following manner: As the governor wheel 


- 
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revolves in the direction of the arrow, the centrifugal force 
generated in the weights 2 and J tends to cause them to 
turn on their pins K and J, but this motion is resisted to a 
certain extent by the spring S. The spring holds the 
weights in equilibrium against the centrifugal force when 
the speed of the engine has reached the desired limit. 
For a speed beyond this limit, the centrifugal force over- 
comes the force of the spring and the weights move 
outwards; but, for a speed below the limit, the force of 
the spring overcomes the centrifugal force and the weights 
move inwards. The eccentric is never in the position 
shown in Fig. 286 except when the engine is not running; 
it usually occupies a position such that the distance 7 is 
greater when the engine is running. Suppose the engine 
is running at its rated speed under its rated load. The 
weights and the eccentric will occupy a certain position, 
and the valve will travel back and forth an amount corres- 
ponding to twice the distance 7, whatever that may be. 
All the operations will be exactly the same as in the case 
of the ordinary slide valve with a fixed eccentric. Suppose 
that an extra load is thrown upon the engine. The 
speed will momentarily slacken; the weights will move 
inwards; the left end of the bar C will turn towards the 
shaft and the right end away from the shaft. This causes 
the rod & to rotate in its bearing in such a manner that the 
arm which carries the eccentric is forced further away from 
the shaft; the distance 7 is increased and, consequently, 
the valve travel; the cut-off is later; more steam is admitted, 
and the engine almost instantly regains its former speed, 
the weights returning to their former position. Should the 
speed be increased, the reverse takes place. The balls Z 
and J fly outwards and rotate the lever C, rod B, and arm D 
in the opposite direction; the distance 7 is lessened; the 
cut-off takes place earlier, and the engine regains its former 
speed. 

The speed of the engine may be varied by means of the 
nut P. By tightening or loosening P, the tension of the 
spring is altered, and with it the speed of the engine. 
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G, Fig. 286, is an oil cup which is supported by the stand 
E. The oil drops into the hollow eccentric and flows down 
the arm J, when it is revolving, into the bearing, lubricat- 
ing the rod & so that the governor may work freely. 


COMPOUND ENGINES. 


1293. The thermal efficiency of the steam engine has 
‘® 


T,- ; : 
been shown to be ~~". _ 7, can not, in practice, be lower 


£ 


1 
than the absolute temperature of the condenser. Hence, 


; 3 Co re : 
the only way of increasing the fraction = is to increase 


T., or, in other words, to increase the temperature and, 
consequently, the pressure of the entering steam. Follow- 
ing out this idea, steam pressures have steadily increased 
from 8 to 10 pounds, in the time of Watt, to 150 to 200 
pounds per square inch, the pressures used in modern loco- 
motives and marine engines. But here the evil of cylinder 
condensation again appears; for, by increasing the range 
of temperature, 7,— 7,, the loss by cylinder condensation 
is largely increased. To see this clearly, let the pressure of 
ihe steam passing into the condenser be 4 pounds above 
vacuum; its temperature is about 153°. Let the pressure 
of the entering steam be say 60 pounds above vacuum; its 
temperature is about 293°. The fall in temperature is 293° 
— 153° = 140°, nearly. Suppose, however, the entering 
steam has a pressure of 200 pounds above vacuum; its tem- 
perature would then be 382°, nearly, and the fall in temper- 
ature during the stroke would be 382° — 153° = 229°. Now, 
it is plain that a great deal more of the incoming steam must 
condense to raise the temperature of the cylinder walls back 
from 153° to 382°, than to raise them from 153° to 293°. 
Hence, increasing the range of temperature increases the loss 


due to cylinder condensation. 


4 


1294. To obtain the advantages of a high pressure, and, 
at the same time, avoid the loss due to cylinder condensa- 
tion as much as possible, the steam may be allowed to ex- 
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pand successively in two or more cylinders. The fall of 
temperature is thus divided between the two or more cylinders 
and, consequently, the loss from condensation in both, or all 
of them, is made considerably less than it would be if the 
same fall of temperature was allowed to take place in one 
cylinder. When the expansion takes place in two cylinders, 
the engine is said to be compound ; if the expansion takes 
plece in three cylinders, the engine is said to be triple ex- 
pansion, and if in four cylinders, quadruple expansion. 

1295. Compound engines are usually made in one or 
the other of the two types shown in Fig, 288. In (a) the 


(a) 
= = 
= ——S = = 
= l 
—) 
R 
3 _ 
LL = = === =| 
q : (®) 
FIG. 288. 


two cylinders are placed in line, the two pistons being at- 
tached to the same piston rod. A is the cylinder which first 
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receives steam from the boiler; it is called the high-pres- 
sure cylinder. After the steam has expanded in //, it 
passes to the larger cylinder Z, which is called the low- 
pressure cylinder; from here the steam is exhausted into 
the atmosphere or into a condenser. 

Fig. 288 (4) shows what is known as the receiver com- 
poundengine. The steam enters the high-pressure cylinder 
Hf from the boiler; exhausts into a separate vessel X, called 
the receiver; from there it passes to the low-pressure cyl- 
inder Z, and finally exhausts into the atmosphere or into 
a condenser. 

A receiver compound engine has two piston rods and two 
cranks; the cranks may be placed at any angle with each 
other. The compound engine, without a receiver, may 
have one piston rod and crank, as shown in the tandem 
type, or it may have two piston rods and two cranks, the 
cylinders being placed side by side. In any compound 
engine, without a receiver, the two pistons must begin and 
end their stroke at the same time, and the two cranks must 
be together, or placed 180° apart. 


1296. When one cylinder is placed behind the other, as 
shown in Fig. 288 (a), the engine is called a tandem com- 
pound. When the cylinders are placed side by side, as 
shown in (0), and the piston rods are attached to separate 
cross-heads, the engine is called a cross compound ; if 
both piston rods are attached to the same cross-head, the 
engine is called a twin compound. If any of these types 
of engines have a condenser, they are called tandem, 
cross, or twin, compound condensing engines. 
Without a condenser, they are called non-condensing 
engines. They all may or may not have a receiver. 


1297. In giving the size of a multiple-expansion engine, 
the stroke is always written last. Thus, a compound engine 
whose high-pressure cylinder was 11” in diameter, low-pres- 
sure cylinder 20’ in diameter, and stroke 15” would be 
expressed as a 11” and 20” x 15” compound. In the same 
manner a 14”, 22”, and 34” x 18” triple-expansion engine 
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would indicate that the diameters of the cylinders were 14”, 
22", and 34”, and that they had a common stroke of 18”. 


1298. The ratio of expansion of a compound or 
triple-expansion engine is the ratio between the volume of 
steam exhausted into the atmosphere, or into the condenser, 
per stroke, and the volume of steam in the high-pressure 
cylinder at the point of cut-off. 

Let ¢ = ratio of expansion in high-pressure cylinder ; 

“ E = total ratio of expansion; 

‘© y=volume of cylinder receiving steam from the 
boiler ; 

‘© [7= volume of cylinder exhausting into atmosphere, 
or condenser. 

hen, == he (102.) 
that is, the total ratio of expansion, Or, as it is usually 
expressed, the number of expansions, is equal to the 
ratio of expansion of the small cylinder multiplied by 
the ratio between the volumes of the two cylinders. The total 
ratio of expansion in a compound engine depends only upon 
the relative volumes of the cylinders, and the point of cut- 
off in the high-pressure cylinder; it does mot depend at all 
upon the point of cut-off in the low-pressure cylinder. 
The number of expansions in a compound engine varies from 
6 to 12; in a triple-expansion, from 10 to 26. 

EXAMPLE.—It is desired to have a total ratio of expansion of 9; the 
number of expansions in the high-pressure cylinder is 2.72; the volume 
of the high-pressure cylinder is 6 cu. ft. What must be the volume of 
the low-pressure cylinder ? 

SoLuTION.—E=9; ¢=2.72; v=6. 

2.72 V 6x9 


Substituting in f - 
ubstituting in formula 102, 9 6 0) noice 


nearly. Ans. 


EXAMPLE.—The low-pressure cylinder is four times as large as the 
high-pressure cylinder, and the real cut-off of the latter is 2. What is 
the total ratio of expansion ? 


SOLUTION.— ii 
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EXAMPLES FOR PRACTICE. 


1. A compound engine has cylinders 15” and 25” diameter by 20" 
stroke; that is, its size is 15’ and 25” « 20’. The clearance in the high- 
presstire cylinder is 14%, and the apparent cut-off is 4. What is the 
number of expansions ? Ans. 6.69. 

2. A 28”, 48", and 74” x 60" triple-expansion engine cuts off at 2 
stroke in the high-pressure cylinder. Clearance in the high-pressure 
cylinder, 2¢. Find the number of expansions. Ans. 17, nearly. 

3. If the 26”, 40”, 60”, and 70” x 72” quadruple-expansion engine at 
the World’s Fair cut off the steam in the high-pressure cylinder at 4 
stroke, and the clearance in that cylinder was 8%, what was the total 
number of expansions? Ans. 263, nearly. 


COMPOUND ENGINE DIAGRAMS. 


1299. In Fig. 289 are shown the ideal diagrams of a 
tandem compound engine, neglecting clearance and com- 
A B 


Ff ae Ory see 
Fic. 289. 

pression. A &CWD is the diagram from the high-pressure 
cylinder. Steam enters at the boiler pressure O A; at B, 
cut-off occurs, and the steam expands along the line BC 
to the end of the stroke. The steam and expansion lines A 
Band B C are precisely like those of a simple engine. 
At C, the exhaust opens. Instead, however, of exhaust- 
ing into the atmosphere or a condenser, the steam exhausts 
into the low-pressure cylinder. The low-pressure cylinder 
is always larger than the high-pressure cylinder; conse- 
quently, the volume of steam exhausting from the high- 
pressure into the low-pressure cylinder is constantly 
increasing. This is shown in Fig. 290, when the two 
pistons are at the end of the stroke, as shown at (a), the 


C. Il—7 
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steam simply fills the small cylinder 1; but at the middle 
of the stroke, as shown 
at (4), the steam fills 
half of (a) and also half 
of (2). Hence, its vol- 
ume grows greater as 
the two pistons move to 
the right. 


1300. Returning 
now to Fig. 289, the 
steam, when the piston 
ig “at *the send! of the 
stroke C, just fills the 
small cylinder; on the return stroke, however, as has just 
been shown, the volume increases, and hence the pressure 
falls, as shown by the back pressure line C D. At the end 
D of the return stroke, steam again enters the right side — 
of the cylinder 7 from the boiler and raises the pressure to 
A, thus completing the cycle of operation. 

C DHL tepresents the card from the low-pressure cylin- 
der Z. Since the high-pressure cylinder exhausts directly 
into the low-pressure cylinder, the back pressure of the 
former must be the same as the forward pressure of the 
latter. Hence, C D is both the back pressure line of 7 and 
the expansion line of Z. At the end of the stroke, the 
pressure drops from D to 7, O # being the pressurein the 
condenser. The remainder of the diagram is the same as 
that of a simple engine. In the above description, the 
common length O / of the two diagrams has been taken 
proportional to the length of stroke. 

Suppose now that the length of each diagram be taken to 
represent the volume of the cylinder to which it belongs. 
Let O M represent the volume of the high-pressure cylinder. 
Suppose that the volume of the low-pressure cylinder is say 
3 times the volume of the high-pressure cylinder. The 
length of the low-pressure diagram must then be 3 times 
that of the high-pressure diagram. From QO lay off ONV= 
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3 X O M, and project the expansion line C D into the line 
EF. This is done by dividing the line O JZ into a conven- 
ient number of equal parts, in this case 8, and O J into the 
same number of equal parts. At the points of division eg, é’, 
etc., erect ordinates cutting C Dinc,c’, etc. At the points 
of division of O WN erect ordinates fa, f’ a’, etc. Through 
c, ¢’, etc., draw lines parallel to JZ N, cutting a f ina, . 
a’ f’ ina’, etc.; a, a’, etc., will be points on the required 
line £ /. £ and F are, of course, opposite C and D. 
£ F G H represents the low-pressure card to the same scale 
of pressures and volumes that A BC D represents the high- 
pressure card—F / G // has been laid off to the left of OA 
simply for convenience. 


1301. The two diagrams may be combined into one in 
the following manner: Draw a horizontal line, as a d, inter- 
secting both diagrams. The volume of steam in the high- 
pressure cylinder at the pressure ec=O 6 is represented 
by the length 4c; the volume of steam in the low-pressure 
cylinder at the same pressure is represented byad. Hence, 
the total volume of steam at the pressure in question is 
a@b+6c=ac. Frome, lay offcd=ad;then,ad+dc= 
bc+cd=bd=volume of steam at pressure O 0. In the 
same manner find that 0’ d’ equals the volume of steam in 
both cylinders when the pressure is represented by O 0’. By 
finding a sufficient number of these points, d, @’, etc., the 
curve C K may bedrawn. ‘This curve represents the rela- 
tion between the common pressure in the two cylinders and 
the total volume of steam in both cylinders, and it will be 
found that it is simply a continuation of the expansion curve 
BC of the high-pressure cylinder. It is seen that the 
combination of these two diagrams forms one large diagram, 
ABCKIHA, equal in area to the sum of the areas d BCD 
and H&G A; for the mean ordinates of £ F G A, 
CDHL,andC KJ TL are equal from the nature of the 
construction; hence, representing the mean ordinate by 4, 
the areaof EF GH=AxGH;o0 CDHL=hXAL, 
andof CKIL=hAxLI. ButGH=3HL andL[=2 
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H L; consequently, area E FG H=hkXBAL 
= fs AL bh eR Tree a ee 
iength of the large diagram represents the volume of 
the low-pressure cylinder, while the initial pressure O A 
is the boiler pressure of the steam entering the high-pres: 
sure cylinder. 

The ratio of expansion of the compound engine of Fig. 
289 is et If the large diagram A BK JHA be con 
sidered as the diagram of a single engine, the ratio of ex- 
pansion is also ats A single engine giving the large com- 
bined diagram A BK JH A will do the same work as the 
compound engine giving the two diagrams A BC D and 
EF GH; but, in order that a single engine may give the 
diagram A B K JH A, the volume of its cylinder must be 
represented by 7 /—that is, it must be equal to the volume 
of the low-pressure cylinder of the compound engine, and, 
further, it must work with an initial pressure O A equal to 
the boiler pressure of the compound. 

The horsepower of a compound engine is approximately 
equal to the horsepower of a single engine having a cylinder 
equal in volume to low-pressure cylinder of the compound, and 
working with the same ratio of expansion and with the same 
bowler pressure. 

In general, it is customary to calculate the horsepower of 
a compound, triple, or quadruple-expansion engine as if the 
total expansion took place in the cylinder exhausting into 
the condenser. This will give a rough approximation to 
the true horsepower, which will usually be less than the 
calculated value. 


EXAMPLE.—The low pressure cylinder of a compound engine is 80’ 
x 40". The boiler pressure is 100 pounds (gauge) and the number of 
expansions 8. Find the approximate horsepower, assuming the num- 
ber of revolutions per minute to be 60. 


SoLuTIon.—Absolute pressure P = 100 + 14.7 = 114.7 1b.; take back 


pressure Z, equal to 3 lb. for condensing engine; ratio of expansion 
E=18: 
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Substituting in formula 99, 
9 
M. E. P. ea iS loge 5S 
re 


9X 114.7 (1 + 2.3 log8 
x (1+ 2.3 log 8) _ 9 X 3= 87 pounds, nearly. 


8 
Now, using formula 98, 
PLAWN_ 31x40 30? x .7854 x 60 x 2 
83,000) > 83,000 x 12. 
1302. Fig. 291 shows the ideal diagram of a tandem 
compound engine, taking clearance and compression into 
4 


= 817.016 H.P. Ans. 


A 


Fic. 291. 


account. The steam and expansion lines A B and B C of 
the high-pressure cylinder are similar to those of a single 
engine. At C the pressure drops slightly as the steam is 
admitted to the low-pressure cylinder. The back-pressure 
line of the high-pressure card and the expansion line of the 
low-pressure card are parallel, the slight difference between 
them being due to the resistance of the pipe connecting the 
cylinders. At Z the steam is cut off from the large cylinder, 
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and is compressed in the small cylinder, and in the pipe con. 
necting the two. At / the exhaust closes, and the steam is 
compressed in the small cylinder alone from Fto G; atG 
fresh steam again enters. 

When the cut-off of the low-pressure cylinder occurs as at 
S, the steam already in the cylinder expands, following the 
ordinary equilateral hyperbola S 7. At T release takes 
place, and the pressure falls to the pressure of the condenser. 
The remainder of the card is the same as for a simple engine. 


1303. In Fig. 292 is shown a diagram taken from an 
actualengine. Thesimilarity between it and the theoretical 
diagram of Fig. 291 will readily be seen. 


FIG. 292. 


1304. The action of the steam in a receiver cross-com- 
pound engine may perhaps be better shown by assuming 
certain conditions to be fulfilled, and from them working 
out the theoretical diagram. 

Suppose that the volume of the low-pressure cylinder is 
12 cu. ft.; that the volume of the high-pressure cylinder is 
4 cu. ft., and that the volume of the receiver is also 4 cu. ft.: 
that the steam is to be cut off in the high-pressure Eyer 
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at $ stroke, and in the low pressure cylinder at } stroke; that 
the boiler pressure is 100 pounds absolute, and the cranks 
make an angle of 90° with each other. Neglect clearance 
and compression. ‘The stroke of the high-pressure cylinder 
begins at A (see Fig. 293), the pressure at 4 being 100 lb.; 
at B cut-off takes place, and the steam expands along the 
equilateral hyperbola BC. The volume of steam at C is 
3 times that of B, and, since , v, =f, v,, the pressure at C 
is 100 x 1 
3 
passes into the receiver, where it mixes with steam at re- 
ceiver pressure. In order to find the resulting pressure of 
the mixture of the steam in the high-pressure cylinder, and 


= 33.3 pounds. The steam is released at C, and 


Fic. 293. 


the steam in the receiver, it will first be necessary to find the 
pressure of the latter. The total ratio of expansion is found 
as follows: The volume of the high-pressure cylinder at cut- 
off is 4 cu. ft.; volume of low-pressure cylinder is 12 cu. ft.; 
number of expansions = 12+4=9. If clearance had been 
taken into account, the above would be modified to a certain 
extent. It can be proven that the receiver exerts no effect 
whatever upon the number of expansions or upon the final 
terminal pressure. This is true, no matter what the size of 
the receiver may be. 

Hence, the terminal pressure in the low-pressure cylinder 
is 1929 — 11.1 pounds. Since the low-pressure cylinder cuts 
off at 4 stroke, the pressure at the point of cut-off is 
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11.1 X1=/ X 4, or p = 22.2, the volume of steam at cut-off 
being half that at end of stroke. Now, just before cutting 
off, the low-pressure cylinder was receiving steam from the 
receiver; hence, the pressure in the receiver at the instant 
of cut-off in the low-pressure cylinder is 22.2 pounds. Since 
the cranks are at right angles to each other, the high-pres- 
sure piston is just at the end of its stroke when cut-off 
occurs in the low-pressure cylinder. Hence, the steam at 
33.3 pounds pressure, on being released from the high-pres- 
sure cylinder, rushes into the receiver and mixes with the 
steam at 22.2 pounds pressure. The pressure of the mixture 
is found from formula 63, Art. LO62, 


V P=vp+z,p,. 

The volume of steam in the high-pressure cylinder having 
a pressure of 33.3 lb. is 4 cu. ft., and that in the receiver 
having a pressure of 22.2 Ib. is 4. cu. ft. The low-pressure 
cylinder being cut off, the total volume of the mixture is 
8 ci ft. 

Substituting, 8 x P= 4X 22.2+4 X 33.3, or P= 27.75 Ib. 
The pressure thus drops from Cto D. The steam is now 
compressed in the high-pressure cylinder and receiver by the 
return stroke of the high-pressure piston. The volume of 
steam at D is 8 cu. ft.; when the piston has completed one- 
half of its return stroke the volume is 4+2=6 cu. ft.; 
hence, the pressure is 27.75 X 8 = 387 lb., as shown at £. 
Since at & the high-pressure piston is at the middle of its 
return stroke, the low-pressure piston must be at the begin- 
ning of its return stroke. The steam in the receiver and 
high-pressure cylinder is now admitted to the other end of 
the low-pressure cylinder, its volume increases as shown in 
Fig..290, and its pressure falls accordingly, as shown by the 
linexZ F, which isa part of the back-pressure line of the high- 
pressure diagram, and the steam line of the low-pressure 
diagram. The pressure at / has already been found to be 
22.2 pounds, and the terminal pressure at JZ to be 11.1 
pounds. Hence, the expansion line of the low-pressure dia- 
gram is an equilateral hyperbola through F and 7. At T 
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the pressure drops to that of the condenser, about 3 pounds; 
the remainder of the card is the sameas for a simple engine. 
In Fig. 294 is shown a diagram from a compound marine 


Fic. 294. 


engine. It will be readily seen that it quite closely resembles 
the theoretical diagram. 


USUAL METHOD OF COMBINING THE CARDS. 


In order to show the usual method of combining the cards 
of a multiple (two or more) expansion engine, Figs. 294, 
205, and 296 have been drawn. In Fig. 295, H isadiagram 
from the high-pressure cylinder of a Porter-Allen tandem- 
compound condensing engine, and Z is a diagram from the 
low-pressure cylinder. When taking cards from compound 
or other multiple-cylinder engines, it is usual to use different 
springs in each indicator on the different cylinders in order 
to have the height of the cards as nearly alike as possible. 
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since the larger the diagram, the more clearly can the various 
points about the diagram be seen. The lengths of all the 
cards are made the same, if possible. In the present case 
the lengths of both cards are nearly the same, but a 60 
spring was used to take the card H, and a 20 spring for the 
card Z. Reducing Z to a 60 spring by dividing the atmos: 
pheric line A B into 10 equal parts, and making the ordi. 


FIG. 295. 


nates through these parts 2¢ = 4 as long, Fig. 296 is obtained 


by simply placing the atmospheric line of one card upon that 
of the other. 


1305. In order to study the effects of the expansion, 
and to determine whether the points of cut-off have been 
properly located, the two diagrams shown in Fig. 296 must 
be combined into one diagram. It should be noted that the 
two diagrams in Fig. 296 are precisely the same as if both 
had been taken with a 60 spring, and one laid upon the other 
so that their atmospheric lines coincided. The necessary 


STEAM AND STEAM ENGINES. 705 


engine data are as follows: Diameter of high-pressure cylin- 
der, 24 in.; of low-pressure cylinder, 46 in.; stroke, 42 in. ; 
clearance of high-pressure cylinder, 7%; of low-pressure 
cylinder, 2%. From this it is seen that the volume of the 


[eS 
FIG. 296, 

low-pressure cylinder (piston displacement) is 3.66, say 3% 

or 4,1 times that of the high-pressure cylinder. The actual 


volume of the clearance in both cylinders is about the same, 
since .07 + 44 = .024 = 2% of the low-pressure cylinder vol- 


> 4 
Vd 


+B 
iM 
I 
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ume, nearly. In order to prevent the great length of the 
cards, by increasing the length of the low-pressure card an 
amount corresponding to the ratio of the volume of the low- 
pressure to the high-pressure cylinders, it is usual to have 
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the low-pressure card as shown in Fig. 296, and decrease the 
length of the high-pressure card an amount corresponding 
to the ratio of the cylinder volumes. This has been done in 
Fig. 297, and in the following manner: Divide A Bin 7, 
Fig. 295, into 10 equal parts and erect ordinates at the points 
of division. Make C B, Fig. 297, equal in length to =}; of 
A B, same figure, and divide C B into 10 equal parts. Draw 
ordinates through the points of division on C 4, and make 
them equal in length to the corresponding ordinates on A, 


Ass 


Ts 


Fic. 298. 


Fig. 295. Trace a line through the extremities of these 
ordinates, and the result will be D E F G D, or the high- 
pressure diagram reduced to the volume of the low-pressure 
cylinder. JZ is the point of cut-off in the high-pressure cyl- 
inder, / XK the clearance line (D K being 24% of A BS), and HI 
is the vacuum line. With Jas the point of no pressure and 
no volume, pass an isothermal curve through the point of 
cut-off Z, thus obtaining the dotted line J ££. Tt there 
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were no losses, the area D/L N MD would represent the 
work done by the steam, and the difference between this 
area and the area of the shaded portions represent, approx- 
imately, the various losses. As will be seen, this loss is 
comparatively small, and could be made still smaller by 
making the cut-off in the low-pressure cylinder a trifle later. 

In a manner entirely similar to that just described, the 
cards of a triple or quadruple expansion engine are com- 
bined. Fig. 298 shows the combined cards taken from a 
Reynolds - Corliss triple-expansion condensing pumping 
engine. The diameters of the cylinders were 28, 48, and 
74 in., and the stroke was 60 in.; the clearance was 1.44, 
1.5%, and .774%, respectively. 


1306. Ratio of Cylinders.—The ratio between the 
volumes of the two cylinders is so chosen that: 1, the power 
is divided as equally as possible between them; 2, the initial 
strains in the two cylinders may be the same; 3, the drop of 
pressure between the high-pressure cylinder and the receiver 
may be as small as possible. Numerous rules and formulas 
are used for this purpose. One rule is to make the number 
of expansions in the high-pressure cylinder 2.72. Substi- 
tuting this in formula 102, 


V V E 
i 2.72 —, a, er = 9.72" 


(103.) 
EXxAMPLE.—What should be the ratio between the volumes of the 
two cylinders if the total number of expansions be 10? 
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Another rule is to make the required ratio equal to the 
square root of total ratio of expansion; that is, 


a gale ani e ky 


VU 


Using the formula in the last example, 


VY = VE = Vi0 = 3.16. Ans. 


708 STEAM AND STEAM ENGINES. 


EXAMPLES FOR PRACTICE. 

1. A compound engine is to be designed. The high-pressure 
cylinder is to be 17" X 20", with an apparent cut- off of .4, and a clear- 
ance of 10%. The total number of expansions is to be 7. What must 
be the size 5 the low-pressure cylinder having the same stroke? 

Ans. 30.3824" x 20", say 302” X 20”. 

2. Calculate the above by formula 103. Ans. 272" X 20”. 

3. The low-pressure cylinder of a compound engine is 44" x 36". 
What must be the diameter of the high-pressure cylinder in order that 
there may be 8 expansions, with .88 cut-off and 12% clearance in the 
high-pressure cylinder ? Ans. 28.28", say 232”. 

4. An 11" and 224" x 18" compound engine has 13% clearance in the 
high-pressure cylinder. Find the point of apparent cut-off so that 
there may be 9 expansions. Ans. 89.5% of the stroke. 


HORSEPOWER OF COMPOUND ENGINES. 


1307. The actual I. H. P. of a compound or triple- 
expansion engine may be obtained from the indicator cards. 
The method used is best shown by an example. 

A triple-expansion engine has the volume of its cylinders 
in the ratio 1 : 24: 64; that is, the low-pressure ae is 


64 times as large as the high-pressure cylinder, and St = 26 


times as large as the intermediate cylinder. The be -pres- 
sure cylinder is 40” x 40”. The engine makes 120 revolu- 
tions per minute. On measuring the actual cards it is 
found that the M. E. P. of the high-pressure cylinder is 
80.5 pounds; the M. E. P. of the intermediate cylinder, 
37.5 pounds, and of the low-pressure cylinder, 16.12 pounds. 
What is the I. H. P. of the engine? 

It would be possible to calculate the I. H. P. by finding 
the work exerted by each cylinder separately, as if it were 
the cylinder of a simple engine,.and then adding the works 
together. It is, however, easier to reduce all the pressures 
to the area of the low-pressure cylinder. This is done by 
dividing the M. E. P. of each cylinder by the ratio between 
its volume and the volume of the low-pressure cylinder. In 
the present case the M. E. P. of the high-pressure cylinder 
is 80.5. The volume of the low-pressure cylinder is 6.25 
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times that of the high-pressure cylinder, or, what is the 
same thing, the area of the low-pressure piston is 6} times 
that of the high-pressure piston. Therefore, to produce 
the same work, the M. E. P., when acting in the low-pres- 


sure cylinder, must be of what it was in the high-pres- 


i 
sure cylinder. The M. E. P. of the small cylinder reduced 
to the area of the low-pressure cylinder is, therefore, 


a = 12.88 pounds. Likewise the M. E. P. of the inter- 
BLD 


mediate, reduced to the low-pressure cylinder, is a at 15 
pounds. The M. E. P. of the low pressure-cylinder, of 
course, remains the same. The total M. E. P., reduced to 
the low pressure-cylinder, is, therefore, 12.88 +15 + 
16.12 = 44 pounds. Now, substituting this M. E. P., the 
area of the low-pressure cylinder, the length of stroke and 
revolutions per minute in formula 98, 

Lire — Pia a 44x 40 x 40° x .7854x 120 2 

33,000 12 X 33,000 


= 1,340.42. 


1308. Fig. 299 shows an elevation of a tandem com- 
pound non-condensing engine, in which a is the high- 


Fie. 299. 


pressure cylinder, which is placed behind the low-pressure 
cylinder 6. Many makers prefer to place the large cylinder 
behind, since it is then easier to remove the pistons and 
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examine the cylinders in case of repairs. When the small 
cylinder is behind, it must be entirely removed from the 
engine before the pistons can be taken out, while, if the large 
cylinder is behind, the small piston can be pulled out. The 
steam pipe is shown at d, and the exhaust pipe at ec. After 
the steam has expanded in @, it is discharged through the 
connecting pipe ¢ into the steam chest / of the low-pressure 
cylinder. After doing its work in @, it is exhausted into the 
condenser or atmosphere through the pipe ¢. As will be 
seen, a shaft governor is used. Both pistons are, of course, 
attached to the same piston rod. 

Fig. 300 shows a horizontal section taken through the 
center line of the cylinders of this engine. The live steam 
fills the space S, S, S, but has no communication with the 
pipe C, which leads to the steam chest / of the low-pressure 
cylinder, being prevented from entering C by the plate 7. 
The exhaust port G, however, connects directly with C so 
that the steam, after expanding in A, exhausts through G 
into C and fills the space 7, 7, 7, from whence it passes to 
the cylinder B. Both valves / and / are moved by the 
same valve stem K. Since the valves present many pecul- 
iarities over those before mentioned, a detailed description 
* of them will now be given. The ordinary D slide-valve is 
subjected to a great pressure by the steam on its back. 
Thus, if, in a large engine, the valve is say 10” long by 
14” wide and the boiler pressure is 100 lb., the pressure on 
the back of the valve when in its central position is 
10x 14x 100=14,000 pounds, or 7 tons. This great 
weight causes the valve seats to wear very fast, and, as 
they do not wear evenly, they soon leak badly. To obviate 
this difficulty, what are termed balanced valves are 
employed. Of this type are the valves shown in Fig. 300. 
Here flat plates Z and J/ are placed on top of the valves. 
The plates and valves are ground together so that they fit 
perfectly, and no steam can get on the back of the valves. 
For convenience only the valve / will be described in con- 
nection with the balancing. The flat plate Z is called a 
pressure plate, and is prevented from pressing the valve 


C. 1f1—és 
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with great force to its seat owing to the steam pressure on 
the back of the plate by reason of the bolt VV. There must 
be some pressure upon the valve in order to keep it to its 
seat, and this is furnished by the spring O. The valve 
would still be unbalanced from beneath if the bottom of the 
pressure plate were a perfectly smooth surface; for, when in 
the position shown, the steam filling the ports P and ?’ 
presses upwards against the valve and forces it against the 
pressure plate. To counteract this, recesses f and 7’, hav- 
ing the same width and length as the steam ports Pand P’, 
are cut in the pressure plate and steam is allowed to enter 
each from the corresponding ports P and PP’, which are 
exactly opposite the recesses. For the same reason, the 
recess ~” balances the exhaust steam entering the port P’. 


1309. By using balanced valves, another advantage is 
obtained besides the decreased wear; viz., the governor 


\ 


Fic. 301. | 


parts, eccentrics, etc., can be made much lighter. A pres- 
sure plate should not be used unless some provision has 
been made for allowing the valve to be raised from its seat 
in case water should be formed in the cylinder by the 
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condensation of steam. In the present case, this is provided 
by the spring O, which will allow the pressure plate and valve 
to be raised together should water collect in the cylinder. 
Another peculiarity of the high-pressure cylinder valve is 
that it has three points or openings for the admission of 
steam to the cylinder. This is clearly shown in Fig. 301, 
which shows the valve and piston in position at the com- 
mencement of the stroke. The three points of admission 
are secured by making the valve hollow and allowing the 
steam to enter at a and 4, flow through the valve and into 
the steam port, as shown by the arrows. The object of this 
is to allow a wider port opening without a corresponding in- 
crease in the travel of the valve. 


Fig. 302 shows a section of a triple-expansion marine 
engine. Marine engines are always of the vertical type, 
since a vertical engine occupies much less floor space than a 
horizontal engine of the same capacity. A is the high-pres- 
sure, 6 the intermediate, and C the low-pressure cylinder. 
The cranks are placed 120° apart; hence, when the piston in 
A is beginning its stroke, the pistons in & and C are on the 
same level, one having traveled 3 and the other 4 of its 
stroke. The steam exhaustsfrom A into 4; from B# into C 
and from C into the condenser. The valves (not shown in 
their proper positions) consist of pistons connected bya rod. 
They are moved by means of the stems # which are con- 
nected to eccentrics on the shaft Sin the usual manner. A 
glance at the cut will show that these valves are perfectly 
balanced. The shaft S is made considerably larger than 
necessary for strength in order to obtain a greater bearing 
surface and thus reduce the amount of wear due to friction. 
It is also made hollow-to reduce the weight. 

The route of the steam through a triple engine may be 
more: clearly seen in Fig. 303, which represents a plan and 
elevation of the cylinders of a marine engine (not the one 
of Fig. 302). 

Steam from the boiler enters the two ends of the high- 
pressure steam chest //, through the pipe A A’. It is 
exhausted from the center of the steam chest through B to 
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the two ends of the intermediate steam chest / J’. After 
expanding in the intermediate cylinder, it exhausts from the 
middle of 7 through the pipe C into the low-pressure ‘steam 
chest Z; and finally from Z through the pipe D into the 
condenser JZ, After condensing in J/7, the steam, in the 
form of water, is pumped out of the condenser into the hot 
well, and from there into the boiler. 

It may be observed that the steam chest / has two piston 
valves. In large triple-expansion engines, each cylinder may 
have two or even more piston valves. 


MECHANICS OF THE STEAM ENGINE. 


1310. In Fig. 304, let O C represent the crank; then, 
the circle C’ C’ W represents the path of the crank-pin. 


The steam exerts, through the piston, piston rod, and connect- 
ing-rod, a pressure on the crank-pin C. Let it be assumed 
that the connecting-rod is very long, so that the direction 
of the pressure on the pin is always horizontal. 

Now, when the crank is in the position O C’, the horizon- 
tal pressure of the steam simply produces a pressure on the 
bearing of the crank-shaft; there is no tendency whatever 
to turn the crank around O as a center, and it is, therefore, 
said to be on the dead center. When the crank is in the 
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position O C” ail the pressure of the steam on the piston is 
expended in turning the crank around O asa center, and 
there is no pressure on the bearing. This is because the 
direction of the pressure at this point is at right angles to 
the crank, or, in other words, tangent to the crank circle. 

When the crank is in some other position, as O C, there 
will be a tendency to turn the crank around O asa center, 
and also to produce a pressure on the crank-shaft bearing. 
To find the magnitudes of these forces tending to rotate the 
crank and tending to produce a pressure on the bearing, 
proceed as follows: Let C & represent to some scale the 
horizontal pressure of force on the crank-pin at C. _The 
turning force acts in the direction of the tangent C D, while 
the force which produces the pressure on the bearing acts 
along the crank, or in the direction C O. The force C E& 
may be resolved in the two directions C D and C O by means 
of the parallelogram of forces. From &, draw & P parallel 
to C Dand E D parallel to CO. Then, C D is the tangen- 
tial or turning force, and C P the force producing pressure 
on the bearing, both to the same scale as C £. 

Let @ be the angle C O C’ which the crank makes with the 
horizontal. C £& and C’ O are parallel, and CP and C O 
are parallel (coincide); hence, by geometry, C O C’ and 
PC E are equal, or angle a= angle a’. 

iaageatial fore = Cem EH Pail Asin iC Oe Coe 
sin a, ot the force tending to turn the crank ts equal to the 
horizontal force on the crank-pin multiplied by the sine of the 
angle which the crank makes with the horizontal. 

When the crank is at C’ O, a is 0; therefore, sin a is 0 and 
the tangential force is 0, as it should be. When the crank is 
at O C”, ais 90°, sina is 1, and the tangential force is the 
same as the horizontal force. Z 

The radial force, or the force which produces pressure on 
the bearing, may be shown in the same manner to be equal 
to the horizontal force multiplied by the cosine of the angle 
which the crank makes with the horizontal, thus, 


Radial force= C P=CHcosECO=CE£Ecosa 
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EXAMPLE.—The horizontal force on the crank-pin is 6,000 pounds. 
What will be the tangential and radial forces when the crank makes 
an angle of 60° with horizontal direction of the force? 

SoLuUTION.—a = 60°; sin a=.866; cos a=.5. 

Tangential force = 6,000 X sin a = 6,000 & .866 = 5,196 Ib. 

Radial «© — 6,000 X cos a=6,000 X .5 =8,000 lb. 


1311. A diagram showing the tangential pressure for 
every position of the crank may be easily constructed, as 
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follows: For simplicity, assume the piston pressure to be 
constant throughout the stroke, as shown by the indicator 
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diagram or card, Fig. 305 (0); suppose, also, that the connect- 
ing rod is very long, so that the direction of pressure is 
always horizontal. Let the length of the crank be O 4; 
then, with O as a center and O A asa radius, describe one- 
half the crank-pin circle d BC. Let O a represent the 
uniform pressure s v and describe the semicircle a 0 c. 
Divide a6corA £& C into a convenient number. of equal 
parts (12 is most convenient), and through each division 
draw the radial lines O 1, O 2, O 8, etc., prolonging them 
beyond A & C. From the points where these radial lines 
intersect the semicircle @ Oc drop perpendiculars on line a ¢ 
Then, each perpendicular represents the tangential compo- 
nent of the pressure when the crank is in that position, For 
example, when the crank is at O 3’, the length 3’ repre- 
sents the tangential pressure, since 


3'n = O 3' sin 3’'O n=Oa sin 3'O un = horizontal pressure X 
sine of crank angle. 


Now, lay off these perpendiculars, each on its own radial 
line outwards from the crank-pin circle A BC; that is, lay 
off 3’x on the radial line O 8, the length 3-3” being made 
equal to the length 3’z. 

We thus obtain the series of points 1, 2, 3, etc.; the curve 
A DC, drawn through these points, will represent the tan- 
gential pressures for all points of the stroke. 

It will be noticed that at A and C, the dead points, the 
tangential pressure is 0, and at D it is equal to the horizon- 
tal pressure. 

In Fig. 305 (c), the tangential pressure diagram is repre- 
sented with a straight base. The semicircle A B C has 
been straightened out, the ordinates 1-1", 2-2’, etc., remain- 
ing the same as before. y ; 

Since the ordinates of (c) represent the tangential pres- 
sures on the crank to the same scale that the ordinates of 
(4) represent pressures on the piston, and since the length 
A C represents the distance passed through by the crank to 
the same scale that Y U represents the distance passed 
through by the piston, it follows that the area of (c) 
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represents the work done by the crank-pin during a half 
revolution of the crank, or during one stroke of the piston. 

The work done on the piston by the steam must be 
equal to the work given up by the crank-pin. Therefore, 
since (4) and (c) have the same scale of pressures and dis- 
tances, since (0) represents the work done on the piston and 
(c) represents the work done by the crank-pin, their areas 
must be equal; and so they will be found to be by actual 
measurement. 

The ‘‘mean ordinate” of (c) may now be found from the 
above considerations. The length of the semicircle A B C of 
(2) is 5 times the length of the diameter A C; but the base 
A BC of the diagram (c) is equal in length to the semicircle 
A BC, and the length V U of (4) is equal to the diameter 
A C, since both represent the length of stroke. Therefore, the 


based BC of (c) is 5 times as long as the base U V of (0). 


The area of (4) and (c) are the same; consequently, the 


mean ordinate of (4) must be = times that of (c), or SV= 


5A WM; therefore, A M= = 


The mean ordinate of the diagram of tangential pressures 


on the crank-pin ts always — ¢imes the mean ordinate or 


M. E. P. of the indicator card. 

In both (a) and (c), ZF WN is the line of average tan- 
gential pressures, and in both cases is drawn parallel to 
A B Cat a distance from it equal to the mean ordinate A WZ. 

The case just described is much simpler than is ever met 
with in practice. The pressure of the steam is rarely con- 
stant throughout the whole stroke, and the connecting rod 
is never so long that the pressure exerted by it on the crank 
pin may be regarded as always horizontal. 


1312. In order to apply the foregoing principles to an 
actual case, it is necessary to use the net pressure (forward 
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pressure, less the back pressure on the other side of the 
piston) on the piston during one-half a revolution. This is 
easily done by combining the two curves 4 BC D and 
KL CM, Fig. 267 (which represent the steam pressure on 
opposite sides of the piston during the forward stroke), as 
shown in Fig. 306, where A Bac represents A BC D, and 
efabrepresents K LCM. Joining A and ¢ and J and 
c by straight lines, the figure is completed. Any ordinate, 
as g i, measured to the scale of the indicator spring, is the 
net pressure on the piston urging it ahead when it occtpies 
the position of % of its stroke. The net pressure is 0 at a, 


i B 


FIG. 306. 


i. e., the pressure is the same on both sides of the piston. 
Between a and dc the net pressure is negative, or, in other 
words, the back pressure is ‘greater than the forward pres- 
sure, and the piston is carried to the end of its stroke solely 
by the energy stored in the fly-wheel. 


1313. Let us now take a diagram of me? pressures on 
the piston like the one in the figure just shown, and, assum- 
ing the connecting-rod to be four times the length of the 
crank, work out the corresponding diagram of. tangential 
pressures. 
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The diagram or card is shown at (2) Fig. 307. At any 
convenient distance below the card, draw a line C Y parallel 
te the atmospheric line of the cards. Project the two ends 
of the card down on C Y, locating the points Y and Y. Lay 
off, on the line C PAYiaaxyC=2 xX Y=40O A= the 
length of the connecting-rod. Take the point O midway 
between 4 and C, and with O 4 as a radius, strike the semi- 
circle d 6 C. X Y now represents the length of the stroke 
to the scale of the diagram, and A 6 C the path of the crank- 
pin. Divide A 6 C into a convenient number of equal parts, 
and through the points of division draw the radial lines O a 
O 2, O 3, etc., prolonging them some distance beyond the 
semicircle. Now find the positions of the piston corre- 
sponding to the crank positions O 1, O 2, etc. This may be 
done by taking the length A Y of the connecting-rod with 
a pair of dividers; then, placing one leg of the dividers on 
1, 2, 3, etc., in succession, strike off the piston positions mes 
2’, 8’ on the line Y Y. The tangential pressure may be 
found in the following manner: Suppose it is desired to find 
the tangential pressure on the crank when it is in the posi- 
tion O 2. The pressure on the piston at this point is shown 
on the card tobe ef. Lay off from O the length ¢ fon the 
radial line O 2, thereby obtaining the length O s. Draw in 
the connecting-rod 22’, and through s, draw s ¢ parallel to 
22' and intersecting the vertical line O 6’ ¢. Then, O ¢ is 
the tangential pressure to the same scale that ¢e f= Os is 
the pressure on the piston. When the crank is at 7 the 
piston is at 7’, and the pressure on it from the card is gh, 
O s' is laid off on O 7 equal to gh, s' 7’ is drawn parallel to 
77’; then, O @ is the tangential pressure on the crank when 
it is in the position O 7. In this manner, the tangential 
pressure can be found for all positions of the crank, and, be- 
ing laid off radially from the crank-pin circle, as in the pre- 
vious case, they form the curve A 4” 7” £C. At &, the 
pressures on both sides of the piston are equal, and, conse- 
quently, the tangential pressure is zero. The point & in 
(0) is determined by dropping a perpendicular from & to 
X Y, and with the point of intersection as a center and a 
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radius equal to the length of the connecting-rod, describe 
an arc cutting C6 Ain. Beyond &, the back pressure 
exceeds the forward pressure, and the tangential pressure 
must be laid off below the semicircle C & 6 A, as shown. 
As before, the semicircle A 6 C may be laid out straight, 
and the diagram shown in (c) obtained. The area of the 
latter will again be found to be equal to the area of the dia- 
gram (a). The line JZ JN, as before, represents the aver- 
age tangential pressures on the crank-pin. It is usually a 
good plan to find the crank and piston positions at cut-off | 
and get the tangential pressure at that point, since a sharp 
change in the curve will there occur, as shown in the figure. 


1314. The load on the engine, or the resistance against 
which the engine works, is nearly always constant. That 
is, it requires a practically constant force to drive the shaft- 
ing or machines. It is, therefore, very desirable that the 
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force turning the crank-shaft should be as nearly constant 
as possible. It has been shown by the diagrams of Figs. 
305 and 307 that this tangential force is very far from being 
constant; that at the dead points it is zero and near the 
middle of the stroke it is greatest. It can now be shown 
why compound and duplex engines, which have their cranks 
at right angles, possess advantages over the simple engine. 
In Fig. 308 is shown a diagram fora cross-compound engine 
with cranks at right angles. When one crank is beginning 
its stroke, the other is at the middle of the stroke, and vice 
versa. Therefore, when the curve of one crank touches the 
base line, as at m, the other will be at or near its highest 
position, as at . Now, adding the corresponding ordinates 
of the two curves together, we obtain the dotted curve, 
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which, therefore, represents the total tangential pressure 
tending to turn the crank-shaft. It is apparent at a glance 
how much more nearly constant is the tangential pressure 
of the compound engine diagram as compared with the tan- 
gential pressure of the simple engine diagram. Conse- 
quently, with the same steam pressure and weight of fly 
wheel, the compound or duplex engine with crank at 90° 
will run more steadily than the simple engine, while a triple- 
expansion engine with 3 cranks, making angles of 120° witk 
each other, will run steadier than the compound. 


1315. Atandem compound enginealso has a mechanical 
advantage over the simple engine, as a little consideration 
will show. It was proven in Art. 1301 that a compound 
engine was equivalent to a simple engine whose cylinder was 
of the same dimensions as the low-pressure cylinder, and 
which expanded its steam the same number of times as 
the compound. For convenience of illustration, assume the 
cut-off in the high-pressure cylinder to be 4, and that the 
ratio of the volumes of the two cylinders is 1: 4; that there 
is no clearance and no receiver; that there is no loss of pres- 
sure due to wire-drawing, friction, etc., and, finally, that the 
steam is carried full stroke in the low-pressure cylinder. 

The total number of expansions is 8, 2 in the small cylin- 
der and 4 in the large cylinder. Assume the steam pressure 
to be 120 pounds, absolute, and the absolute back pressure 
to be 15 pounds. Denote the area of the large piston by 4; 


then, the area of the small piston is ae The terminal pres: 


sure in the small cylinder is, evidently, 60 pounds, and this 
is the initial forward pressure in the large cylinder and the 
initial back pressure in the small cylinder. 

First consider the simple engine. The initial forward 
pressure is 120 pounds and the back pressure 15 pounds; 
hence, the net pressure urging the piston ahead is 120 — 
15=105 pounds. The total force acting on the piston is 


105 A. 
Considering the compound engine, the initial forward 
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pressure in the small cylinder is 120 pounds; the back pres- 
sure 60 pounds, and the net pressure 120 — 60 = 60 pounds. 


: tA 
Since the area of the small piston is me) the total force tend- 


; A 
ing to drive the small piston forward is 60 X r= 15 A. 


The initial forward pressure in the low-pressure cylinder is 
60 pounds, the back pressure is 15 pounds, and the net pres- 
sure urging the piston ahead is 60 —15=45 pounds. The 
total force tending to drive the large piston forward is 45 A. 
The total initial force acting on both pistons of the compound 
is 45 A-+15A=60 A; in the simple engine it was 105 A. 
Since the greatest strains occur when the forces which pro- 
duce them are greatest, it 1s evident, from the above, that 
the various parts of a compound engine (connecting-rod, 
crank, shaft, etc.) will not need to be made so large as in a 
simple engine having the same mean effective pressure, and 
the volume of whose cylinder equals the volume of the low- 
pressure cylinder. This is, however, a disadvantage when 
the engine has a very heavy load to start, as in the case of 
a locomotive, for in that case the compound engine might 
not be able to start, although it could keep itself in motion 
after it had once been started. 


CONDENSERS. 


1316. It has been shown that the thermal efficiency of 


Se 


: T,— : ‘ 
the steam engine, ee may be increased by either rais- 


1 
ing the temperature, 7,, of the live steam, or by lowering the 
temperature, 7,, of the exhaust steam. 7, may be raised by 
increasing the boiler pressure of the steam; ZT, may be 
lowered by using a condenser. , 

In non-condensing engines—that is, engines which are not 
supplied with a condenser—the steam is exhausted into the 
atmosphere, and therefore the exhaust steam must have, 
at least, the pressure of the atmosphere; in practice the 
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back pressure of steam in a non-condensing engine is scarcely 
ever less than 16 pounds above vacuum, and is oftener 17 
pounds or more. In good condensing engines the back 
pressure is often as low as 2 pounds above vacuum. 


1317. Suppose that the boiler pressure of the steam is 
80 pounds absolute, the temperature corresponding to the 
pressure is, from the steam table, 311.9° F., and the absolute 
temperature is, therefore, 460°+ 311.9°='71.9° F. The 
absolute temperature corresponding to a pressure of 17 
pounds is 460° + 219.5° = 679.5° F., and corresponding toa 
pressure of 3 pounds is 460°+ 141.7° = 601.7° F.- The 
thermal efficiency of the engine, if ‘non-condensing, is 
5 7 af eee = 12%, nearly; if condensing to 3 


: 771.9 
5 ee Oe See ex ni ty 

pounds absolute, the efficiency is / ea FAL9 

= 224. 


1318. The increase of economy by the use of the con- 
denser may be shown in another manner. Let ABCDEF, 
Fig. 309, be an indicator card from a non-condensing engine. 
M Nis the atmospheric line and O_Y the vacuum line. The 


B fe A 


FIG. 309. 


back pressure, as shown by the card, is OS. The area of 
_ the card represents to some scale the work done per stroke. 
Now let a condenser be attached to the engine. The back 
pressure will be lowered to O 7, the line HX, instead of 


Go 19 
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1D) E, now being the lower line of the card,and A BCH KL 
will be the new card, its area, as before, representing the 
work done per stroke. Hence, by adding a condenser to the 
engine, the work per stroke has been increased by an amount 
represented by the area * E D H K L, the steam con- 
sumption remaining the same. Suppose the steam to be cut 
off at a point P, making the area of the card, APG AKL, 
equal to the area of the original card, ABC DEF. Then, 
the work per stroke is the same in both engines, but the 
condensing engine uses an amount of steam per stroke rep- 
resented by the length A /, while the non-condensing engine 
uses an amount represented by 4 4. Either case shows the 
economy of the condenser. 


1319. There are two types of condensers in general 
use: The surface condenser and the jet condenser. 

In the former, the exhaust steam comes in contact witha 
large area of metallic surface, which is kept cool by contact 
with cold water. Inthe latter, the exhaust steam, on enter- 
ing the condenser, comes in contact with a jet of cold water. 
In either case, the entering steam is condensed to water, 
and, in consequence, a partial vacuum is formed. Ifa suf- 
ficient amount of cold water was used, the steam on entering 
would instantly condense, and a practically perfect vacuum 
would be obtained, were it not for the fact that the feed 
water of the boiler always contains a small quantity of air, 
which passes with the exhaust steam into the condenser, and 
therefore partially destroys the vacuum. To get rid of this 
air, the condenser is fitted with an air pump, which pumps out 
both the air and the water, into which the steam condenses, 


1320. The Surface Condenser.—Fig. 310 is a per- 
spective view of the Wheeler surface condenser. Fig. 311 
is a sectional view of the same. The cold condensing water 
is drawn from some water supply through JZ, and forced by 
the circulating pump Q into the inlet C of the condenser. 
From C the water is forced to the chamber F. and flows, as 


) 


indicated by the arrows, through the inner tubes of the 
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lower layer of double tubing to the left, and having passed 
through their entire length, it returns through the space 


Fic. 310. 


between the outside of the inner and inside of the outer tubes 
into the chamber G. Fig. 312 shows more clearly the 
arrangement of this ‘‘double tubing.” From G (Fig. 311) 
it passes through £& to H, and from H to J through the 


Fie. 311. 


upper layer of double tubing, as has already been explained. 
From /, it is discharged through the nozzle D, carrying with 
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it all the heat it has received by coming in contact with the 
two layers of double tubing. 


_ 
a) 
Nes |e eee il 


SY 


SSS al CLA 


FIG, 312. 


The nozzle at A is connected with the exhaust pipe of the 
steam cylinder of an engine. The movement of the air 
pump piston O draws air through the orifice B from the 
condenser cylinder and discharges it through the valves and 
nozzle K in a manner clearly indicated by the arrows. The 
valves S’ and V’ are opened and closed automatically by the 
pressure of the air beneath them and by the pressure of the 
air and springs above them. A partial vacuum is created 
in the condenser cylinder Y by the action of the air pump, 
thus sucking the condensed steam from the engine cylinder 
into the condenser cylinder. 

As the exhaust steam enters the condenser cylinder 
through A, it first comes in contact with the perforated 
scattering plate Z, which protects the upper tubing from the 
damaging effect of direct contact with the exhaust steam. 
The steam comes in contact with the cold tubes, through 
which the cold water is being pumped, and condenses. As 
soon as this occurs, the condensed exhaust steam collects at 
the bottom of the condenser cylinder and runs through B 
into the air pump cylinder, from which it is discharged 
while still heated and made use of as boiler feed-water. The 
temperature of thiscondensed exhaust steam boiler feed- 
water will be less as the vacuum in the condenser cylinder is 
more complete. The advantage of making use of this con- 
densed exhaust steam as boiler feed-water will be clearly seen 
when it is remembered that it has a higher temperature than 
the ordinary feed-water, and will, therefore, require less fuel 
in converting it into steam. 
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In this condenser, the circulating and air pumps are run 
by an independent steam cylinder ?, They are often con- 
nected directly to the main engine, and have their motion 
imparted to them by some of its moving parts, generally the 
crank-shaft. 


1321. The Jet Condenser.—In Fig. 313 is shown a 
section of a Worthington independent jet condenser. The 


essen i 
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cold water enters the condenser at 4, passes down the spray 
pipe C, and is broken into a fine spray by the cone D. The 
exhaust steam in the meantime comes in at A, and, mingling 
with the spray of cold water, is rapidly condensed. The 
velocity of the entering steam is imparted to the water, and 
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the whole mixture of steam, water, uncondensed vapor, and 

-air is carried with a high velocity through the cone / into 
the pump cylinder G, whence it is forced by the pump 
through the discharge pipe /. 


1322. In Fig. 314 is shown a jet condenser in connec- 
tion with the boiler and engine. The exhaust pipe A leads 


tag 

j 
\) 

Bese. 


—— 


directly tothe condenser. The injection pipe B draws water 
from the reservoir C. After the steam is condensed, the 
mixture of exhaust steam and injection water is discharged 
thtough D into the sewer. A portion of this discharge, 
however, flows through Z to the feed pump G, which forces 
it through the coil in the heater / to the pipe # leading to 
the boiler, The exhaust from the two pumps is discharged 
into the feed-water heater through the pipe JZ It will be 
noticed that water from the overflow pipe D enters the 
feed pump under a slight head. This is because the water 
is heated by the exhaust steam, and hot water can not be 
raised by a pump like cold water. Visa pipe leading from 
the boiler, and supplies steam for both pumps 
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1323. The water required by a condenser may 
be calculated as follows: 
Let ¢, =the temperature of departing condensing water; 
(ise A a entering ct Ae 
i i ty the condensed steam upon 
leaving the condenser; 
f7 = total heat of one pound of steam at the pressure 
of the exhaust; 
W = the weight of water required per pound of steam 
condensed. 
The heat given up by the one pound of steam condensing 
to the temperature /, is / — (¢, — 32°) B. T. U.; the heat 
absorbed by the water is W (¢,—7,).. Therefore, 


W(t, — t,) =(H —t, 432), or W= ciel 


(105.) 


EXAMPLE.—The steam exhausts into the condenser at a pressure of 
4 pounds absolute. The temperature of the condensing water on 
entering is 60°, and on leaving 100°. The temperature of the con- 
densed steam on entering the air pump is 140°. How many pounds of 
condensing water are required per pound of steam ? 

SoLuTIon.—From the steam table, the total heat of a pound of steam 
at 4 pounds pressure above vacuum is 1,128.641 B. T. U. 


Then, Wao et 82 _ 1,18. 641 — 140 + 82. 95.516 pounds, 
aay, 100 — 60 a 


In the jet condenser the final temperatures of the cool- 
ing water and the condensed steam are the same—that is, 
sa fy 

EXxAMPLE.—Steam exhausts into a jet condenser at a pressure of two 
pounds above vacuum. The temperature of the condensing water is 
30°, and the temperature of the mixture as it enters the pump is 130°, 
How much water must be used per pound of steam ? 

Vie Heats = ede = 13.566 pounds. Ans. 

1324. The surface condenser is more generally used 
than the jet condenser, especially in marine practice. They 
cost more originally and require more condensing water, but 
they possess the great advantage of allowing only the con- 
densed steam to return to the boiler; hence, any water, no 
matter how impure, may be used for condensing. The jet 
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condenser, on the other hand, pumps both condensing water 
and condensed steam into the hot well, and hence, if impure 
water be used, it will find its way into the boiler and form a 
scale. 


1325. Cooling Surface.—The cooling surface re- 
quired by a surface condenser may be calculated as follows: 
Let S= the required surface in square feet; 
W = total weight of steam used per hour; 


Then, S=.0944W. (106.) 


EXAMPLE. — What cooling surface should be given the surface con- 
denser of an engine developing 240 I.H. P. and using 23 pounds of 
steam per J. H. P. per hour ? 


SOLUTION.—Using formula 106, 
S= .0944 W= .0944 x 240 x 23 = 521.1 sq. ft. Ans. 


EXAMPLES FOR PRACTICE. 


1. How many gallons of water are needed per hour to condense the 
steam from a 150 horsepower engine which uses 31.63 pounds of steam 
per horsepower per hour? The pressure of the exhaust is 4 pounds 
absolute; the temperature of the condensed steam is 153°; of the 
water, as it enters the condenser, 66°, and on leaving, 112°. 

Ans, 12,439.19 gal. per hour. 

2. A jet condenser is attached to a direct-acting steam pump which 
runs at a piston speed of 111 feet per minute. The steam cylinder is 
28" X 36" and the steam pressure is 70 pounds gauge. How much 
water must be furnished per hour to the condenser, if its temperature 
on entering is 54° and on leaving 160°, the vacuum gauge showing 20" ? 

Ans. 6,352.81 gal. per hour. 

Nore.—The steam is never cut off in a simple, direct-acting pump. 

8. What cooling surface is necessary for an engine developing 360 
I. H, P, and using 28 pounds of steam per I. H. P. per hour ? 

Ans, 951,552 sq. ft. 


FLY-WHEELS. 

1326. The office of the f#y-wheel is somewhat similar to 
that of the governor, since each is used to obtain regularity 
of speed. It is the duty of the governor to adjust the effort 
of the engine to any large or permanent variation of the 
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load, such as would be caused by throwing the machinery in 
or out of gear. It is the duty of the fly-wheel, on the other 
hand, to adjust the effort of the engine to sudden fluctua- 
tions of the resistance, which may occur during a single 
stroke of the engine. It is also the duty of the fly-wheel to 
equalize the varying tangential effort on the crank pin by 
storing energy while the piston is in the middle of the 
stroke, where the crank effort is greater than the resistance, 
and restoring it when the crank is at the dead point, where 
the tangential effort is zero. 


1327. In Fig. 315, let A C B represent the tangential 
pressures on the crank-pin during one stroke of the piston. 
A Bis the length of the semi-circumference of the crank-pin 
circle; A M7 is the mean ordinate, and A B N M represents 
the constant resistance to the turning of the crank. The 
effort and resistance must be equal; therefore, area d CB 
=aread £ NM. It follows, then, that areaC D# = area 
AM D-+areaBN E£. 
At A the tangential ef- 
fort is zero, since the 
crank is at a dead 
points eFrom, Ato. 5S 
the tangential effort re- 
mains less than the 
resistance. The work IG. Btb, 
done on the crank during that period is represented by the 
area A DS, while the resistance is represented by the area 
AMDS. Hence, the resistance is greater than the effort 
by the area A WD. At S the effort and resistance are 
equal, From S to 7 the effort is greater than the resist- 
ance by an amount represented by the area DCGZ, At T 
the effort is again equal to the resistance, and for the 
remainder of the stroke it again becomes less than the 
resistance. 

From A to S the work done by the steam was shown to 
be less than the resistance to be overcome; therefore, the 
work represented by the area A M D must have been 
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obtained from some of the moving parts of the engine. 

Vv 
ag 
to give up energy, the v of the above expression must be 
diminished. hat is what actually takes place. All of the 
moving parts of the engine, the reciprocating parts, shaft, 
and fly-wheel, slow down a little, and, in so doing, give up 
enough of their kinetic energy to overcome the resistance 
and carry the engine past the dead center, From Sto 7 
the effort is greater than the resistance, and, consequently, 
the surplus energy represented by the area C D £ is stored 
up in the moving parts-—that is, their velocity is increased 
during the part of the stroke in question, and with it their 
kinetic energy. For the remainder of the stroke the moving 
parts again slow down and give up enough energy to over- 
come the excess resistance B WV £. 


In order 


The kinetic energy of a moving body is 


1328. The weight of the fly-wheel may be found 
in the following manner: 


Let V, = the greatest velocity of the crank-pin in feet per 
second; 
V,=the least velocity of the crank-pin in feet per 
second; 
V, = average velocity of crank-pin in feet per second; 
W = required weight of fly-wheel in pounds; 
#7 =the number of foot-pounds per square inch of 
piston represented by the area C D £; 
A = area of piston in square inches; 
mw = ratio between radius of fly-wheel and length of 
crank; 
ace 


V. : : 
& = —1_—— = coefficient of unsteadiness. 


V, 


0 


The average velocity VY, is known, since it is 5 times the 
piston speed in feet per second. V, and V, are assumed so 
that the fraction sess £ shall not exceed a certain 
value. iG . 
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The following values of E agree well with ordinary practice: 


Pumping engines, she 
Engines driving machine tools, ar 
i. “* textile machinery, 4. 


ae ** spinning machinery, +, to 74). 


electric machinery, ;};to7h, 

ff can be found directly from the diagram by multiplying 
the area C D £ in square inches by the vertical scale of 
pressuresand the horizontal scale of distances. A is, of 
course, known, and z may be assumed at pleasure. 

At the point D the crank-pin has the velocity V,; since 
the radius of the fly-wheel rim is 7 times the length of ere 
the velocity of the rim at D must bez V,. Likewise, at E 
the crank-pin will have its greatest velocity V,, and the fly- 


1? 
wheel rim the velocity ” V,.. 


ee ce 


: ve 
The kinetic energy of the fly-wheel rim at D is ee 2) : 


and at & it is LU . The kinetic energy stored up in 
, ; Wit VS Ba ne 
passing from D to £ is, 2S Ge ve 


ae (=) foot-pounds. But this kinetic energy 
re 2 
stored up is equal to the work represented by the area CD £. 
Hence, 
Wat (Vi- Ve) _ 
let (ees) 
But a = V,, the average velocity, 
and YoY, E; 
Py Ne aN 
therefore, (=5-) (—') = aa ots yO 
2 2 
or a = hie 


Substituting this in (a), 
Wn? (= re) _WHeE Fite ee, 

Ss & 
Whence, W= 


2 
Allg 


sete (107.) 
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IeXAMPLE.—Given a single cylinder engine making 100 revolutions 
per minute, with astroke of 3 feet and a cylinder diameter of 20 
inches. A diagram similar to Fig. 315 is drawn, and it is found that 
the area of the portion CD Z is .86 sq. in. The diagram was drawn so 
that a vertical height of one inch represents 40 pounds pressure per 
square inch, and a horizontal distance of one inch represents a crank- 
pin travel of 14 feet. Assume coefficient of unsteadiness E to be 4,, 
and the ratio as 4, Find the necessary weight of the fly-wheel rim. 


SOLUTION.—Piston speed = ee ft. per sec. Average 
1 141 
speed of crank-pin = speed of piston x5 = 10 us 5 g =O Jedtee per 


sec. = Vo, Area of piston = .7854 x 20? = 314.16 sq. in. Work per 
square inch of piston represented by area CD E=.86 X 40 X14=51.6 


‘ _ Ag _ 314.16 x 51.6 x 82.16 _ i 
Oa ean 


tons. Ans. 

In the above solution the weight of the hub and arms has been 
neglected, and the whole weight has been assumed as being concen- 
trated in the rim. This is the usual engineering practice. The rim is 
made heavy enough to make the engine run within the required limits 
of steadiness, and the weight of the arms, hub, etc., whatever it may 
be, simply adds so much more to the steadiness of running, 


REVERSING GEAR. 

1329. In many engines, it is necessary that the ratio of 
expansion be often varied, and that the direction of working 
be often changed. An enormous number of mechanisms 
have been devised to accomplish this result. The earliest, 
as well as one of the most efficient, is the Stephenson 
link motion, shown in Fig. 316. 


1330. Two eccentrics 4 and # are keyed to the shaft. 
The two eccentric rods £ and F are fastened to a link J. 
The valve stem V is bolted to a block W, which fits into Z. 

When the mechanism is in the position shown in the fig- 
ure, the eccentric rod £ is in line with the valve stem, and 
the action is precisely similar to the action of an engine 
with a single eccentric. The eccentric 4 will govern the 
steam distribution, and B will simply have no effect what- 
ever. The angular advance is AOC; consequently, the 
engine will run in the direction shown by the arrow. 


STEAM AND STEAM ENGINES. 739 


By means of the re- 
versing lever P, and the 
links O, NV, and M, piv- 
a otedat XR, the link Z can 
= || be raised until the eccen- 
tric rod ¥ is in line with 
the valve stem V. The 
eccentric L will then im- 
part motion to the valve; 
ROC will be the angu- 
lar advance, and, since 
the eccentric must be 
ahead of the crank, the 
latter must move in the 
direction opposite to that 
shown by the arrow. 

If the link be raised 
until the point of suspen- 
sion ¢c is just opposite the 
point @ of the valve 
stem, the valve must par- 
take equally of the mo- 
tion of both eccentrics, 
and, hence, the engine 
will run in neither direc- 
tien. If the link be raised 
so that @ occupies a posi- 
tion somewhere between 
cand d, the engine will 
still run in the direction 
shown in the figure, but 
the motion of the point 
a will be influenced in 
some degree by the mo- 
tion of /, and the travel 
of the valve will be less 
than when in the position 
of the figure. The result 


QQ 


Fic. 816. 
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is an earlier cut-off and compression. In locomotive 
engines, the sector 7 has several notches. When starting, 
the lever is thrown into the last notch, thus giving the valve 
the longest possible travel and the engine the greatest power. 
After the train is started and the power required is less, the 
lever is thrown nearer the center, thus decreasing the travel 
of the valve, and, in consequence, the power developed by 
the engine. 


STRENGTH OF MATERIALS. 


MATERIALS USED FOR CON- 
STRUCTION. 
1331. The principal materials used in engineering con- 


struction are /7ber, brick, stone, cast tron, wrought tron, and 
steel. Table 23 gives their average weights per cubic foot. 


TABLE 23. 
Average Weight. Approximate 
: = a | EV ele htrotghiece 
lr a Pounds per Cubic 1" Square and 1' 
Foot. Long in Lb. 
A ASAE Daehn piaiteue oe Giclee 40 278 
op og Aaya in ee ee 125 
S26) Sey Ge eee Pa 160 
BELEN os, 9 ig apie a.eione » 450 3.125 
Wrought Irons... isss.3. 480 3.3334 
Se ae ee 490 3.403 


CAST IRON. 

1332. Cast iron is a combination of pure iron with 
from 2% to 6% of carbon. 

Pig iron isthe result of the first smelting, and is obtained 
directly from the ore. Pig iron is rarely, if ever, used for 
anything except to be remelted and made into cast iron or 
wrought iron. 


1333. Cast iron is of two kinds, white cast tron and 
gray cast tron. The first is a chemical compound of iron 
with from 2% to 6% of carbon, nearly all the carbon being 
chemically combined with the iron. The second, or gray 
cast iron, contains a part of the carbon in chemical combi- 
nation, and the rest in the state of graphite mechanically 
mixed with the iron. When a piece of gray cast iron is 
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broken, a large number of black specks are seen on the 
broken ends; these specks are pure carbon in the form of 
graphite. 

1334. White cast iron contains hardly any free car- 
bon. It is of two kinds, granular and crystalline. Both 
are very hard and brittle, and are only used for conversion 
into wrought iron or steel. 


1335. Gray cast iron is divided into three classes, 
known as Nos. J, 2, and 3. 

No. 1 contains the largest amount of carbon in mechani- 
cal mixture, which makes it soft and fusible, though not as 
strong as Nos. 2 and 3. It is very suitable for making cast- 
ings where precision in form is required, as, owing to its 
fluidity, it fills the mold well; but it is not, suitable for 
castings requiring strength. 

No. 2 is most suitable for use in constructions, as it is 
stronger than No. 1, and not so soft. 

No. 3 contains the smallest amount of carbon in the 
graphitic (uncombined) form, and is, in consequence, harder 
and more brittle. It is fit only for the massive and heavy 
parts of machinery. 


1336. Cast iron has certain advantages and disadvan- 
tages as a material for engineering construction. It is easy 
to give it any desired form. <A pattern of the piece desired 
is made; a mold is made in the sand, the pattern is removed, 
and the melted iron poured in. Cast iron resists oxidation 
(rust) better than either wrought iron or steel. Its com- 
pressive (crushing) strength is very high, but its tensile 
(stretching) strength is comparatively low. It cannot be 
riveted, or welded_by forging. It is brittle, breaking off 
without giving much warning, and stretching but little be- 
fore giving away. It is liable to have hidden and small 
surface defects and air bubbles, and this makes its strength 
uncertain, 

Another serious drawback in the use of cast iron is its 
liability to initial stresses from inequality in cooling after 
having been poured into the molds. Thus, if one part of 
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the casting is very thin and another very thick, the thin 
part cools first, and, in cooling, contracts; the thick part, 
cooling afterwards, causes stresses in the thin part, which 
may be sufficient to break it, or, if not, there may be so 
great a stress in the thin part that a small additional force 
will break it. 

Cast iron is not well adapted to a tensile stress, nor to re- 
sist shocks. It is used for columns and posts in buildings, 
on account of its high compressive strength. In machinery, 
it is used in all those parts where weight, mass, or form is of 
more importance than strength, as in frames and bed plates 
of machines, and for hangers, pulleys, gear wheels, etc. It 
is also used for water mains where the pressure to be 
resisted is not too great. 


1337. Malleable cast iron is made by heating the 
casting in an annealing oven, in powdered hematite ore. It 
can be hammered into any desired shape when cold, but is 
very brittle when hot. 


WROUGHT IRON. 

1338. Wrought iron is the product resulting from 
the reduction of the carbon in cast iron. It is obtained by 
melting white cast iron, and passing an oxidizing flame over 
it. When the carbon is burned out, the mass of iron is left 
in a pasty condition, full of holes. It is then taken out, and 
hammered or rolled in order to unite it into one mass. The 
result of this first process is not suitable for use in any con- 
struction of importance, and has to be reheated and rerolled 
a number of times, in order to make it homogeneous, and to 
remove flaws from within the iron. 

At best, therefore, wrought iron is a series of welds; if a 
piece is broken, the separate layers of which it,is composed 
can be seen plainly. It cannot be melted and run into 
molds, as can be done with cast iron; but it can be easily - 
welded by forging; that is, two pieces of wrought iron can 
be united by raising them to the proper temperature and 
hammering them together. Wrought iron is much more 
capable of bearing a tensile or transverse stress than cast 
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iron; it is tougher, stretches more, and gives more warning 
before fracture. 

It withstands shocks far better than cast iron. Two 
pieces may be punched or drilled and rivetedtogether. The 
entire process weakens the iron, and cast iron would not 
withstand it. It has also to withstand flanging and the 
stresses due to changes of temperature. 

Wrought iron cannot be hardened like steel by heating 
and then dipping in water, but may be case-hardened by 
rubbing the surface with potassium cyanide or potassium 
ferrocyanide while at a cherry-red heat and then dipping in 
water. The cyanide causes the iron to be carbonized to a 
slight depth; that is, through a depth of about +, of an inch 
the iron is converted into steel which can be hardened. 
Cast iron may be hardened in the same way. 

The quality of wrought iron varies considerably, and the 
terms by which it is known in the market refer to the 
amount of working which the iron has received. We thus 
have common bar iron, best iron, double best, and triple best. 
These terms are only rough indications of quality. When 
wrought iron is rolled cold under great pressure, it has a 
smooth polished surface, and its strength is greatly increased. 

When the word iron is used alone, wrought iron is meant. 


STEEL. 


1339. Steel isa chemical compound of iron and carbon; 
that is, it contains no carbon in afree state, as cast iron does. 
Its tensile strength is greater than that of wrought iron, 
and its compressive strength greater than that of cast 
iron. It is by far the strongest material used in the me. 
chanic arts. Its strength varies greatly with its purity and 
the amount of carbon it contains. According tothe amount 
of carbon in it, steel is divided into high grade, medium 
grade, and low grade, the high grades having the most carbon. 
Steel, unlike wrought iron, is fusible; unlike cast iron, it 
can be forged; and, with the exception of the higher grades, 
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it can be welded by heating and hammering, although care 
must be exercised in so doing. 


1340. The special characteristic of steel (the very low- 
est grades excepted) is that, when it is raised to a cherry 
red heat and suddenly cooled, it becomes brittle and exceed- 
ingly hard, and that by subsequent heating and slow cooling, 
the hardness may be reduced to any desired degree down to 
the point of least hardness that steel possessing that amount 
of carbon can have. The first process is called hardening, 
and the second tempering. 

If the surface of a piece of steel that has been hardened is 
polished slightly so as to remove the dark scale or soot which 
covers it, and is then reheated, it will be found that, as the 
temperature increases, a series of colors appear. These 
colors are always the same for the same temperature, and, 
if the steel is suddenly cooled when one of the colors ap- 
pears, it acquires a degree of hardness which is always the 
same for the same color and for the same quality of steel. 

In Table 24 are given the colors with the corresponding 
temperatures that occur in tempering different kinds of tools. 


TABLE 24. 
Temperature, 
Tools. Color. ao 
SS ee ee ee ee Pale yellow 430° 
Razors and scalpels.......... Pale straw 450° 
Penknives, chisels for cast 
iron, and screw taps....... Yellow. 470° 
Scissors and chisels for 
MOUS NE TOM A: weap fae Brown 490° 
For carpenters’ tools in gen- 
Ne ie nes op HG ans ae Red 510° 
Fine watch springs and table 
MS Mee os aia bis sare die ee 3 Purple 530° 
Swords and lock springs..... Blue, bright 550° 
Daggers, fine saws and needles} Blue, full 560° 


Common saws and springs...| Blue, dark 600° 
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Steel that has been hardened may be softened by heating 
it to a hardening temperature and then cooling it very 
slowly; this process is called annealing. 


1341. Steel is made in one of the three following ways: 

1. By adding carbon to wrought iron. 

2. By removing carbon from cast iron. 

3. By melting together cast and wrought iron in suitable 
proportions. 

Several processes, varying with the quality of the product 
desired and the use for which it is intended, are used in 
imaking steel. The processes in general use are the 
following: 

(2) Cementation, in which bars of very pure wrought 
iron are heated to a high temperature in contact with car- 
bon. The product, known as blister steel, is used for 
cutlery, tools, etc. 

(2) Crucible steel, also called cast steel, is made by 
melting pure wrought iron in a crucible with enough char- 
coal and cast iron to introduce the required amount of 
carbon. It is used for making springs, cutlery, tools, etc. 

(c) Bessemer steel is made by decarbonizing cast iron 
by forcing a powerful blast of air through a melted mass of 
the iron. This removes the greater part of its carbon. A 
small quantity of very pure cast iron, rich in carbon, is 
’ then added, bringing up the percentage of carbon to the 
required amount. 

(2) Open-hearth steel is made by fusing a charge 
consisting of the suitable proportions of cast iron with 
wrought iron scrap, or with Bessemer steel scrap. 


1342. Bessemer and open-hearth steel contain more 
impurities than blister and crucible steel do; but they are 
much cheaper, and are just as suitable for many purposes. 
It is only in consequence of the introduction of these two 
cheap varieties that steel can be extensively used, as blister 
and crucible steels would, in the majority of cases, be too 
expensive. 
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Bessemer and open-hearth steels contain from .05% to 144 
of carbon. The proportion of carbon in the best kinds of 
tool and cutlery steels is as follows: 


Razor steel, 14¢. Very difficult to forge, and easily burnt. 


Saw file, 1%. Bears heat not above cherry redness. 

Tool steel, 14¢. Ordinary cutting tools. Welds with 
difficulty. 

we 1{%. For mandrils and heavy cutting tools. 

sn ets 1%. For chisels, gravers, etc. 


At the Imperial Works at Neuberg, Austria, the follow- 
ing percentages of carbon are present in the different 
grades of Bessemer steel: 

1.58% to 1.38%. Cannot be welded, and is rarely used. 

1.38% ‘1.12%. Great care must be used in working. 


1.12% ‘* .88%. Welds easily; used for bits, chisels, etc. 

-88% ‘‘ .62%. Used for cutting tools, files, etc. 

-62% ‘* .38%. Mild steel; for tires, etc. 

.388% “ .15%. Tempers slightly; for boiler plates and 
axles. 

-15% “‘ .05%. Does not temper; steel for pieces of 
machinery. 


1343. It will be noticed from what precedes that the 
hardness of steel depends upon the amount of carbon it 
contains. 

Some kinds of crucible cast steel can be hardened by heat- 
ing to a low red heat and then allowing them to cool slowly 
in the air without dipping in water. They are called self- 
hardening steels, the best known being Mushet’s special tool 
steel. This contains about 2% carbon with 7% to 12% tung- 
sten in alloy with the iron. The same property is character- 
istic of Hadfield’s manganese steel, which contains between 
.8% and 1.2% of carbon and 7% to 20% of manganese. 

As a rule, when a piece of steel is broken across the grain, 
the finer the grain and the whiter and cleaner the fracture 
the more carbon it contains. 
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STRESSES AND STRAINS. 


1344. The molecules of a solid or rigid body being held 
together by the force of cohesion, this force must be over- 
come to a greater or less degree in order to change the form 
and size of the body, or to break it into parts. The internal 
resistance which a body offers to any force tending to over- 
come the force of cohesion is called a stress. If a weight 
of 1,000 pounds is heldin suspension by a rod, there will be 
a stress of 1,000 pounds in the rod. In this country and 
England, stresses are measured in pounds or tons; in nearly 
all other civilized countries, inkilograms. Whenever a body 
is subjected to a stress, the total stress induced by the act- 
ing force at any section of the body is the same as the total 
stress at any other section. 


1345. The unit stress (called also the intensity of 
stress) is the stress per unit of area; or, it is the total stress 
divided by the area of the cross-section. In the above illus- 
tration, if the area had been 4 sq. in. the unit stress would 

00 : 
ae = 250 Ib. per sq. in. Had the area been 


1,000 


have been 


. sq. in., the unit stress would have been = 2,000 lb. 


per sq. in. 
Let P= the total stress in pounds; 
A = area of cross-section in square inches; 
S = unit stress in pounds per square inch. 
2 
Then, i 


{oP =AS, ~ (108) 


That is, the total stress equals the area of the section, multt- 
plied by the unit stress. 

When a body is stretched, shortened, or in any way 
deformed through the action of a force, the amount of defor- 
mation iscalled astrain. Thus, if the rod before mentioned 
had been elongated +1,” by the load of 1,000 pounds, the 
strain would have been ;!;”. Within certain limits, to be 
given hereafter, strains are proportional to the stresses pro- 
ducing them. 
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1346. The unit strain is the strain per unit of length 
or of area, but is usually taken per unit of length and called 
the elongation per unit of length. In this paper, the unit 
of length will be considered as one inch. The unit strain, 
then, equals the total strain divided by the length of the 
body in inches. 


Let /= length of body in inches; 
e = elongation in inches; 
§ = unit strain. 


Then, Wes 5, Sato A (109.) 


1347. Whenever a force, no matter how small, acts 
upon a body, it produces a stress and a corresponding strain. 

According to the manner in which forces act upon a 
body, the stresses are divided into the following classes: 

1. Tension, which produces a tensile or pulling stress. 

2. Compression, which produces a compressive or crush- 
ing stress. 

3. Shear, which produces a shearing or cutting stress. 

4. Torsion, which produces a torsional or twisting stress. 

5. lexure, which produces a transverse or bending stress. 


TENSION. 


1348. When two forces actupon a body in opposite 
directions (away from each other) the body is said to be in 
tension. The two forces tend to elongate the body and thus 
produce a tensile stress and strain. A weight supported by 
a rope affords agood example. The weight acts downwards, 
and the reaction of the support to which the upper end of 
the rope is fastened acts upwards; the result being that the 
rope is stretched more or less, and a tensile stress is produced 
init. Another familiar example is the connecting rod of a 
steam engine on the return stroke. The cross-head then 
exerts a pull on one end of the rod, which is resisted by the 
crank-pin on the other. 
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EXAMPLE.—An iron rod, 2 inches in diameter, sustains a load of 
90,000 pounds; what is the unit stress ? 


SoLuTion.—Using formula 108, 


12 90,000 2 
Pe AS Oe S= A = 2 x.1854 28,647.82 lb. per sq. in. Ans. 


EXPERIMENTAL LAWS. 


1349. The following laws have been established by 
experiment: 

1. Whena body is subjected to a small stress,a small strain 
is produced, and when the stress 1s removed the body springs 
back to its original shape. This leads to the conclusion that, 
for small stresses, bodwes are perfectly elastic. 


2. Within certain limits, the change of shape (strain) ts 
directly proportional to the applied force. 


3. When the stress 1s suffictently great, a strain ts pro- 
duced which is partly permanent ; that ts, the body does not 
spring back entirely to tts original form when the stress ts 
removed. This lasting part of the strain ts called a set, and 
an such cases the strain ts not proportional to the stress. 


4. Under a still greater stress, the strain rapidly increases, 
and the body is finally ruptured or broken, 

5. A force acting suddenly, as a shock, causes greater 
mjpury than a force gradually applied. 

According to the first law, the body will resume its 
original form when the force is removed, provided the stress 
is not too great. This property is called elasticity. Accord- 
ing to the second law, the strain is proportional to the stress 
within certain limits. Thus, if a pull of 1,000 pounds 
elongates a body .1’, apull of 2,000 pounds would elongate 
it .2”. This is true up to a certain limit, beyond which the 
body will not resume its original form upon the removal of 
the stress, but will be permanently strained more or less, 
according to the amount of stress. The stress at the point 
where the set begins is called the elastic limit. All 
strains produced by stresses within (less than) the elastic 
limit are directly proportional to the stresses. 
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1350. Stresses are equal but opposed to the external 
forces producing them, and are, therefore, measured and 
represented by these forces. Thus, as we-have explained 
before, a force of 1,000 pounds produces a stress of 1,000 
pounds. The external force is the force applied to a fixed 
body; the stress is the resistance offered by the body toa 
change of form; and when the body ceases to change (as 
when a rod ceases to elongate), the stress just balances the 
external force. 


COEFFICIENT OF ELASTICITY. 

1351. Amongst engineers, the term easticity means 
the res¢stance which a body offers to a permanent change of 
form; and by strength, the resistance which a body offers to 
division or separation into parts. 

It follows from this that those bodies which have the 
highest elastic limit are the most elastic. 


1352. The coefficient of elasticity is the ratio of 
the unit stress to the unit strain, provided the elastic limit 
is not exceeded. Let S be the unit stress, s the unit strain, 
and £& the coefficient of elasticity; then, by definition, 


Poo & Substituting the values of S and s obtained from 


formulas 108 and ree. e 
2: e 
ELE CaM LET I (110.) 

1353. If in this formula we assume ¢=/, and A= 1 
(1 square inch), then H=P. That is, the coefficient of 
elasticity is that force which, zf stress and strain continued 
proportional to cach other, would produce in a bar of unit 
area a strain equal to the original length of the bar (/=¢). 
This, however, is never the case, as the elastic limit and the 
ultimate strength are reached before the applied force 
reaches the value Z£. 


EXaAmMPLE.—A wrought iron bar 2 inches square and 10 feet long is 
stretched .0528 inch by a stress of 44,000 pounds; what is the coeffi- 
cient of elasticity ? ~ 

SoLuTi1on.—Using formula 110, 


ee ee AAS 795,000,000 1 per ty. ine ADS 
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1354. The ultimate strength of any material is that 
unit stress which is just sufficient to break it. 


1355. The ultimate elongation is the total elonga- 
tion produced in a unit of length of the material having a 
unit of area, by a stress equal to the ultimate strength of 
the material. 


1356. For the same size, quality, and kind of material, 
the ultimate strength, ultimate elongation, coefficient of 
elasticity, and elastic limit are the same for different pieces. 
Table 25 gives the average values of the coefficient of 
elasticity (Z,), elastic limit (Z,), ultimate strength (S\), and 


TABLE 25. 


; Ultimate ; 
Coefficient Elastic Tencile Ultimate 
Material. of Elasticity. Limit. Strength. Elongation. 
Tey. Tere S.. Si. 
Lb. per Sq. In. |Lb. per Sq. In.|Lb. per Sq. In. a eae 
Mimbers.... | 1,500,000 3,000 10,000 0.015 
Cast Iron... .| 15,000,000 6,000 20,000 0.005 
Wrought Iron} 25,000,000 | 25,000 55,000 0. 20 
SLCC. r dhe she 30,000, 000 50,000 100,000 0.10 


ultimate elongation (s,), of different materials, the quantities 
given being for tension only. As brick and stone are never 
used in tension, their values are not given. 

The values in this table are subject to great variation, and 
cannot be depended upon in designing machine parts. Thus, © 
the ultimate tensile strength of steel varies from less than 
60,000 to more than 180,000 pounds per square inch, accord- 
ing to its purity and the amount of carbon it contains; that 
of cast iron from 12,000, or 13,000, to over 40,000; wrought 
iron varies from 40,000 to 72,000, according to quality, the 
latter value being for iron wire. Timber varies fully as 
much as, if not more than, any of the three preceding 
materials, its properties depending upon the kind of wood, 
its degree of dryness, the manner of drying, etc. 
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All the problems in this section will be solved by using the 
average values given in the preceding and following tables; 
the designer, however, should not use them, but either test 
the materials himself or state in the specifications what 
strength the material must have. For example, mild steel, 
for boiler shells, should have a tensile strength of not less 
than 60,000 or 65,000 pounds per square inch; Bessemer 
steel, for steel rails, not less than 110,000; open-hearth steel, 
for locomotive tires, not less than 125,000, and crucible cast 
steel, for tools, cutlery, etc., not less than 150,000. It is 
also customary to specify the amount of elongation. This is 
necessary because, as a rule, the elongation decreases as the 
tensile strength increases. Having tested the material 
about to be used, or having specified the lowest limits, the 
designer can ascertain the strength and stiffness of construc- 
tion by means of the formulas and rules which are to follow. 


EXAMPLE.—How much will a piece of steel 1 inch in diameter and 
1 foot long elongate under a steady load of 15,000 pounds ? 


ae HEY 
SoLuTion.—£, = ae? t= AE 
From Table 24, £, = 30,000,000 for steel; hence, 
ee ee Ghd Kina 


1? x .7854 > 30,000,000 
Nove.—All lengths given in this treatise on Strength of Materials 
must be reduced to inches before substituting in the formulas. 
EXAMPLE.—A piece of timber has a cross-section 2” x 4” and is 
6 feet long. A certain stress produces an elongation of .144 inch; 
what is the value of the stress in pounds? 


SOLUTION. — 
ey 2/4 _£,Ae_ 1,500,000 x 2K 4.144 _ 
Ey; eR. or Sewer oe 2 A Pre raat Ib. Ans. 
COMPRESSION. 


1357. If the length of the piece is not more than five 
times its least transverse dimension (its diameter, when 
round; its shorter side, when rectangular, etc.), the laws of 
compression are similar to those of tension. The strain is 
proportional to the stress until the elastic limit has been 
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reached: after that, it increases more rapidly than the stress, 
as in the case of tension. The area of the cross-section is 
slightly enlarged under compression. In Table 26 are given 
the average compression values of Z, Z, and S for wood, 
brick, stone, cast iron, wrought iron, and steel. (See also 
Table 25.) £ is not given for brick, nor ZL for cast iron, 
brick, or stone, because these values are not known. To 
distinguish between tension and compression when apply- 
ing a formula, Z,, L,, and S, will be used instead of £,, Z,, 
and S\. 


TABLE 26. 
Coefficient of Elastic . Ultimate 
Material. Elasticity. Limit. ompressive 
Strength. 
£2. Fo. é 
2- 


Lb. per Sq. In. | Lb. per Sq. In. Lb. per Sq. In. 


Duan DELO hen saae ess 1,500,000 3,000 8,000 
RTNCIP gtePac ate aeel ee tee aT eae oe 2,500 
Stone wt. s eee: 6,000,000 | ...... 6,000 
Gasiilivoneeee. Sie 15,000,000 | ...... 90,000 
Wrought Iron....- 25,000,000 25,000 55,000 
Sicelspe weer. ee. 30,000,000 50,000 150,000 


1358. When the length of a piece subjected to com- 
pression is greater than ten times its least transverse dimen- 
sion, it is called a co/umn, and the material fails by a side- 
wise bending or flexure. The preceding table is to be used 
only for pieces whose length does not exceed five times the 
least dimension of the cross-section. (See Art. 14212.) 

ExampLe.—How much will a wrought iron bar 4inches square and 
15 inches long shorten under a load of 100,000 pounds ? 


SoLUTION.—Z, = = oréeé= ate : 
2 


100,000 x 15 


Hence, ¢ = 75.7 95,000,000 


= .00375". Ans. 
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SHEAR. 

1359. When two surfaces move in opposite directions 
very near together in such a manner as to cut a piece of 
material, or to pull part of a piece through the remainder, 
the piece is said to be sheared. A good example of a shear- 
ing stress is a punch; the two surfaces in this case are the 
bottom of the punch and the top of the die. Another ex- 
ample is a bolt with a thin head; if the pull on the bolt is 
great enough, it will be pulled through the head and leavea 
hole in it, instead of the bolt breaking by pulling apart, as 
would be the case with a thick head. In this case, the two 
surfaces are the under side of the head and the surface 
pressed against. Other examples are a knife cutting a piece 
of wood, and the ordinary shears from which this kind of 
stress takes its name. 


TABLE 27. 


Coefficient of Ultimate 
Material. Elasticity. Ses 

we Strength. 

Se 

Timber (actoss the grain).....| ...4.... 3,000 
Timber (with the grain) ...... 400,000 600 
ROME OUTS Sty is Be Baise: 95 09) » 6,000,000 20,000 
Wroughtlron in. ince -ss. 15,000,000 50,000 
ce nner Oe Bic 0 ie She ad Bp nll G's bee Sie Io te 70,000 


1360. Formula 108 applies in cases of shearing stress, 
but formulas 109 and 110 are never used for shearing. 
In the preceding table, Z, and S, are used to represent, 
respectively, the coefficient of shearing elasticity, and 
ultimate shearing strength. 

EXAMPLE.—What force is necessary to punch a one-inch hole in a 
wrought iron plate of an inch thick ? 

SoLuTION.—1" X 3.1416 x #" = 1.1781 sq. in. = area of punched sur- 
face—area of a cylinder 1” in diameter and @" high. Using 


la 108 
formula 108, P= A S,;=1.1781 < 50,000 = 58,905 Ib. Ans. 
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ExamPLE.—A wooden rod 4 inches in diameter and 2 feet long is 
turned down to 2 inches diameter in the middle so as to leave the 
enlarged ends each 6 inches long. Will a steady stress pull the rod 
apart in the middle, or shear the ends? 


SoLuTION.—P = A S; = 2 X 3.1416 & 6 & 600 = 22,620 Ib. to shear off 
the ends. 
The force required to rupture by tension is 
P=A S,=2? X.7854 x 10,000 = 31,416 Ib. 


Since the former is only about } of the latter, the piece will fail 
through the shearing off of the end. Ans. 
Had a transverse stress been used, the force necessary to 


shear off a section of the end would have been 
A’ xX .7854 X 3,000 = 37,700 Ib. 


FACTORS OF SAFETY. 


1361. It was previously stated that no stress should 
ever be applied to a machine part that would strain it 
beyond the elastic limit. The usual practice is to divide 
the ultimate strength of the material by some number 
depending upon the kind and quality of the material, and 
upon the nature of the stress; this number is called a factor 
of safety. : 

The factor of safety for any material is the ratio of tts 
ultimate strength to the actual stress to which it is subjected, 
or for which it 71s intended. 

in Table 27, 70,000 pounds per square inch is given as 
the ultimate shearing strength for steel. Now, suppose that 
the actual stress on a piece of steel is 10,000 pounds per 
square inch; then, the factor of safety for this piece would 

70,000 __ 
per9.000 2 


1362. To find the proper allowable working strength 
of a material, divide the ultimate strength for tension, com- 
pression, or shearing, as the case may be, by the proper 
factor of safety. 

Table 28 gives the factors of safety generally used in 
American practice. Factors of safety will always be 
denoted by the letter / in the formulas to follow, 
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TABLE 28. 
For Steady For Varying 
Material. Stress. Stress. chicnatiath mks 
(Buildings.) (Bridges. ) (Machines.) 
Jig hs Oss oe . 8 10 15 
Brick and Stone... 15 25 30 
CART OU thes sn 22 6 10 15 
Wrought Iron..... 4 6 10 
heen ews WA DS): 5 4 10 


- 


1363. Twice as much strain is caused by a suddenly 
applied stress as by one that ts gradually applied. For this 
reason a larger safety factor is used for shocks than for 
steady stresses. In general, the factor of safety for a given 
material must be chosen according to the nature of the 
Stress. 

The designer usually chooses his own factors of safety. 
If the material has been tested, or the specifications call for 
a certain strength, then the Boe of safety can be chosen 
accordingly. 


EXAMPLE.—Assuming the mortar and brick to be of the same 
strength, how many tons could be safely laid upon a brick column 
2 feet square and 8 feet high? 


SoLuTIon.—P = A S; = 2X 2 X 144 x 2,500 = 1,440,000 Ib. = 720 
tons. The factor of safety for this case is 15 (see Art. 1362 and 
Table 28); hence, 720+ 15—=48 tons. Ans. 


EXAMPLE.—What must be the diameter of the journals of a wrought 
iron locomotive axle to resist shearing safely, the weight on the axle 
being 40,000 pounds ? 


SoLuTion.—Let / be the factor of safety; then, P= fA s, Oneal 


oh Since the axle has two journals, the stress on each journal is 
3 


20,000 lb. Owing to inequalities in the track, the load is not a steady 
one, but varies; for this reason, the factor of safety will be taken as 6. 


_ 20,000 x 6 _ De Be 
Then, 4 caine 000 aa 2.4 sq. in. Therefore, d= “TBA $", 


Ans. 
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EXxAMPLE.—Considering the piston rod of a steam engine as if its 
length were less than ten times its diameter, what must be the 
diameter of a steel rod, if the piston is 18 inches in diameter and the 
steam pressure is 110 pounds per square inch ? 

SoLuTion.—Area of piston is 18? x .7854 = 254.47sq. in. 254.47 x 110= 

Pf _ 28,000 x 10 


97,991.17 Ib., or, say, 28,000 1b. =stressintherod. A= S, 150,000 
87 


= 1.87", nearly. Hence, diameter ay A = 1.543”, say 1,8,".. Ans. 


1364. When designing a machine, care should be taken 
(1) to make every part strong enough to resist any stress likely 
to be applied to it; and (2) to make all parts of equal strength. 

The reason for the first statement is obvious, and the 
second should be equally clear, since no machine can be 
stronger than its weakest part (proportioned, of course, for 
the stress it is to bear), and those parts of the machine 
which are stronger than others contain an excess of material 
which is wasted. In actual practice, however, this second 
rule is frequently modified. Some machines are intended 
to be massive and rigid, and need an excess of material to 
make them so; inothers, there are difficulties in casting that 
modify the rule, etc., etc. In most cases, the designer must 
rely on his own judgment. 


EXAMPLES FOR PRACTICE. 


1. A cast iron bar is subjected to a steady tensile stress of 120,000 
pounds. The cross-section is an ellipse whose axes are 6 and 4 inches. 
(a) What is the stress per square inch? (4) What load will the bar 
carry with safety ? nee | (a) 6,866.18 Ib. per sq. in. 

~ (6) 62,882 Ib. 

2. How much will a piece of steel 2 inches square and 10 inches 
long shorten under a load of 800,000 pounds ? : Ans. .025". 

8. A cylindrical wooden pin 1% inches in diameter is subjected toa 
double shearing stress. If the stress is suddenly applied, what total 
force is necessary to shear the pin ? Ans. 7,216 1b. 

4. A wrought iron tie rod is inch diameter; how long must it 
be to lengthen % inch under a steady pull of 5,000 pounds? Ans. 69 ft. 

5. Asteel bar having a cross-section of 5" x 4" and 14 feet long is 
lengthened .036 inch by a steady pull of 120,000 pounds; what is its 
coefficient of elasticity ? Ans. 28,000,000 lb. per sq. in. 
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6. Which is the stronger, weight for weight, a bar of chestnut wood 
whose tensile strength is 12,000 pounds per square inch and specific 
gravity .61, or a bar of steel whose tensile strength is 125,000 pounds 
per square inch? 

7. What should be the diameter of a cast-iron pin subjected to a 
suddenly applied double shearing stress of 40,000 pounds to with- 
stand the shocks with safety ? Ans. 48", nearly. 

8. What safe steady load may be placed upon a brick column 2 feet 
square and 9 feet high? Ans. 96,000 Ib. 

PIPES AND CYLINDERS. 

1365. A pipe or cylinder subjected to a pressure of 
steam or water is strained equally in all its parts, and, when 
rupture occurs, it is in the direction of its length. 

Let d= inside diameter of pipe in inches; 

Z= length of pipe in inches; 
p = pressure in pounds per square inch; 
P= total pressure. 

Then, P= pl WZ, 

This formula is derived from a principle of hydrostatics 
that the pressure of water in any direction is equal to the 
pressure on a plane perpen- 
dicular to that direction. In 
Fig. 317, suppose the direction 
of pressure to be as shown by 
the arrows; A #& would then 
be the plane perpendicular to 
this direction, the width of the 
plane being equal to the diam- 
eter, and the length equal to 
the length of the pipe. The 
area of the plane would then 
be 7x d, and the total pres- 
sure P= p X JX d, as above. 

Suppose the pipe to havea 
thickness ¢, and let S be the FIG. 317. 
working strength of the material; then, the resistance of 
the pipe on each side is ¢ 7S. Resistance must equal 
pressure; therefore, pld=27 Li S80 

pa=2 to. (111.) 


C. Il—tr1 
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Also, 2 == ae which is the maximum pressure a pipe of 
a given material and of given dimensions can stand. 

The pressure of water per square inch may be found by 
the formula, p= .434 4, where / is the head in feet. In 
pipes where shocks are likely to occur, the factor of safety 
should be high. The thickness of a pipe to resist a given 
pressure varies directly as its diameter, the pressure 
remaining constant. 

EXAMPLE.—Find the factor of safety for a cast-iron water pipe 
12 inches in diameter and # inch thick, under a head of 350 feet. 


SOLUTION.—Here #, pressure per square inch, equals .4844= 
434 < 350 = 151.9 1b. Substituting, in formula 111, the values given, 
151-9 X12 = 2% X<_S,or S=1,215.2 Ib. persq. in: 

In Table 25, Art. 1356, the ultimate tensile strength of cast iron 

is given as 20,000 pounds per square inch; then, the factor of safety 
20,000 

ee 1,215.2 
against shocks. 


=16+. Ans. The pipe would, therefore, be secure 


EXAMPLE.—Find the proper thickness for a wrought-iron steam pipe 
18 inches in diameter to resist a pressure of 140 pounds per square inch. 


SoLUTION.—Using a factor of safety of 10, the working strength S= 


55,000 __ : _ p@_ 140x18 
—9 = 5,500 Ib. per sq. in. From formula 111, 7= 25 = B3c 5.500 


= 0.23 in. In practice, however, the thickness is made somewhat 
greater than the formula requires. 


CYLINDERS. 

1366. The tendency of a cylinder subjected to internal 
pressure is to fail or rupture in the direction of its length, 
the same asa pipe. 

Let = (pronounced fz) be the ratio of the Ceieieeace 
of a circle to its diameter = 3.1416; then, + = .7854 = ratio 
of area to the square of the diameter. 

The total pressure on the cylinder head=4-27a?~. Let 


; : S 
S = working unit stress = F? then «d¢S=the resistance 


to rupture caused by the pressure acting on the opposite 
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cylinder heads and tending to elongate the cylinder. Since 
the resistance must equal the force, or pressure, $2 ad? p= 
zxatS, or 
pad=4t FS. (112.) 
Also, = se 
ad 


: Fae REE aon 
Since, for longitudinal rupture, f= ae it is seen that 
G 


a cylinder is twice as strong against transverse rupture as 
against longitudinal rupture. Hence, other things being 
equal, the cylinder will always fail by longitudinal rupture, 


1367. The foregoing formulas are for comparatively 
thin pipes and cylinders, in which the thickness is less than 
about ;'5 inside radius. For pipes and cylinders whose 
thickness is greater than -;1, radius, use the following 
formula, in which y= the inner radius, and the other 
letters have the same meaning as before. 


Se 
rt+e 
Substituting the values given inthe examplein Art. 1365, 
in formula 113, instead of formula 111, 


al aE _p(r7+7)_ 151.9 x (64 8) __ 
et gah OTe a te ge Wee 
151.9 X 62 X $= 1,367.1 Ib. 
When formula 111 was used, S = 1,215.2 1b.; hence, 
formula 113 gives, for this case, a value 1244, or 4 greater. 
The formula for spheres is the same as that for transverse 
rupture of cylinders, or pda=47S. 


f= (113.) 


1368. Acylinder under external pressure is theoreti- 
cally in a similar condition to one under internal pressure, 
so long as its cross-section remains a true circle. A uniform 
internal pressure tends to preserve the true circular form, but 
an external pressure tends to increase the slightest variation 
from the circle, and to render the cross-section elliptical. 
The distortion, when once begun, increases rapidly, and 
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failure occurs by the collapsing of the tube rather than by 
the crushing of the material. The flues of a steam boiler 
are the most common instances of cylinders subjected to 
external pressure. 

The letters having the same meaning as before, the follow- 
ing formula gives the collapsing pressure in pounds per 
square inch for wrought-iron pipe: 
fate 


p = 9,600,000 +. 


(114.) 
EXAMPLE.—What must be the thickness of a boiler tube 2 inches in 
diameter and 11 feet long, if the steam pressure is to be not over 160 


pounds per square inch? 


SoLuTIon.—Using formula 114, with a factor of safety of 10, and 
solving for /, 


_ 1/10 pla _*1°/10K 160 X11 X12K2_ 719/11 

= 9,600,000 9,600,000 250 

log 11 — log 250 
Sige. ce 


Hence, log ¢= = 1.37778, or ¢ = .2886", say }". 


EXAMPLES FOR PRACTICE. 


1. What must be the thickness of a 16-inch cast-iron stand pipe 
which is subjected to a head of water of 250 feet? Assume that the 
stress is steady. Ans. .26”. 

2. What should be the thickness of a wrought-iron boiler flue 15 
feet long, 4 inches in diameter, and subjected to an external pressure 
of 200 pounds per square inch ? Ans. .42". 

8. What pressure per square inch can be safely sustained by a cast- 
iron cylinder 12 inches in diameter and 3 inches thick ? 

Ans. 1,111} Ib. per sq. in. 

4. What external pressure per square inch can a wrought iron pipe 
20 feet long, 8 inches in diameter, and $ inch thick, safely sustain and 
be secure against shocks? ~ Ans. 157.2 1b. per sq. in. 

5. A cast-iron cylinder 14 inches in diameter sustains a total pres- 
sure of 125 tons; what is the necessary thickness, assuming that the 
pressure is gradually applied, and that the cylinder is not subjected to 
shocks ? Ans. 6.65". 

6. A cylindrical boiler shell 8 feet in diameter is subjected to a 
steady hydrostatic pressure of 180 pounds per square inch. What 
should its thickness be if made of steel having a tensile strength of 
60,000 pounds per square inch? Ansiect. 
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ELEMENTARY GRAPHICAL STATICS. 


Before taking up the subject of flexure, some fundamen- 
tal principles of Graphical Statics not heretofore considered 
will be explained and applied to the case of beams, 


FORCE DIAGRAM AND EQUILIBRIUM POLYGON. 


1369. In Arts. 878 and 879, the polygon of forces 
was used to find the resultant of several forces having a 
common point of application, or whose lines of action 
passed through a common point. A method of finding the 
resultant will now be given when the forces lie, or may be 
considered as lying, in the same plane, but their lines of 
action do not pass through a common point. 

In Fig. 318, let /, 7, and /, be three forces whose mag- 
nitudes are represented by the lengths of their respective 
lines, and their directions by the positions of the lines and by 


Scale 1280 1b. 


Fie, 318, 


the arrow-heads. Construct the polygon of forces O1280O 
as shown at (d@), in the same manner as described in 
Art. 878, O 8 representing the direction and magnitude of 
the resultant. Everything is now known except the line on 
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which the point of application of the resultant must lie. To 
find this, proceed as follows: 

Choose any point P, and draw P O, P 1, P 2, and P 3. 
Choose any point 4, on the line of direction of one of the 
forces as F,, and draw lines through 0 parallel to P O and 
P 1, the latter intersecting /, or /, prolonged, inc. Draw 
cd parallel to P 2, and intersecting /,, or /, prolonged, in d. 
Draw d@¢ parallel to P 3, intersecting the line a@ 6 e, parallel 
to PO,ine. The point ¢ is a point on the line of direction 
of the resultant of the three forces. Hence, through 2, 
draw R parallel and equal to O 3 and acting in the same 
direction; it will be the resultant. : 

The method just described is applicable to any number of 
forces considered as acting in the same plane. The result- 
ant can also be found when the forces act in different 
planes, but the method of finding it will not be described 
here. 

The point P is called the poles the lines P O, P 1, P 2, 
P 8 joining the pole with the vertexes of the force polygon 
are called the strings or rays; the force diagram is 
the figure composed of the force polygon, O 128 O, the 
pole, and the strings. The polygon dedc 6 is called the 
equilibrium polygon. 

Since the pole P may be taken anywhere, any number of 
force diagrams and equilibrium polygons may be drawn, all 
of which will give the same value for the resultant, and 
whose lines de and a e will intersect on the resultant X. 
To test the accuracy of the work, take a new pole and pro- 
ceed as before. If the work has been done correctly, de 
and a e will intersect on X. 

The equilibrium polygon gives an easy method of resolving 
a force into two components. 


- ExamMpLe.—In Fig. 319, let “= 16 pounds be the force, and let it be 
required to resolve it into two parallel components, A and BZ, at dis- 
tances respectively of 5 feet and 15 feet from #2 What will be the 
magnitudes of A and B? 


SoLuTIon.—Draw O 1 to represent /=16 1b. Choose any conven- 
ient pole /, and draw the rays PO and Pi. Take any pointaon F 
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and draw aé parallel to PO, intersecting 4 in 4, and ac parallel to 
P 1, intersecting B inc. Join and c by the line dc. Through the 
pole ?, draw Pd parallel to dc, intersecting O1ind. Then Od is the 
magnitude of 4, measure, to the scale to which O1 was drawn, and 
@1is the magnitude of & tothe same scale. 


FIG. 319. 


1370. Ifthe components are not parallel to the given 
force, they must intersect its line of direction in a common 
point. : 

In Fig. 320, let = 16 pounds be the force; it is required 
to resolve it into two compo- 


nents A and J, intersecting at a, 

as shown. Draw O / to some B 

convenient scale equal to 16 = 
pounds; then draw O Pand 1 P a 

parallel to A and B, and OP 

and P71 are the values of the j 


components A and JS, respec- Shee oo) 
tively, both in magnitude and direction. 


EXAmMPLeE.—Let /i, /2, Ja, J, and /%, Fig. 821, be five forces whose 
magnitudes are 7, 10, 5, 12, and 15 pounds, respectively. It is required 
to find their resultant and to resolve this resultant into two com- 
ponents parallel to it and passing through the points a and 4, 


SoLuTIoN.—Choose any point O, Fig. 821, and draw O 1 parallel and 
equal to /;; 1-2 parallel and equal to #, etc.; O8 will be the value of 
the resultant, and its direction will be from O to 5, opposed to the 
other forces acting around the polygon. Choose a pole ?, and com- 
plete the force diagram. Choose a point c on /, and draw the equilib- 
rium polygon cdefghc; the intersection of c #, parallel to PO, and 
& %, parallel to PS, gives a point %, on the resultant R. Through 4, 
draw £ parallel to 04, and it will be the position of the line of action 
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of the resultant of the five forces. The components must pass through 
the points a and 4, according to the conditions; hence, through a and 
6, draw V, and Vz parallel to R. Since O05 represents the magnitude 
of R, draw 4& and // parallel to PO arid P 5, respectively, as in Fig. 


FIG, 821. 

819 (they, of course, coincide with c/ and g 4, since the same pole P is 
used), intersecting Vand V,in#and/. Joiné and /, and draw PQ 
parallel to#/, Then, O Q= Vi, and Q5= V3. 


COMPOSITION OF MOMENTS. 


1371. In Art. 906 it was stated that the moment of a 
force about a point isthe product of the magnitude of the force 
by the perpendicular distance from the point to the line of 
action of the force. A force can act in two ways upon a 
body: it can either produce a motion of translation—that is, 
cause all the points of the body to move in straight parallel 
lines—or it can produce a motion of rotation—that is, make 
the body turn. A moment measures the capacity of a force 

‘to produce rotation about a given point. For example. 
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suppose, in Fig. 322, that A C isa lever 30 inches long, 
having a fulcrum at 210 inches from 4. If a weight is 
suspended from C, it will cause the bar to rotate about B in 
the direction of the arrow. A weight suspended from A will 
cause it to revolve in the opposite direction, as indicated by 
the arrow. Suppose, for simplicity, that the bar itself weighs 
nothing. If two weights of 12 pounds each are hung 
at A and C, it is evident that the bar will revolve in the 
direction of the arrow at C, on account of the arm B C being 
longer than the arm A ZB. Let the weight at A be increased 
until it equals 24 pounds. The bar will then balance exactly, 
and any additional 102-1. opr 
weight at A will cause | 4 | 


the bar to rotate in the Ww 

opposite direction, as CO 

shown by the arrow at 

that ae When the aie Fic. 322. 42 ibe. 
lever is balanced, it will be found that 24x 10=12x 20, 
or, considering B as the center of moments, 24 x per- 
pendicular distance A B=12 x perpendicular distance 
& C. In other words, the moment of W about B must 
equal the moment of Pabout B—that is, the two moments 
must be equal. Further, Ptends to cause rotation in the 
direction in which the hands of a watch move, and will, for 
convenience, be considered positive, or +; W tends to cause 
rotation in a direction opposite to the hands of a watch, and 
will be considered negative, or—. Adding the two algebrai- 
cally, PX BC+(—-WxA B)=PXBC-—~WxA B=), 


since the two momentsareequal. Hence the following general 


Rule.—One of the necessary conditions of equilibrium ts 
that the algebraic sum of the moments of all the forces about 
a given point should equal zero. : 

Applications of this rule will occur farther on. 


GRAPHICAL EXPRESSIONS FOR MOMENTS. 

1372. The moment of a single force may. be expressed 
graphically in the following manner: Let /=10 pounds 
be the given force (see Fig. 323), and c, at a distance from 
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F= fc='4 feet, be the center of rotation (center of mo- 
ments). Draw O 1 parallel to # and equal to 10 pounds. 
Choose any point P as a pole, and draw the rays PO and 
P 1; also draw P2 perpendicular to Oi. Through any point 
6 on F, draw the sides a 6 and g 6 of the equilibrium poly- 
gon ; they correspond to 0 ¢ and de, Fig. 318, through the 
intersection of which the resultant must pass, the resultant 
F being given in the present case. Prolong @ 0, and draw 


FIG. 823. 


ed through ¢ parallel to 7, intersecting 0 g and a 6 in dand 
e. It can now be shown that the moment of / about c= 
P2x de, when P2 is measured to the same scale as O 1, 
and e dis measured to the same scale asc f. 

The line P2 is called the pole distance and will here- 
after be always denoted by the letter H. The line d eis 
called the intercept. Hence, the pole distance multiplied 
by the intercept equals the moment, or, denoting the inter- 
cept by vy, moment = 7 y. 

The statement made in the last sentence is one of the 
most important facts in Graphical Statics, and should be 
thoroughly understood. In the triangle PO J, the lines 
PO and P1 represent the components of the force / in the 
directions a 6 and ¢ 4, respectively, while the lines of action 
of those components area dand gd, meeting at d. Asde 
is limited by g 6 and a d (produced), we may give the fol- 
lowing definition: The intercept of a force whose moment 
about a point is to be found is the segment (or portion) 
which the two components (produced, if necessary) cut off 
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from a line drawn through the center of moments parallel to 
the direction of the force, 


1373. The pole distance and intercept for the moment 
of several forces about a given point may be determined in 
a similar manner, by first finding the magnitude and position 
of the resultant of all the forces; the moment of this result- 
ant about the given point will equal the value of the 
resultant moment of all the forces which tend to produce 
rotation about that point. 


EXAMPLE.—Let /, = 20 pounds, 7; = 25 pounds, and 7; = 18 pounds 


2 


FIG. 324. 
be three forces acting as shown in Fig. 324; find their resultant moment 
about the point C. 


SoLuTION.—Draw the force diagram, equilibrium polygon, and re- 
sultant # as previously described. Draw dCe parallel to R. The 
intercept @e, multiplied by the pole distance P Q=the resultant 
moment. 


1374. If all the forces are parallel, the force polygon 
is a straight line. This is evident, since if a line of the 
force polygon be drawn parallel to one of the forces, and 
from one end of this line a second line be drawn parallel 
to another force, the second line will coincide with the 


first. 


ExAmMPLeE.—Let (4 = 30, /4 = 20, and 7; = 20, all in pounds, be three 
parallel forces acting downwards, as shown in Fig. 825. It is required 
to find their resultant moment (algebraic sum of the moments) and the 
moment of their resultant, all moments to be taken about the point C. 
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SoLuTIoNn.—Lay off 01 = 320 lb. = Ai, -2=20 lb =, and 2-3 = 20 
lb. = 7, and O2 is the value of the resultant. Choose some point P ag 
a pole and draw the rays. Take any point, as , on any force, as /4, 
and complete the equilibrium polygon 4c ded; then, the line of action 
of the resultant must pass through ¢. Through C draw C7 parallel to 
R and prolong de. The moment of & about C equals the pole distance 
H, multiplied by the intercept 42, since /7 is that part of the line drawn 
through C parallel to R, and included between the lines 4e and de of 
the equilibrium polygon which meet upon R. Measuring 4z to the 
scale of distances (1 in. = 40 ft.), it equals 23 ft. Measuring 7 to the 
scale of forces, it equals 40 Ib. Consequently, the moment of 2 about 


oa aeremo 


Scale of forces 1240 lb. 
Scale of distance 1240? E 
FIG. 325. 


C= 40 x 23 = 920 ft.-lb. Considering the force Fy, the intercept is ¢7Z, 
since /; is parallel to A, and, consequently, to Cz; also, ¢ zis that part 
of the line Cz included between the sides cd and de, which meet on F3. 
Measuring ¢ 7, it is found to equal 28 ft. Hence, the moment of F; 
about C= 40 x 28 = 1,120 ft.-lb. The moment of /y about C=Hx/fg 
= 40 x 18 = 520 ft.-lb. The moment of A; = Hx fh=40 x 18 = 720 
ft.-lb. Now /3 and /; have positive moments, since they tend to cause 
rotation in the direction of the hands of a watch, while./ has a nega- 
tive moment, since it tends to cause rotation in the opposite direction. 
Consequently, adding the moments algebraically, the resultant moment 


= 1,120 + 520 — 720 = 920 ft.-lb., the same as the moment of the 
resultant, 
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Having described the fundamental principles of Graphical 
Statics, the subject of Strength of Materials will now be 
continued, and the stresses due to flexure and_ torsion 
discussed. 


BEAMS. 


1375. Any bar resting upon supports in a horizontal 
position is called a beam. 


1376. A simple beam 1s a beam resting upon two 
supports very near its ends. 


1377. A cantilever is a beam resting upon one sup- 
port in its middle, or which has one end fixed (as in a wall) 
and the other end free. 


1378, A restrained beam is one which has both 
ends fixea (as a plate riveted to its supports at both ends). 


1379. A continuous beam is one which rests upon 
more than two supports. 

In this Course, the continuous beam will not be discussed, 
as the subject requires a knowledge of higher mathematics. 


REACTIONS OF SUPPORTS. 

1380. All forces which act upon beams will be con- 
sidered as vertical, unless distinctly stated otherwise. Ac- 
cording to the third law of motion, every action has an 
equal and opposite reaction. Hence, when a beam is acted 
upon by downward forces, the supports react upwards. It 
is required to find the value of the reaction at each support. 
If a simple beam is uniformly loaded or has a,load in the 
middle, it is evident that the reaction of each support is 
one-half the load, plus one-half the weight of the beam. If 
the load is not uniformly distributed over the beam, or if 
the load or loads are not in the middle, the reactions of the 
two supports will be different. The upward reactions are 
considered positive, and the downward forces negative. In 
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order that a beam may be in equilibrium, three conditions 
must be fulfilled: 

I. The algebraic sum of all vertical forces = 0. 

Il. The algebraic sum of all horizontal forces = 0. 

Wl. The algebraic sum of the moments of all forces 
about any point = 0. 

Since the loads act downwards and the reactions upwards, 
the first condition states that the sum of all the loads must 
equal the sum of the reactions of the supports. 

EXAMPLE.—Let &, be the reaction of the left support, 7. the reac- 


tion of the right support, and the distance between the two supports 
14 feet. Suppose that loads of 50, 80, 100, 70, and 30 pounds are placed 


Komo 
de 


Scale 1-160 1b. 


FIG. 326. 
on the beam at distances from the left support equal to 2, 5, 8, 10, and 
124 feet, respectively. Required the reactions of the supports, neg- 
lecting the weight of the beam. See Fig. 326. 
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SoLuTIoN.—The reactions may be found graphically by resolving 
the resultant of the weights (which, in this case, acts vertically down- 
wards) into two parallel components, passing through the points 
of support. The sum of the reactions is equal to the sum of the com- 
ponents, but the two sums have different signs. Draw the beam to 
some convenient scale, and locate the loads as shown in the figure. 
Draw the force diagram, making O 1=50 Ib., 1-2=80 Ib., etc., O & 
representing the force polygon. 

Choose a point 4 on the line of action of the force F,, and draw the 
equilibrium polygon a 6c def g a; a band/ g intersect at f, the 
point through which the resultant R must pass. Draw P + parallel to 
@ g,and O x will be the reaction (= component) Aj, and x 4 the reac- 
tion Ry. Measuring O rand x5 to the same scale used to draw O 5, 
we find R, = 161 lb., and R,=169 lb. By calculation, R, = 160.4 Ib., 
and #, = 169.6 1b. This shows that the graphical method is accurate 
enough for all practical purposes. The larger the scale used, the more 
accurate will be the results. 


The reactions and forces acting upwards will always be 
considered as positive, or +, and the downward weights as 
negative, or —. It is plain that the first condition of 
equilibrium is satisfied when the sum of the positive forces 
and reactions is equal to the sum of the negative forces, 


THE VERTICAL SHEAR. 


1381. In Fig. 326, imagine that part of the beam at a 
minute distance to the left of a vertical line passing through 
the point of support A, to be acted upon by the reaction R,= 
160 pounds, and that part to the right of the line to be acted 
upon by the equal downward force due to the load. The two 
forces acting in opposite directions tend to shear the beam. 

Suppose the line had been situated at the point marked 3 
instead of at A; the reaction upwards would then be partly 
counterbalanced by the 50-pound weight, and the total 
reaction at this point would be 160—50=110 pounds. 
Since the upward reaction must equal the downward load at 
the same point, the downward force at 3 also equals 110 
pounds, and the shear at this point is 110 pounds. At the 
point 6, or any point between 4 and 8, the downward force 
due to the weight at the left is 50-++ 80 = 130 pounds, and 
the upward reaction is 160 pounds. The resultant shear is 
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therefore, 160 —130= 30 pounds. At any point between 
8 and 10, the shear is 160 — (50 + 80 =- 100) = — 70 pounds. 
The negative sign means nothing more than that the weights 
exceed the reaction of the left-hand support. 

The vertical shear equals the reaction of the left-hand 
support, minus all the loads on the beam to the left of the point 
considered. 

For a simple beam, the greatest positive shear is at the 
left-hand support, and the greatest negative shear is at the 
right-hand support, and both shears are equal to the reactions 
at those points. ; 


1382. The vertical shear may be represented graphi- 


FIG, 827. 


cally, as shown in Fig. 327, which is Fig. 326 repeated. 
Draw the force diagram, continue the lines of action of R, and 
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R, downwards and make O’ 4’ = O 6. Through + draw the 
horizontal line x 2’, called the shear axis. The vertical 
shear is the same for any point between A and 2 and= Ov 
= O' x" =160; hence, draw O'/ parallel to x 2’, and any 
ordinate measured from + x’ to O' h, between O' and h= 
160 pounds = the vertical shear at any point between O’ and 
Awhen O!h=A2. Through J, draw 1# and project the 
points 2 and J uponit, in gand & Then, the length of the 
ordinate between + x’ and 7 #= the vertical shear between 
#and 4. Inthesame way, find the remaining points JZ, ™, etc. 
The broken line O' #7_._¢ is called the shear line; 
and the figure O'’A7_WHFSESeer st x' x" is called the shear 
diagram. To find the shear at any point, as 11, project 
the point upon the shear axis and measure the ordinate to 
the shear line, drawn through the projected point. If the 
ordinate is measured from the shear axis upwards, the ver- 
tical shear is positive; if downwards, it is negative. For the 
point 11, the vertical shear = —140 lb. The maximum 
negative vertical shear is —170lb.=2't=-2 5. The 
greatest shear, whether positive or negative, is the one 
which the beam must be designed to withstand. 


1383. A beam seldom fails through shearing, but 
generally breaks by reason of the load bending and breaking 
it; that is, through flexure. In order to design a beam to 
resist flexure, the greatest (maximum) bending moment 
must be known. 

The bending moment at any point of a beam ts the alge- 
bratc sum of the moments of all of the forces (the reaction 
included) acting upon the bean, on either side of that point, 
the point being considered as the center of moments. 

The expression ‘‘algebraic sum” refers to the fact that, 
when considering the forces acting at the left of the point 
taken, the moments of all the forces acting upwards are 
considered positive, and the moments of all the forces acting 
downwards are considered negative. Hence, the algebraic 
sum is the moment of the left reaction about the given point, 
minus the sum of the moments about the same point of all 


C. I1,—12 


’ 
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the downward forces between the reaction and the given 
point. Should there be any force or forces acting upwards, 
their moments must be added, since they are positive. If 
the forces on the right of the point are considered, all lever 
arms are negative, distances to the left of the point being +, 
to the right, — (see Art. 1371). Hence, the downward 
forces give positive moments, and the right reaction gives a 
negative moment. This is as it should be, for the downward 
forces on the right and the upward forces on the left tend 
to rotate the beam in the direction of the hands of a watch, 
while the downward forces on the left and the upward forces 
on the right tend to rotate the beam in the opposite direction. 


1384. To find the bending moment for any point of a 
beam, as 7 in Fig. 327, by the graphical method, draw the 
vertical line 7-7’ through the point. Let y= that part of 
the line included between a g and ac / g of the equilibrium 
polygon (= verticalintercept). Then, YH xX y = the bending 
moment. A, of course, =the pole distance=P uw. ~ For 
any other point on the beam, the bending moment is found 
in the same manner—i. e., by drawing a vertical line through 
the point and measuring that part of it included between 
’ the upper and lower lines of the equilibrium polygon. The 
scale to which the intercept y is measured is the same as that 
used in drawing the length A B of the beam. The pole 
distance /7 is measured to the same scaleas O85. In the 
present case, y = 2.05 feet, and H = 349 pounds; hence, the 
bending moment for the point 7 is 7 v= 349 X 2.05 = 715.45 
foot-pounds. 


Nortr.—The expression ‘‘foot-pounds,” used in stating the value of 
a moment, must not be confounded with foot-pounds of work. The 
former means simply that a force has been multiplied by a distance, 
while the latter means that a resistance has been overcome through a 
distance. In expressing the value of a moment, the force is usually 
measured in pounds or tons, and the distance in inches or feet; hence, 
the moment may be inch-pounds or inch-tons and foot-pounds or foot- 
tons. Unless otherwise stated, the bending moment will always be 
expressed in inch-pounds, the length of the beam being always 
eed Ek in inches, and, consequently, also the length of the inter- 
cept y. 


1385. If expressed in inch-pounds, the value of the 
moment just found is 715.45 x 12 = 8,585.4 inch-pounds. 
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It will be noticed that after the force diagram and equilib- 
rium polygon have been drawn the value of the bending 
moment depends solely upon the value of y, since the length 
Pu= fT is fixed. At the points a and g, directly under the 
points of support of the beam, y =0; hence, for these two 
points, bending moment = Hy = H x (0 = 0: that is, for any 
simple beam, the bending moment at either support is zero. 
The greatest value for the bending moment will evidently be 
at the point 8, since @ 8’ is the longest vertical line which 
can be included between a gandac/ g. 

The figure acegais called the diagram of bending 
moments. 


1386. Consider now the case of asimple beam uniformly 
loaded. Let the distance between the supports in Fig. 328 
be 12 feet, and let the total load uniformly distributed over 
the beam be 216 pounds. Divide the load into a convenient 
number of equal parts, the more the better, say 12, in this 
case. The load which each part represents is 216 + 12 = 18 
pounds. For convenience, lay off O C on the vertical 
through the left-hand support, equal to 216 pounds to the 
scale chosen, and divide it into 12 equal parts, O a, a 4, etc.; 
each part will represent 18 pounds to the same scale. 
Choose a pole /, and draw the rays P O, Pa, Pd, etc. 
Through the points d, ¢, etc., the centers of gravity of the 
equal subdivisions of the load, draw the verticals d J, ¢ 8, 
J 4, etc., intersecting the horizontals through O, a, J, etc., 
in J, 3, 6, etc. Draw O 1, 1-2, 2-8, 8-4, 4-6, etc., and the 
broken line thus found will be the shear line. In drawing 
the shear line for a uniform load in this manner, it is assumed 
that each part of the total load is concentrated at its center 
of gravity, or, in other words, that a force equal to each 
small load (18 1b.) acts upon the beam at each of the points 
cba f vet, 

Construct the diagram of bending moments in the ordi- 
nary manner by drawing gz parallel to PO, 7 & parallel to 
Pa, etc. Draw PWM parallel to gh, and Mq horizontal; 
M q is the shear axis. When the load is uniform and the 
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work has been done correctly, O M7 should equal JZ C—that 
is, the reactions of the two supports are equal. 


1387. The shear line is not a broken line in reality, as 
shown, since the load is distributed evenly over the entire 
beam, and not divided into small loads concentrated at d, ¢, /, 
etc., as was assumed. The points J, 3, etc., are evidently 


"Seale of forces 12120 1d. 
ane Scale of distance 124". 


FIG. 828. 


too high, and the points 2, 4, etc., too low. To find the 
real shear line, bisect the lines 1-2, 3-4, etc., locating the 
pomts (6, 7, 6, ett. Trace, a dine through Geen. 
Geiss ok _V, and it will be the real shear line. For all cases of 
a uniform load, the shear line will be straight and may be 
drawn from O to J directly. 

The diagram of bending moments is also not quite exact, 
but may be corrected by tracing a curve through the points 
g and h, which shall be tangent to gz, 7, &/, etc., at their 
middle points, as shown in the figure. 
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1388. To find the maximum bending moment for any 
beam having two supports, draw a vertical line through 7, 
where the shear line cuts the shear axis, and the intercept, 
s$¢=y, on the diagram of bending moments, will be the 
greatest value of y, and, consequently, the greatest bending 
moment = // X y. Inthe present example, HW = Pu= 247.5 
pounds and maximum, y = s ¢= 15.72 inches; hence, the 
maximum bending moment = Hy = 247.5 x 15.72 = 3,890.7 
inch-pounds. The above is true, no matter how the beam 
may be loaded. In Fig. 327, the shear line cuts the shear 
axis at z, and d@ 8’, on the vertical through ¢, was shown 
previously to be the maximum intercept. 


1389. If there is a uniform load on the beam and one 
or more concentrated loads, as in Fig. 329, the method of 
finding the moment diagram and shear line is similar to that 
used in the last case. In Fig. 329, let the length A B of the 
beam be 15 feet; the uniformly distributed load 180 pounds, 
with two concentrated loads, one of 24 pounds, 5 feet from 
A, and the other of 30 pounds, 11 feet from A. Draw the 
beam and loads as shown, the length of the beam and the 
distances of the weights from A being drawntoscale. Divide 
the uniform load into a convenient number of equal parts, 
say 10 in this case; each part will then represent 18° = 18 
pounds. Draw A OC,as usual, and lay off 3 of the 18-pound 
subdivisions from O downwards; then lay off 24 pounds, to 
represent the first weight. Lay off four more of the equal 
subdivisions, and then the 30-pound weight. Finally, lay 
off the remaining three equal subdivisions, the point C being 
the end of the last 18-pound subdivision. O C should then 
equal 180 + 24+ 30 = 234 pounds to the scale to which the 
weights were laid off. It will be noticed in the above that 
the equal subdivisions of the load were laid off on O C until 
that one was reached on which the concentrated loads rested, 
and that the concentrated loads were laid off before the 
equal subdivision on which the concentrated load rested was 
laid off. Had one of the concentrated loads been to the 
right of the center of gravity of the subdivision on which it 
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rests, the weight of the subdivision would have been laid off 
first. Locate the centers of gravity of the equal subdivisions 
and draw the verticals through them as in the previous case. 
Choose a pole P, draw the rays, the diagram of bending 
moments, and the shear axis J/ g, as previously described. 
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To find the maximum bending moment, the shear line 
must be drawn and its intersection with the shear axis 
determined. 

The weight of the uniform load per foot of length’ is 
482 =12 lb. The weight of that part between 4 and the 
center of the 24-lb. weight is 12xX5=60 lb. Lay off 
O 1=60 lb. and draw 1-2 horizontal, cutting the vertical 
through the center of the 24-Ib. weight in 2. Draw O2and 
it will be a part of the shear line. Lay off 2-8 vertically 
downwards, equal to 24 ib., locating the point 3. Lay off 
O 4 equal to 12 x 11+ 24 = 156 lb., and draw the horizontal 
4-5, cutting the vertical through the center of the 30-Ib. 
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weight in 5. Join 3 and 5 by the straight line 3-5. Lay off 
5-6 vertically downwards equal to 30 1b. Draw the horizon- 
tal CN, intersecting the vertical 2 g Nin N and join 6 and 
NV by the straight line 6 VN. The broken line O 2-3-5-6 N is 
the shear line and cuts the shear axis in the point 7. Draw- 
ing the vertical 7 4 a, through 7, it intersects the moment 
diagram in a and 0; hence, a 2 isthe maximum y. For this 

case, the maximum feadieg moment =// x y =3800 X 18.36 
= 5,508 in.-lb. 

It is better, in ordinary practice, to choose the pole Pon a 
line perpendicular to O C and at some distance from O C 
easily measured with the scale used to lay off O C. Thus, 
suppose O C to be laid off to a scale of 1” =60 1b. At some 
convenient point, as JZ, on O C, draw a perpendicular line 
and choose a point on this line whose distance from O C 
shall be easily measurable, say 34’. Then, H is known to 
be exactly 60 X 3}= 210 Ib. and will not have to be meas- 
ured when finding the bending moment / y. 


1390. If the student has familiarized himself with the 
method of constructing the shear and moment diagrams for 
concentrated loads, he will find no difficulty in understanding 
the preceding operations, which may be condensed into the 
following 


Rule.—Dwide the beam into an even number of parts (the 
greater the better), and the uniform load into half as many. 
Consider the divisions of the load as concentrated loads 
applied, alternately, at the various points of division of the 
beam (the ends included); that ts, the first point of division 
(the support) carries no load, the next one does, the following 
one does not, etc. Then proceed as in the ordinary case of 
concentrated loads. - 

EXxAMPLr.—Find the reactions of the supports, the maximum bend- 
ing moments, and the maximum vertical shear of the beam shown in 
Fig. 330, which has one overhanging end. 

SoLuTIon.—Draw O C'and the force diagram in the usual manner. 
Construct the bottom curve of the moment diagram in the same man- 
ner as in the preceding cases. The side de is parallel to P4; ehis 
parallel to PC, and cuts the vertical through the right reaction in Z 
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Join Z and g by the straight line ¢ h, and draw P M parallel to g %. 
Then, OM =‘7 lb. =left reaction and C= 173 lb. = right reaction. 
The shear line is drawn as in the previous cases until the point 7, on 
the vertical 4m, is reached; #2 here denotes the vertical shear for 
any point between the 50-Ib. weight and the right support, and this 
shear is negative. The point # denotes the intersection of the shear 
axis and the vertical through the right support. For any point to the 
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FIG. 330. 


right of 2, between & and /, the vertical shear is positive, and is equal 
to 70 lb.; hence, lay off £g upwards equal to 70 lb., and draw g r 


horizontals The line 05-62)... ee -2gvris the shear line. Measur- 
ing OM, kn, and & g, itis found that O 17 = 17 1lb., nu = — 103 lb., and 
kg ="0 lb.; therefore, 4 2 = — 103 lb. = maximum vertical shear; ¢ 7 


is evidently the maximum y; hence, the maximum bending moment = 
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Hy =PBXcr= 200 X 26" = 5,200 in.-lb. Any value of y measured in 
the polygon gaécdsg is positive, and any value measured in the 
triangle e4s is negative. Consequently, the bending moment for any 
point between s and the vertical, through the center of the 10-lb. 
weight, is negative, since HW x (— y) = — f/y. Inallcases, when design- 
i sli 1 emtrresalF i 

3! >< 3 eed ORS eae, 
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ing beams with overhanging studs, the maximum bending moment, 
whether positive or negative, should be used. In the present case, the 
maximum negative y, or 4/7, is less than the maximum positive y, or 
cz; therefore, the maximum negative bending moment is also less 
than the maximum positive moment. 
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ExAMPLE.—Fig. 331 shows a beam overhanging both supports, 
which carries a uniform load of 15 pounds per foot of length, and has 
five concentrated loads at distances from the supports as marked in 
the figure. Required the reactions of the supports, the maximum 
positive and negative bending moments, and the maximum vertical 
shear. 


SoLuTion.—Construct the force diagram and equilibrium polygon 
in the ordinary manner, continuing the latter to 4 and a, points on the 
verticals passing through the ends of the beam. Draw é6/and ag 
parallel to P Cand PO respectively, intersecting the verticals through 
the points of support inZand g. Join gand 4, and draw P Z parallel 
to gh. Then, OB =588 lb. = Ri, and BC=612 lb. = Ay. Through 
B, draw the shear axis mg. To draw the shear line, proceed as fol- 
lows: The shear for any point to the left of the left support is 
negative, and for any point to the right of the right support is 
positive; between the two supports it is positive or negative, accord- 
ing to the manner of loading, and the point considered. The negative 
shear at the left support = 15 x 6+ 100=190 lb.; hence, lay off Bd 
downwards equal to 1901b. For a point toa minute distance to the 
right of ¢, the shear is 15x 3+100=145 lb. =ef, and for a minute 
distance to the left, it is 15x3=45 lb. =ez; at m, it is 0. Conse- 
quently, #zfdis the shear line between the end of the beam and the 
left support. Lay off O1= &d=190 lb. and draw the shear line 
1-2-3-4.--------m in the usual manner. Draw the shear line 5-6-7 g, 
laying off £5 =15 x 8 + 100 = 220 lb. ; 76 = 100 + 15 X 2 = 1874 lb., and. 
6-7=100 lb. At g, the vertical shear is again 0. The broken line 
mit fad 1-2-38———-- 5-6-7 g is the shear line. The maximum positive 
bending moment is HX y= Pu X s¢=1,000 X 22.5 = 22,500 in.-lb. 
The greatest maximum negative moment is HX (— y) =PuX —ff4= 
1,000 x — 11.6 = — 11,600 in.-lb. It will be noticed that there are two 
negative and one positive maximum bending moments. 


1391. The student should now be able to find the 
bending moment for any beam having but two supports, 
whatever the character of the loading. The bending mo- 
ment plays a very important part in the flexure of beams, 
which is the next subject to be considered. In all cases of 
loading heretofore considered, no other forces than the 
loads themselves have been considered. Should forces act 
upon the beam which are not vertical, the force polygon 
will be no longer a straight line, but a broken line somewhat 
similar in character to O 1-2-3-4-5 in Fig. 321. 
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In Fig. 332 is shown a cantilever beam projecting 10 ft. 
from the wall. It carries a uniform load of 16 pounds per 
foot of length, and a concentrated load of 40 pounds ata 
distance of 34 feet from the wall. The maximum bending 
moment is required. The method is similar to the last, 
except that, as there is but one support, there can be but 
one reaction. Since the beam is 10 feet long, the total 


Scale of forces 12100 lbs 


Scale of distance 143' 
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weight of the uniform load is 16 x 10 = 160 pounds. Hence, 
the reaction = 160 + 40 = 200 pounds. 

Draw O C equal to 200 lb., to some convenient scale. 
Draw P C perpendicular to O C at C and choose the pole P 
at a convenient distance from O C. For convenience, 
divide the uniform load into 10 equal parts, as shown; then, 
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each part will represent 16 1b. Lay off O 1, 1-2, 2-8, each 
equal to 16 lb., and 3-4 equal to 40 lb. Also, 4-5, 5-6, 6-7, 
etc., equal to 16 lb. each. 3 ft. 3 in. = 34 ft., and 16x33 
= 52 lb. Lay off Oa =52 |b., and draw a J, meeting the 
vertical through the center of the weight in 4. Draw O30; 
lay off bc equal to 40 lb. and draw C x. Obcm is the 
shear line. The perpendicular through the point C coincides 
with PC; hence, z P Cis the shear axis. Draw the linegef 
of the moment diagram as in the previous cases. In Fig. 
329, and in the preceding figures, the line g 4 was drawn 
connecting the extreme ends of the bottom line; in other 
words, it joined the points where the equilibrium polygon 
cut the lines of direction of the reactions of the supports. 
This cannot be done in this case, because there is no right 
reaction; therefore, g % must be drawn by means of some 
other property of the polygon. In the previous cases, the 
shear axis was drawn perpendicular to O C at the point 
where a line through the pole P parallel to g 4 cut OC, or, 
in other words, the shear axis was drawn through the point 
which marked the end J/ of the left reaction O JZ. In the 
present case, Fig. 332, the point C is the end of the left 
reaction; hence, f / is parallel to PC, 4gis the maximum 
y, and the bending moment =H y= PCXhg=250 X 45= 
11,250 inch-pounds. 

It will also be noticed that the distance y= g is meas- 
ured from the line “ f upwards, while, for all points between 
the supports in the previous examples, this distance was 
measured downwards. The same observation is true for any 
point between / and /; hence, for a cantilever, all bending 
moments are negative. ; 


1392. All the cases of beams heretofore given might 
have been solved by analytical methods—that is, by alge- 
braic processes and formulas; but the graphical method is 
to be preferred, as it is usually shorter, very nearly as 
accurate, and less liable to error. Moreover, when the dia- 
gram has once been drawn, both the bending moment and 
the shear for any point can be instantly determined. Ex: 
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cept in special cases, the graphical method will be employed 
to determine the maximum bending moment, but in some 
particular cases formulas will be used, by which the result 
can be obtained more quickly than by the graphical method. 


EXAMPLES FOR PRACTICE. 

1. A simple beam 24 feet long carries 4 concentrated loads of 160, 
180, 240, and 120 pounds at distances from the left support of 4, 10, 16, 
and 21 feet, respectively. (a) What are the values of the reactions? 
(4) What is the maximum bending moment in inch-pounds ? 

ree i (a) A; = 3334 lb.; RR. = 866% Ib. 
(4) 28,480 in.-Lb. 

2. A simple beam carries a uniform load of 40 pounds per foot, and 
supports two concentrated loads of 500 and 400 pounds at distances 
from the left support of 5 and 12 feet, respectively. The length of the 
beam is 18 feet. What are (a) the reactions? (4) The maximum bend- 
ing moment in inch-pounds ? om ( (a) R, = 8544 Ib. ; Ry = 7658 Ib. 

(8) 48,846 in.-Ib. 

8. A cantilever projects 10 feet from a wall and carries a uniform 
load of 60 pounds per foot; it also supports three concentrated loads 
of 100, 300, and 500 pounds at distances from the wall of 2, 5, and 9 
feet, respectively. Required, (a) the maximum vertical shear, and (0) 
the maximum bending moment in inch-pounds. 

ce | (a) — 1,500 Ib. 
(2) — 110,400 in.-lb. 

4, A beam which overhangs one support sustains six concentrated 
loads of 160 lb. each at distances from the left support of 4 ft. 9 in., 
7 ft., 9 ft. 6in., 12 ft., 15 ft., and 18 ft. 3in., respectively, the distance 
between the supports being 16 ft. What are (a) thé reactions? (4) The 
maximum bending moment ? Aes. j (@) Ri = 295 Ib.; Aa = 665 Ib. 

(2) 20,460 in.-lb. 

5. A beam which overhangs both supports equally carries a uni- 
form load of 80 pounds per foot, and has a load of 1,000 pounds in the 
middle, the length of the beam being 15 feet, and the distance between 
the supports 8 feet. What is (a) the vertical shear? (4) The maximum 
bending moment ? Age | (a) 820 lb. 

(2) 25,800 in.-lb. 

Norr.—The student may not obtain the exact answers given above, 
but if his results do not differ by more than 1%, he will know that his 
method is right. 


NEUTRAL AXIS. 
1393. In Fig. 333, let Ad & C D represent a cantilever. 


Suppose that a force / acts upon it at its extremity 4. The 
beam will then be bent into the shape shown by A’ BC LD. 
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It is evident from the cut that the upper part A’ B is 
now longer than it was before the force was applied; i.e., 
A' Bis longer than A B. It is also evident that D’ C is 
shorter than DC. Hence, the effect of the force 7 in bend- 
ing the beam is to lengthen the upper fibers and to shorten 


Fic. 383. 


the lower ones. In other words, when a cantilever is bent 
through the action of a load, the upper fibers are in tension 
and the lower fibers in compression. ‘The reverse is the 
case in a simple beam in which the upper fibers are in com- 
pression and the lower fibers in tension. Further consider- 


FIG. 834, 


ation will show that there must be a fiber, SS’, which is 
neither lengthened nor shortened when the beam is bent, 
i.e., S’ S’ = S S". When the beam is straight the fiber 
SS", which is neither lengthened nor shortened when the 
beam is bent, is called the meutral line. There may be 
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any number of neutral lines dependent only on the width of 
the beam. For, let badc, Fig. 333, be a cross-section of 
the beam, Project s upon it ins, Make 6 SiS e-spand 
draw s, s,; then, any line in the beam which touches aS: 
and is parallel to 2 S” is a neutral line. Thus, in Fig. 334, 
S, 5S’, SS, S| S’, etc., are all neutral lines. The line Slo: 
is called rhe neutral axis, and the surface S, S’ S” S i 
called the neutral surface. The neutral axis, then, is abe 
line of intersection of a cross-section with the neutral sur- 
face. It is shown in works on mechanics that the neutral 
axis always passes through the center of gravity of the cross- 
section of the beam. 


1394. Experimental Law.—When a beam ts bent, the 
horizontal elongation (or compression) of any fiber ts directly 
proportional to its distance from the neutral surface, and, 
since the strains are directly proportional to the horizontal 
stresses in each fiber, they are also directly proportional to 
their distances from the neutral surface, provided the elastic 
limit ts not exceeded. 


1395. Suppose the beam to be a rectangular prism, 
then every cross-section will be a rectangle, and the 
neutral axis will pass through the center 0. See Fig. 335. 

Let the perpendicular distance from the neutral axis 
MM N to the outermost fiber be denoted by c, and the 
horizontal unit stress (stress per square inch) at the 
distance c from the axis by S. Ifa is the area of a fiber, 
the stress on the outermost fibers will be aS. The stress 
on a fiber at the distance unity (1 


inch) from WJ is Bat and the stress 


, eAE 
on a fiber at the distance 7, is Dre 


aSr M 
= 1 The moment of this stress 


: MEF 4 
about the axis 71 is 2X 7 es 
2 
asr, — >a 7,. The moment of the FIG. 336. 
c c 
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stress on any other fiber at a distance 7, from MN is 


: SS : SS) 
evidently ats) and for a distance 7,, ae etc. If 


is the number of fibers, the sum J7 of the moments of the 
horizontal stresses on all the fibers is 


(a rptarJ+tar, +. aT ) =2a (rotri+ro+—s )- 


Now, let 7 be a quantity whose square equals the mean of 


retret—— tre 
3 i pee | 3 " . 
the squares.Of 715/75 7.5 = Fae ra 5 : 


and, therefore, 7~-+7,,+7, +——t7,/= "rr. Substituting 


S ‘ : 
above, we get 7 =—xar’. But, since a is the area of one 
C 


fiber, 2a is the area of all the fibers—that is, the area A of 
the cross-section; hence, the sum of the moments of all the 


: S 
horizontal stresses = Za Ar’. 


1396. The expression A 7’, which is found by dividing 
a section into a large number of minute areas (a, a, etc.), 
multiplying each area by the square of its distance from an 
axis (7,7, 7,", 7,°, etc.), and then adding the products thus 
obtained, is called the moment of inertia of the section 
with respect to that axis, and is usually denoted by the 
letteny.sutience, 
fee ay (115.) 
1397. The quantity 7, whose square is the mean of 
the squares of all the distances of the minute areas from the 
axis, is called the radius of gyration. 


1398. The sum-of the moments of all the horizontal 
stresses may then be written as 24 7a = 7 Of-9 = This 
expression is called the resisting moment, since it is the 
measure of the resistance of the beam to bending (and, 
consequently, to breaking) when loaded. The resisting 
moment must equal the bending moment when the beam 
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is in equilibrium; hence, denoting the bending moment 
by 17, 
- 
M = Si (116.) 

1399. The values of J andc depend wholly upon the 
size and form of the cross-section of the beam, and S, is the 
ultimate strength of flexure of the material. 

In Table 29, the average ultimate strength of flexure S, 


is given for a number of different materials. 


TABLE 29. 


Ultimate Strength of 


Material. Flexure in Lb. per Sq. In. 
yy 
EA ood Eat gi a Sa, ieee 38,000 
W teuoit Deon yee ts’ 45,000 
SUL o£ (An pet ee te 120,000 
ideas ero ete. 17,000 
Mia Ree i oe Teo 14,000 
EOI, Bee St fea heh Oise Sk 1,000 
PGS Patltenle whine « Ee 2,000 
Premingk cee Shee 7,200 
Cake WILE. Fo, 5 ie ote Oh 12,500 
Pie ites tv iasisterare o> 9,000 
asia POUOW : dys eats x ws 11,000 
CoG) 6 eae a Sa or 16,000 


1400. Exact values of / for most cross-sections can 
only be determined by the aid of the calculus. The least 
value of / occurs when the axis passes through the center of 
gravity of the cross-section—that is, when /is found with 
reference to the neutral axis. 

The least moments of inertia for a number of different 
sections are given in the Table of Moments of Inertia; also, 
the area of the sections and the values of c. The dotted 
line indicates the position of the neutral axis, about which 
the moment of inertia is taken. 


Cc. IT.—13 


792 STRENGTH OF MATERIALS. 


In the Table of Moments of Inertia, A is the area of the 
section, and z= ratio of the circumference of a circle to its 
diameter = 3.1416. It will be noticed that d is always taken 
vertically. 


1401. To use formula 116, find the bending moment 
in inch-pounds by the graphical method previously described, 
or calculate it by means of the Table of Bending Moments. 
If it is desired to find the size of a beam that will safely 
resist a given bending moment, take S, from Table 29, Art. 
1399, and divide it by the proper factor of safety taken 
from Table 28. Then, formula 116 becomes 


ape (117.) 


age 
Lae Ff: th 
From this = Sew Substituting the values of 1/7, f, and 


4 


S,, the value of af is found. ‘The kind and shape of beam 
having been decided upon, the size can be so proportioned 
that — for the section shall not be less than the value cal- 


culated above. An example will make this clear. 


EXAMPLE.—What should be the size of an ash girder to resist safely 
a bending moment of 28,000 inch-pounds, the cross-section to be rect- 
angular and the load steady ? 


SUE I Mf 


Tues ee 
M = 28,000; from Table 29, Art. 1399, S, = 14,000; from Table 28, 
Art. 1362, f=8. 


SoLUTION.—// = 


ZI 28,000x*8 
eee ct 1d 0 aaa} 
: ba? a 
From the table of Moments of Inertia, 7= a and¢c= > for a 


ba3 2 ba? 
————s —— SS ? — 

1a XqG="s ==46) 20rd 0b. seem, 
number of values of 6 and dcan be found that will satisfy this equa- 
tion. If J is taken as 6 inches, d? = = =16andd= 716=4. Hence, 
the beam may be a 6 X 4, with the short side vertical. When possible, 
it is always better to have the longer side vertical. If 4 is taken as 2 


inches, d@? = 48 and d= 4/48 =" inches, nearly; hence, a 2 x 7 will alse 


rectangle; hence, = a 
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answer the purpose. The advantage of using a 2 x 7 instead of a 6 x 4 
is evident, since the 6 x 4 contains nearly twice as much material as 
the 2x7. Thus, the area of the cross-section of a 6 x 4 is 24 square 
inches, and of a 2 x 7, 14 square inches. Moreover, the 2 x 1, with its 
long side vertical, is slightly stronger than the 6 x 4, with its short 
BSGa 6? 

5 = 16 
for the latter. If the 6 x 4 had its longer side vertical, thus making it 


= 16} for the former, and 


: ; ; i 
side vertical, since — — 
c 


= 24, and the safe bending moment 


SiZ _ 14,000 x 24 
ica 8 

1402. Ifthe breaking bending moment, form and size 
of the cross-section of the beam are known, the ultimate 
strength of flexure S, can be readily found from formula 
116, by substituting the values of JZ, J, and c, and solving 
tors. 

EXAMPLE.—A cast iron bar, 2 inches square, breaks when the maxi- 


mum bending moment = 63,360 inch-pounds; what is its ultimate 
strength of flexure? 


a4 x6, = would then equal zx 


could be increased to JZ = 


= 42,000 in.-lb. 


SoLuTION.—M = Sy =f Of. ae a 


VE =. e= 2 = 1 . 
24 63,360 x1 : 
= a= i? therefore, S,— aracan as 47,520 lb. per sq. in. 


1403. In order to save time in calculating, the bend- 
ing moments for cases of simple loading are given in the 
Table of Bending Moments. W denotes a concentrated 
load, and w the uniform load per inch of length. All 
dimensions are to be taken in inches when using the 
formulas. 

For any other manner of loading than is described in the 
Table of Bending Moments, the maximum bending moment 
must be found by the graphical method. 

ExAMPLE.—A wrought iron cantilever, 6 feet long, carries a uniform 
load of 50 pounds per inch. The cross-section of the beam is an equi- 
lateral triangle, with the vertex downwards; what should be the length 
of a side ? 


2 
SoLuTIon.—// = ae from the Table of eee Moments, == 


sala Ata) Se Sas Sk 129,600 in.-lb. J= _— and c= 3 ae from the Table 
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2 

of Moments of Inertia; hence, 2 a cos S, = 45,000, from Table 29, 
Art. 1399, and f =4, from Table 28, Art. 1362. Therefore, 129,600 

45,000 |, 6a? » _._ 129,600 x 4 x 24 
Ef RE ae S06 
lateral triangle has been specified, 4 can not be given amy convenient 
value in order to find d@ For an equilateral triangle, d= 0 sin 60° = 
.866 4. Hence, 6d?=6 (.866 6)?=.%75 6%. Therefore, 6d?=.75 B= 


276.48 or b= V ss log Se log tO eens or PT, 


= 276.48. Since an equi- 


nearly. 


EXAMPLE.—What weight would be required to break a round steel 
bar 4 inches in diameter, 16 feet long, fixed at both ends and loaded in 
the middle ? 


SoLuTIon.—Use formula 116; J7= a! Here 14 = ee, from 
7 ai a* 
the Table of Bending Moments, Vol. V; S,= 120,000; —= i = 
Cc id 
w a3 Wl_ Wx(16x12)_ 120,000 x 3.1416 x 48 
30° Hence, 8 8 = 35 ,or W= 
120,000 x 3.1416 x 64x 8 __ 
16 X13 x32 = 81,416 lb. 


DEFLECTION OF BEAMS. 


1404. The deflection, or amount of bending, produced 
in a beam by one or more loads is given by certain general 
formulas, whose derivation is too complicated to be given 
here. We shall give the formulas only, illustrating their 
application by examples. 

In the third column of the Table of Bending Moments 
are given expressions for the value of the greatest deflection 
of a beam when loaded as shown in the first column. From 
this it is seen that the deflection s equals a constant (de- 
pending upon the manner of loading the beam and upon the 


condition of the ends—whether fixed or free), multiplied by 
WI 
ET: Let @ represent the constant and s the deflection; 


Wl 
s=a77.  (118.) 
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In the above formula, E = coefficient of elasticity, and is 
to be taken from Table 25, Art. 1356, /= length in inches, 
W = concentrated load in pounds, W' = total uniform load 
in pounds, and / is the moment of inertia about the neutral 
axis; a has values varying from z}, to 4. 

It will be noticed that the deflection is given for only 
nine cases; for any other manner of loading a beam than 
those here given, it is necessary to use the calculus to obtain 
the deflection. 


ExampPLe.—What will be the maximum deflection of a simple 
wooden beam 9 feet long, whose cross-section is an ellipse, having 
axes of 6 inches and 4 inches (short axis vertical), under a concentrated 
load of 1,000 pounds? 

W 78 


SoLtuTiIon.—Use formula 118, s=a-—H. From the Table of 
: EI 
Bending Moments, 


W = 1,000 Ib., 7=9 X12 = 108 in., 


wha? «x6 x4! 
ie 64 ‘ 
9282”, 


a= BR’ 
£ = 1,500,000 and 7= 


1,090 « 108% « 64 +3 
48 < 1,500,000 xk 7 x 6 x 64 


Hence, s = 


1405. The principal use of the formula for deflection 
is to determine by its means the stiffness of a beam or shaft. 
In designing machinery, it frequently occurs that a piece 
may be strong enough to sustain the load with perfect safety, 
but the deflection may be more than circumstances will per- 
mit; in this case, the piece must be made larger than is 
really necessary for mere strength. An example of this 
occurs in the case of locomotive guides, and the upper 
guides of a steam engine when the engine runs under. It 
is obvious that they must be very stiff. In such cases it is 
usual to allow a certain deflection, and then proportion the 
piece so that the deflection shall not exceed the amount 
decided upon. 


EXAMPLE.—The breadth of the guides of a certain locomotive is not 
to exceed 2} inches. Regarding the guides as fixed at both ends, (a) 
what must be their depth to resist a load of 10,000 pounds af the middle ? 
The guides are made of cast iron and are 88 inches long between the 
points of support. (4) What weight would these guides be able to 
support with safety? The deflection must not exceed yy of an inch. 
The cross-section is, of course, rectangular. 
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SoLuTion.—Since the load comes on two guides, each piece must 
support 10,000 + 2=5,000 lb. In the formula, 
i W 7 1 : xe 
ee ee ea h , W=5,000, 7= 38, 
0 * zr’? {99 for t is case 
Oa* P2td* 3 
oar opel aan 6 
5,000 x 889X161 
(2) $ = 7935 15,000,000 x Bd = 200" 
8/ 5,000 x 38% x 16 x 200 _ 4 gan 
192 x 15,000,000 x 3 
(2) To find the weight which these guides could support with safety, 
: Z 
use formula 117, J7= oe in which J7= oe » 5, = 38,000, 7 = 10, 
L_ bd? 24x (444)? _ 50,625 
Cube Olt oh tag 6 1A 
38,000 x 50,625 x 8 
10 x 6,144 x 38 


= 


£ = 15,000,000, and 7= @*. Substituting, 


ond = , nearly, say 444". Ans. 


Substituting, 


W= 


= 6,592 lb. Ans. 


Hence, the beam is over 30% stronger than necessary, the 
extra depth being required for stiffness. 


EXAMPLES FOR PRACTICE. 
1. How much will a simple wooden beam 16 ft. long, 2 in. wide and 
4 in. deep deflect under a load in the middle of 120 1b. ? Ans. 1.106”. 
2. What should be the size of a rectangular yellow pine girder 20 ft. 
long, to sustain a uniformly distributed load of 1,8001b.? Assumea 
factor of safety for a varying stress. ANSS Om NCS re 
3. A hollow cylindrical beam, fixed at both ends, has diameters of 
8in. and10in. If the beam is 80 ft. long and is made of cast iron, (a) 
what steady load will it safely support at 15 ft. from one of the sup- 
ports? (4) What force will be required to rupture the beam if applied 
at this point ? Ane | (a) 8,158 Ib. 
(2) 48,946 Ib. 
4. A simple cylindrical wrought-iron beam, resting upon supports 
24 ft. apart, sustains three concentrated loads of 350 Ib. each, at dis- 
tances from one of the supports of 5, 12, and 19 ft.; what should be the 
diameter of the beam to withstand shocks safely? Ans. 4.71", say 48”. 


5. Find the value of = for a hollow rectangle whose outside dimen- 


sions are 10 in. and 18 in., and inside dimensions are 8 in. and 10 in.; 
(a) when the long side is vertical; (4) when the short side is vertical. 
. | (a) 179.108. 
(4) 131}. 


STRENGTH OF MATERIALS. 79? 


6. What is the deflection of a steel bar 1 in. square and 6 ft. long, 
which supports a load of 100 lb. at the center ? Ans, .31104". 

7. Which will be the stronger, a beam whose cross-section is an 
equilateral triangle, one side measuring 15 in., or one whose cross-sec- 
tion is a square, one side measuring 9in.? Both beams are of the 
same length. Ans. The one having the square cross-section. 

8. A wooden beam of rectangular cross-section sustains a uniform 
load of 50 1b. per foot. If the beam is 8” x 14" and 16 ft. long, how 
much more will it deflect when the short side is vertical than when 
the long side is vertical ? Ans. .055417". 


COMPARISON OF STRENGTH AND STIFFNESS 
OF BEAMS. 
1406. Consider two rectangular beams, loaded in the 
same manner, having the same lengths and bending 
moments, but different breadths and. depths. Then, 


MT = ss =a - (1) and.7 = ges (2). Dividing (1) by 


se 2 See oe = is 
(2), = Tan eae teria = 0d 3)- 

Equation 3 shows that, if both beams have the same 
depth, their strengths will vary directly as their breadths, 
i. e., if the breadths are increased 2, 3, 4, etc., times, their 
strengths will also be increased 2, 3, 4, etc., times. It also 
shows that, if the breadths are the same and the depths are 
increased, the strengths will vary as the square of the depth, 
i. e., if the depths are increased 2, 3, 4, etc., times, the 
strengths will be increased 4, 9, 16, etc., times. Hence, it 
is always best, when possible, to have the long side of a beam 
- vertical. If the bending moments are the same, but the 
weights and lengths are different, 7 = g W/(1) and W=g 
W, 2, (2), when g denotes the fraction 4, 4, etc., according to 
the manner in which the ends are secured, and the manner 


of loading. Dividing (1) by ) a7 Zw Orc dacs 

W, 1, (3). , 7 
Equation 3 shows that if the load W or W, be increased, 

the length / or /, must be decreased; consequently, the 


strength of a beam loaded with a given weight varies in- 
versely as its length, i. e., if the load be increased 2, 3, 4, 


798 STRENGTH OF MATERIALS. 


etc., times, the length must be shortened 2, 3, 4, etc., times, 
the breadth and depth remaining the same. 


EXAMPLE.—If a simple beam, loaded in the middle, has its breadth 
and depth reduced one-half, what proportion of the original load could 
it carry ? 

SOLUTION.—In the preceding paragraphs, it was shown that the 
strength varied as the product of the breadth and the square of the 
depth, or 4,d,>=4X (4)?)=4. Consequently, the beam can support 
only 4 of the original load. Had the breadth remained the same, 
(4)? =4# of the original load could have been supported. Had the 
depth remained the same, ¢ of the original load could have been 
supported. 


ExamPLe.—A beam 10 ft. long, loaded in the middle, has a breadth 
of 4in. and a depth of 6 in. The length is increased to 12 ft., the 
breadth to 6 in., and the depth to 8 in.; how many times the original 
load can it now support ? 


SOLuTION.—The strength varies directly as the product of the 
2 
breadth and square of the depth and inversely as the length, or as : : 
If 4, d, and Z denote the original sizes, the strength of the two beams will 
b,d;> | ba? CXS  AKE- 6x8 so. 
a a , Oras 7, eae Tae 3 = 82 and 


be to each other as 


2 
Bo = 14,4, r= %. Consequently, the beam will support a 


load 23 times as great as the original beam. 


1407. Bya process of reasoning similar to that em- 
ployed above, it can be shown that the maximum deflection 
of a beam varies inversely as the cube of the depth and 
directly as the cube of the length. In other words, if the 
depth be increased 2, 3, 4, etc., times, the deflection will be 
decreased 8, 27, 64, etc., times; and, if the length be in-— 
creased 2, 3, 4, etc., times, the deflection will be increased 
8, 27, 64, etc., times. Hence, if a beam is required to be very 
stiff, the length should be made as short and the depth as 
great as circumstances will permit. 


COLUMNS. 
1408. When apiece ten or more times as longas its least 
diameter or side (in general, its least transverse dimension) 
is subjected to compression, it is calleda column or pillar. 
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The ordinary rules for compression do not apply to columns, 
for the reason that when a long piece is loaded beyond a 
certain amount, it buckles and tends to fail by flexure, © This 
combination of flexure and compression causes the column 
to break under a load considerably less than that required to 
merely crush the material. It is likewise evident that the 
strength of a column is principally dependent upon its di- 
ameter, since that part having the least thickness is the part 
that buckles, or bends. A column free to turn in any direc- 
tion, having a cross-section of 3"X 8’, is not nearly so strong 
as one whose cross-section is4” x 6”. The strength of a very 
long column varies, practically, inversely as the square of 
the length; i. e., if a column dis twice as long as a columna, 
the strength of d= ($)?= 4} the strength of a, the cross- 
sections being equal. 


1409. The conditions of the ends of a column play a 
very important part in deter- , ep 
mining their strength, and must 77 Y 
always be taken into considera- tf 
tion. In Fig. 336, are shown 
three classes of columns. The 
column marked a is used in archi- 
tecture, while the columns simi- 
lar to 6andc are used in bridge 
and machine construction. 
According to theory, which is iil 
confirmed by experiment, a col- 
umn having one end flat and the l/ 
other rounded, like 4, is 24 times FIG. 836. 
as strong as a column having both ends rounded, like c. 
One having both ends flat, like a, is 4 times as strong 
as ¢, which has both ends rounded, the three columns being 
of the same length. If the length ofc be taken as 1, the 
length of 6 may be 14, and that of @ may be 2 for equal 
strength, the cross-sections all being the same; for, since the 
strengths vary inversely as the squares of the lengths, the 


i 
strength of cis to that of bas1: apoae aSt 1)? Saas ut: 
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since 6 is 24—=%times as strong as c, $x {=1, or, the 
length of 4 being 14 times that of c, its strength is the same. 
Similarly, when a is twice as long as c¢ its strength is the 
same. 


1410. Columns like 4 andc do not actually occur in 
practice, an eye being formed at the end of the column and 
a pin inserted, forming what may be termed a hinged end. 
A steam engine connecting-rod is a good example of a col- 
umn having two hinged ends, and a piston rod of a column 
having one end hinged and one end flat. 


1411. There are numerous formulas for calculating the 
_ strength of columns, but the one that gives the most satis- 
factory results for columns of all lengths is the following: 


Ore 

Al \\ 

a ¢ ery ) 
In this formula, W7= load, S,= ultimate strength for 
compression, takenfrom Table 26, Art. 1357, A = area of 
section of a column in square inches, f= factor of safety, 
/= length in inches, g= constant, to be taken from Table 
30, and /=least moment of inertia of the cross-section— 
that is, the moment of inertia about anaxis passing through 
the center of gravity of the cross-section and parallel to the 


longest side. In other words, if the column has a rectangular 


cross-section, whose longer side is dand shorter side d, the least 

; See ae 
moment of inertia is se 
to the long sides 0. The values of g are given in the following 
table: 


W= (119.) 


the axis in this case being parallel 


TABLE 30. 


Nae Both Ends} One End | Both Ends 
: Fixed. Hinged. Hinged. 
LAROETAS Hie uo caret ek eee oe 3, 000 1,690 750 
Casielrin wait. eee eee cen 5,000 2,810 1,250 
Wroughtilront.: 2) 36,000 20,250 9,000 


Graal Peau tee ccc be ae ee 25,000 | 14,060 | 6,250 
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EXAMPLE.—The section of a hollow rectangular cast-iron column 
has the following dimensions (see Table of Moments of Inertia) : 
ad = 8", dy = 6", = 6", and Cx onto, Let the length is 10 feet and the 
ends are fixed, what steady load will the column sustain with safety ? 


SOLUTION.—From the Table of Moments of Inertia, least I = 


8 es 3.53 
Tx(7 58 — d, 6,3)= weet A = 122.5625. 4=bd—b,4=6x8 


12 


— 3.5 X 6= 27 sq. in. S,= 90,000, f= 6, 7= 10 * 12 = 120", and g= 


G 7} OF 9 42 
5,000. -Therefore, W7=——_".000 x27 __ 2,480,000 _ 94 g09 
ie XI) 5. 28h 
5,000 x 122.5685 


Ib., nearly. Ans. 


Had the column been less than 10 P6160 ihe Dat ts 
90,000 x 27 


long, the safe load would have been F = 405,000 
Ib, Had it been twice as long, it would have supported 
a safe load of only alg Ske ; = 114,500 Ib., 
6(14 27 X 240 
d,000 X 122.5625 


nearly. 


1412. In the actual designing of a column, the size of 
the cross-section is not known, but the form (square, round, 
etc.) is known, also the length, material, condition of ends 
and load it is to carry. To find the size of the cross-section, 


substitute 7 in formula 108, for S, and solve for <A, 


obtaining A = 2s Substituting in this equation the values 
of P(= Lys and S,, this gives the value of A for a short 
piece less than 10 times the length of the shortest side, or 
diameter. Assume a value of A somewhat larger than that 
just found, and dimension a cross-section of the form chosen 
so that its area shall equal that assumed. Calculate the 


moment of inertia and substitute the values of IV, A, J, /, 


and ¢ in formula 119, and solve for oi If the result last 


a 


found equals the value of >s taken from Tables 26 and 28, 


I 


the assumed dimensions are correct ; if larger, the assumed 
dimensions must be increased ; if smaller, they should be 
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diminished, and in both cases the value of $+ should 


be recalculated. An example will serve to illustrate the 
process. 


EXAMPLE.—What should be the diameter of a steel piston rod 5 feet 
long, the diameter of the piston being 18 inches and the greatest 
pressure 130 pounds per square inch ? 


SOLUTION.—, for this case = 150,000 Ib. Since the piston rod is 
liable to shocks, a factor of safety of 10 should be used; hence, 3 = 


150,000 15,000 Ib. The load 117 = 18? x .7854 x 130 = 88,081 Ib. 4 


10 
A ae Ai a 
= "5 = 45 000 = 2.2 sq. in., nearly. 


Assume that 8 sq. in. are needed. The diameter of a circle corre- 


sponding to an area of 8 sq. in. is /-rogg = 1.9544" Assume the 


diameter to be 118” — 1.93875; the area will be 1.98752 x .7854 = 
ma@* 3.1416 x (118)! 


2.9483 sq. in. The value of aia aga pow eee 69173. W 
kes. 
eee eget 
(+27) 
Ss Ale a _ 88,0817, 2.9488 x (5 x 12)2 
CUS SEIGR AN 7 (1+4 eo et 14,060 x .69173 ) 


= 23,465 Ib. 


As this value exceeds 15,000 lb., the diameter of the rod must 
be increased. Trying 24" as the diameter, the area is 3.5466 sq. in., 
S? 33,081 
> jf 3.5166 


Te 17,790 lb. This is still too large; hence, trying 


and /= 1.00098. Substituting these values as before 


(1 , 8.5466 X 60° _ 3.5466 x 60? 

14,060 x 1.00098 
24", the area = 8.976 sq. in. J=1.258 and 
F = Son (1+ _ 3.976 X 60? _ 

3.976 14,060 x 1.258 

Consequently, the diameter should be 2h". 


= 15,052 Ib. 


EXAMPLES FOR PRACTICE. 


1. What safe steady load will a hollow cylindrical cast-iron column 
support, which is 14 feet long, outside diameter 10 inches, inside diam- 
eter 8 inches, and which has flat ends: ? Ans, 278,500 Ib. 
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2. A hollow wooden column having a square cross-section is to 
support a steady load of 15,155 pounds. If the thickness of the side is 
1} inches, length of column 20 feet, and the ends flat, what should be 
the length of the sides of the cross-section, outside and inside ? 

Ans. Outside, 9"; inside, 6". 

3. Suppose a wrought-iron connecting-rod to have a rectangular 
cross-section of uniform size throughout its length. If the diameter 
of the steam cylinder is 40 inches, steam pressure 110 pounds per square 
inch, and the length of the rod is 12} feet, what should be the dimen- 
sions of the cross-section of the rod? Ans 54" 59% 


1413. The preceding method for determining the 
dimensions of the cross-section, when the load and length 
are given, is perfectly general, and can, therefore, be used 
in every case. It is, however, somewhat long and cumber- 
some. For the special cases of square, circular, and rect- 
angular columns, the following formulas may be applied, if 
preferred. They seem complicated, but, when substitu- 
tions are made for the quantities given, the formulas will 
be found of relatively easy application. 

For square columns, the side ¢ of the square is given by 
the formula 


iat sab WH(WH , 122 -) 
oe paeckils S, (7E+ ZY. 20) 
For circular columns, the diameter d of the circle is given 
by the formula 


3188 7/3188 Wf. 167 
d= 1.4142 et = Z( = fy ; ). (121.) 


For rectangular columns, assume the shorter dimension 
(depth =d@). Then the longer dimension (breadth = 0) is 
given by the formula . 


12 2? 
ws (t avera) (122.) 
es 
Should the dimensions given by the last formula be too 
much out of proportion, a new value may be assumed for d, 
and a new value found for 4, 
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EXAMPLE.—Required the section of a square timber pillar to stand 
a steady load of 20 tons, the length of the column being 30 feet, and 
its ends both flat. 

SotuTion.—Here Sz = 8,000 lb., f=8, ¢ = 38,000, W = 40,000 Ib., 
7= 30 X 12=360in. These values, substituted in formula 120, give 


25¢8,000 > 8,000 \4x<8,000 ~ 8,000 


BYTE 
= V7 20-4 4/10 (10 + 


= 720 + 421,136 = 4/20 + 145.35 
= 165.35 = 12.90 = 124", nearly, or say 13”. 


EXAMPLE.—Let it be required to solve the problem worked out by 
the general method in Art. 1412. 

SOLUTION.—Here S, = 150,000 lb., “= 10, ¢ = 14,060, W7 = 33,000 Ib., 
nearly, and7=5 X12—=—60in. From these data we have 


8188 f _ .3183 x 33,000 X 10.8183 x 11 


nen 4 40,000 x 8 40,000 x 8 (40,000 x 8 12 x 860° 


Se a 150,000 re 5 = . 1008, 
162? 16x 60? 8 x 360 __ 
cru 7th os a ee 


Then, formula 121, 
d = 1.4142 /.7008 + 4/-7008 x 4.7970 


= 1.4142 4/.7008 + 4/3.3593 — 1.4142 4/.7008 + 1.8328 
= 1.4142 x 1.5916 — 2.25 = 22", 


as found by the general or trial method. 


The student may apply formula 122 to the solution of 
example 3 in the preceding article. 


TORSION AND SHAFTS. 


1414. When a force is applied to a beam in such a 
manner that it tends to twist it, the stress thus produced is 
termed torsion. In Fig. 337, dc represents a beam fixed at 
one end; a load W is applied at the end of a lever arm 0H, 
which twists the beam. If a Straight line ¢ 6 is drawn 
parallel to the axis before the load is applied, it will be 
found, after the weight WV has been hung from z, that the 
line ¢ 6 will take a position ca, forming a spiral. If the load 
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does not strain the material beyond its elastic limit, ¢ a 
will return to its original position c 8 when W is removed. 
It will also be found that the angles ac b and aod are 
directly proportional to the loads 


Fic. 337. 


Torsion manifests itself in the case of rotating shafts. 
Instead of one end being fixed, as in the previous case, the 
reisistance which the shaft has to overcome takes the place 
of the force which before was necessary for fixing one end. 
Should the shaft be too small, the resistance will overcome 
the strength of the material and rupture it. 


1415. The angle ao 4, which may be called the angle 
of twist, plays an important part in the designing of shafts. 
For all solid shafts below 11 inches in diameter, the - 
following formula may be used: 


4 
d=cYPr=cV~, (123) 


in which d= diameter of round shaft or the’side of a square 
shaft in inches; ¢ = constant from Table 31; P= force or 
weight applied to the end of the lever arm, in pounds; 
x = length of lever arm in inches, from center of shaft to 
point of application of P; c,= constant from same table; 
H =horsepower transmitted, and V=number of revolu- 
tions per minute. 
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TABLE 31. 
C Ce 
Material. 
Round. Square. Round. Square. 
Wrourhtel rons...) ot Bates 4.92 4.31 
Castellon ceri ea oe .353 .309 5.59 4.89 
SuCGl py ewes 6 one Ose 297 26 4.7 4.11 


EXAMPLE.—What should be the diameter of a wrought-iron crank 
shaft for a 16" x 20" steam engine, if the greatest steam pressure is to 
be 90 lb. per sq. in.? (Assume that the entire steam pressure is trans- 
mitted through the crank-pin at some point of the stroke). 

SoLuTIoN.—Total pressure on piston = 16? x .7854 « 90 = 18,095.616, 


say 18,000 lb, = Pin formula 123. r= = = 10". Therefore, 


d=c WV Pr = .31V18,000 x 10 = 6.385". 
A 6§" shaft would be sufficiently large. 


EXAMPLE.—What horsepower could be safely transmitted by a 7- 
inch cast iron square shaft making 80 revolutions per minute? 


SOLUTION.—Formula 123 gives, d=¢, (/ if on Na* == 80 x 
IV Be 4.894 
= 835.93, say 336 horsepower. 


1416. If the diameter of a wrought-iron shaft is 
greater than 12.4 inches, of a cast-iron shaft greater than 
10.3 inches, or of a steel shaft greater than 13.6 inches, the 
following formula should be used: 


dV Pr=8,Vs, ° (124) 


kand &, being taken from Table 32. If the shaft is hollow 
(round), either of the two following formulas may be used: 


ea 
ie (9), (125.) 

; a d,*—d;! 

Sip H= q, w(S 5), (126.) 


| d,and d, being the outside and inside diameters respectively 
and g and g, constants to be taken from Table 32. 
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TABLE 32. 

Material. k Ay q Ni 
Wrought Iron....... .0909 3.62 1,335 0212 
Castmronerre . see .1145 4.56 669 .0106 
Gee en ee .0828_ | * 3.3 1,767 | .028 


EXAMPLE.— What horsepower can be safely transmitted by a hollow 
wrought-iron shaft making 60 revolutions per minute, and whose 
diameters are 9} and 12inches? 

SOLUTION. — 


Ho, v(=*) = .0212 x 60 (F* 


3 ) = 1,334.65 H.P, 


EXAMPLES FOR PRACTICE. 
1. What should be the diameter of a steel shaft to transmit 500 


horsepower at 200 revolutions per minute ? Ans. 5.91", say 548”, 
2. How many horsepower will an 8" round wrought-iron shaft 
transmit with safety, running at 150 R. P. M.? Ans. 1,048.5 H.P. 


3. A hollow cast-iron shaft has an outside diameter of 10 inches and 
an inside diameter of 6 inches; at what speed should it be run to trans- 
mit 750 horsepower ? Ans. 81.29 R. P. M. 

4. A wrought-iron shaft 4 inches square runs at 110 revolutions per 
minute; what horsepower will it safely transmit ? Ans. 81.6 H.P. 

5. What should be the diameter of a wrought-iron shaft to transmit 


6,000 horsepower at 100 revolutions per minute ? 
: -Ans, 14.172", say 14,8". 


ROPES. 

1417. The strength of hemp and manila ropes varies 
greatly, depending not so much upon the material and area 
of cross-section as upon the method of manufacture and the 
amount of twisting. 

Hemp ropes are about 25% to 30% stronger hart manila 
ropes or tarred hemp ropes. Ropes laid with tar wear bet- 
ter than those laid without tar, but their strength and flexi- 
bility are greatly reduced. For most purposes, the follow- 
ing formula may be used for the safe working load of any of 
the three ropes mentioned above: 


deat 100.62. (127.) 
C, II.—14 
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in which P= working load in pounds and C = circumference 
of rope in inches. This formula gives a factor of safety of 
from 74 for manila or tarred hemp rope to about 11 for 
best three strand hemp rope. When excessive wear is likely 
to occur, it is better to make the circumference of the rope 
considerably larger than that given by the formula. 


1418. Wire rope is made by twisting a number of 
wires (usually 19) together into a strand and then twisting 
several strands (usually 7) together to form the rope. It is 
very much stronger than hemp rope, and may be much 
smaller in size to carry the same load. 

For iron wire rope of 7 strands, 19 wires to the strand, 
the following formula may be used, the letters having the 
same meaning as in formula 127: 


P=600C.. (128.) 


Steel wire ropes should be made of the best quality of 
steel wire; when so made they are superior to the best iron 
wire ropes. If made from an inferior quality of steel wire, 
the ropes are not as good as the better class of iron wire 
ropes. When substituting steel for iron ropes, the object in 
view should be to gain an increase of wear rather than to 
reduce the size. The following formula may be used in 
computing the size or working strength of the best steel 
wire rope, 7 strands, 19 wires to the strand: 


P= 1,000; G" (129.) 
Formulas 128 and 1 2Q are based en a factor of safety of 6. 


1419. When using ropes for the purpose of raising 
loads to a considerable height, the weight of the rope itself 
must also be considered and added to the load. The weight 
of the rope per running foot, for different sizes, may be 
obtained from the manufacturer’s catalogue. 


EXAMPLE.—What should be the allowable working load of an iron 


wire rope whose circumference is 6% inches? Weight of rope not to 
be considered. 


SOLUTION.—Using formula 128, 
P = 600 x (63)? = 27,887.5 Ib, 
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ExamPLE.—The working load, including weight, of a hemp rope is 
to be 900 pounds; what should be its circumference ? 

SOLUTION.—Using formula 127, 

cay F Baw 
100 

1420. In measuring ropes, the circumference is used 
instead of the diameter, because the ropes are not round 
and the circumference is not equal to 3.1416 times the 
diameter. For three strands the circumference is about 
2.86 d, for seven strands about 3 d, d being the diameter. 


CHAINS. 

1421. The size of a chain is always specified by giving 
the diameter of the iron from which the link is made. The 
two kinds of chain most gener- 
ally used are the open link 
chain and the stud link chain. 
The former is shown by (a), 
Fig. 338, and the latter by (0). 
The stud prevents the two sides 
of a link from coming together 
when under a heavy pull, and 
thus strengthens the chain. 

It is a good practice to anneal 
old chains which have become 
brittle by overstraining. This 
renders them less liable to snap 
from sudden jerks. The anneal- (4) 
ing process reduces their tensile FIG. 838. 
strength, but increases their toughness and ductility, two qual- 
ities which are sometimes more important than mere strength. 


Let P= safe load in pounds; 
d@ = diameter of link in inches. 
Then, for open link chains, made from a good quality of 
wrought iron, 


P= 12000 2*, (130.) 
and, for stud link chains, 
P=.18,000 27. (131.) 
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EXAMPLE.—What load will be safely sustained by a 2-inch open link 
chain ? 
SoLuTion.—Using formula 130, 
P =12,00C 2? = 12,000 x ($)? = 6,750 Ib. 
EXAMPLE.—What must be the diameter of a stud link chain to carry 
a load of 28,125 pounds ? 
SoLuTIon.—Using formula 131, P= 18,000 d%. Hence, 


er? 28,125 P 
—_ 78,000 = 78,000 Sigh. 

14212. The statement in the last sentence of Art. 
1358 may be modified in practice to include pieces whose 
lengths are not greater than ¢ez times their least transverse 
dimensions, without material error. Although the stress is 
pure compression only for pieces whose lengths do not exceed 
jive times their least transverse dimensions, the results 
obtained by formula 119 agree so closely with those ob- 
tained by formula 110, when the length does not exceed 
ten times the least transverse dimension, that the latter 
may be used in all such cases. When the length is greater 


than ten times the least transverse dimension, the piece 
becomes a column, and formula 119 must be used. 
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1422. A machine is an assemblage of moving parts 
together with a supporting frame so arranged as to utilize 
some external source of energy for the purpose of doing 
work. 

In the operation of machinery, motion and force are com- 
municated to one of the moving parts, and transmitted to 
the part where the work is done. During the transmission, 
both the motion and force are modified in direction and 
amount, so as to be rendered suitable for the purpose to 
which they are to be applied. 

The moving parts are arranged to have certain definite 
motions relative to each other, the effect of which is to com- 
pel the piece where the work is done to have the required 
motion. The nature of these movements is independent of 
the amount of force transmitted; in other words, in a model 
of a machine, operated by hand, the relative motions of the 
parts will be precisely the same as in the machine itself, 
although, in the latter case, a great amount of power may 
be transmitted and much work done. 


1423. Kinematics is that branch of Applied Mechan- 
ics which treats of the motions of the parts of a machine, 
without regard to the forces acting. 


1424. The dynamics of machinery is that branch 
which treats of the forces acting in the operation of 
machinery. The dynamics of machinery depends upon the 
subject of Kinematics, since every change in force in a 
machine is the result of a change in motion. ‘Thus, in the 
steam engine, if the motion of the piston be transmitted and 
modified so as to cause the periphery of the fly-wheel to 
move eight times as fast as the piston, the force exerted 
upon the belt would be only one-eighth of the steam pressure 
upon the piston. 
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In what follows, Kinematics will be treated of mainly, 
though in some cases the forces acting will be considered. 


1425. Mechanism is a term applied to three or more 
parts of a machine, so combined that the motion of the first 
compels the motion of the other movable parts, according to 
the law depending upon the nature of the combination. 

The terms mechanical movement and mechanical motion are 
often used as having the same meaning as mechanism. A 
machine is made up of a number of mechanisms. 


1426. Driver and Follower.—That piece of a mech- 
anism which causes motion is called the driwer, and the 
one whose motion is effected is called the follower. In the 
case of belt or toothed gearing, the follower is often called 
the driven wheel. 


1427. Right-handed rotation is rotation in the 
direction of the motion of the hands of a watch. Left- 
handed rotation is in the opposite direction Looking at 
a rotating pulley from one side, its rotation would be right- 
handed, if itturned in the same direction as the hands of a 
watch, held and looked at by the observer. Viewing the 
pulley from the other side, its rotation would be left-handed. 


1428. Cycle of Motions.—When a mechanism is set 
in motion, and its parts go through a series of movements, 
which are repeated over and over in the same order, each 
series is called a cycle of motions. 


1429. Velocity ratio is a term used to signify the 
comparative velocities of two pieces. Thus, if two gear 
wheels are so proportioned that one turns three times as 
fast as the other, their velocity ratio would be 3 or 4, accord- 


ing as the more rapidly revolving gear was mentioned first 
or last, 


LINK MECHANISMS. 

1430. A bar, or other rigid body, connecting two ele- 
ments or parts of a mechanism, is termed a link. In the 
steam engine, the crank and connecting-rod are links, and 
the engine frame may be considered to be a third or closing 
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link, one end of which supports the crank-shaft, the other 
end being slotted to guide the cross-head. 

Links have special names, according to the machine or 
location in which they are used. Thus, a link which 
vibrates about a point is called a beam, rocker, or lever, 
and one which turns completely around a point is called a 
erank. A link connecting with an oscillating, or rotating, 
link is called by various names, as connecting-rod, crank- 
rod, pitman, eccentric-rod, coupling-rod, parallel- 
rod, etc. In practice, the word ‘‘link” is applied mainly 
to slotted links, such as the link in ‘‘Stephenson’s link 
motion.” 

In what follows, when speaking of the length of a link, 
the distance be- 
tween centers will 
be understood, or 
the distance JA, in A 
Fig. 339. FIG. 339, 


1431. The center line of motion of any mechanism 
is a straight line so drawn as to represent the general or 
mean direction in which one or more of the parts move. 
When the motion of the parts is not in a straight line, their 
deviation occurs equally on each side of this center line. 
Thus, in the steam engine, the center line of motion runs 
from the center of the cylinder to the center of the shaft, 
the connecting-rod vibrating equally on each side of the line. 


1432. Levers.—Levers are used in mechanisms to 
guide a moving point, as the end of a moving rod, or to 
transfer motion from one line to another. There are three 
cases: (I) Levers whose lines of motion are parallel; (II) 
levers whose lines of motion intersect, and (III) levers 
having arms whose center lines do not lie in the same plane. 

In proportioning levers, the following points should in 
general be observed. ‘They apply to all three cases just 
mentioned: 

(1.) When in mid position, the center lines of the arms 
should be perpendicular to the lines along which they give 
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or take their motions, so that the lever will vibrate equally 
each way. 

(2.) Ifavibrating link is connected to the lever, its point 
of attachment should be so located as to move equally on 
each side of the center line of motion of the link. 

(3.) The lengths of the lever arms must be proportional 
to the distances through which they are to vibrate. 

1433. Case I.—Reversing Levers.—An example of 
a lever which illustrates the foregoing principles is shown 
in Fig, 840. The crank & S is the driver, and gives a 


Y. G 
led = Kam 
Gar MUU: 
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motion along the center line A B, which is transferred by 
the lever E to the line CD. The lever vibrates equally 
each way about its fulcrum or center QO, as indicated by the 
linesc 6 and da. When in mid position, its center line 
£ H is perpendicular to the lines of motion C D and A B. 
The horizontal distances traversed by points & and ZH, re- 
spectively, are proportional to the arms E O and HT O, or 
Veeee CeO ee vibrating link E XK connects 
the point # with the rod XK D, which is constrained to move 
in a straight line by the guide G, and in accordance with 
principle 2, the lever is so proportioned that point & will be 
as far above the center line of motion CD, when in mid 
position, as it will be below it in the two extreme positions: 
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that is, points c and dare as far below the line as point £ is 
above it. 

At the bottom of the lever, where the rod A R connects 
with the crank, the same principle holds, point #7 being as 
far below the line A Z# as points a and 8 are above it. 

Frequently, the distance between the center lines CD and 
A Bis given, and the extent of the motion along these lines, 
from which to proportion the lever. A correct solution to 
this problem is troublesome by calculation, because it is not 
known at the start how far above and below their respective 
lines of motion the points & and H should be. 


1434 It may 5 
easily be done graph- 
ically, however, as 
shown in Fig. 341. 
Draw the center lines 
of motion CD and 
A B and a center line 
S T perpendicular to 
them. Draw W/E par- 
allel to S Tat a dis- 
tance from it equal to 
4 Y, or half the stroke 
along C D; also, the 
parallel line H J, on 
the other side of S 7, 
and ata distance from H 
it equal to $_X, or half , 
the stroke along A B.” N 
Connect points J7 and 
IV by a straight line; 
where this line inter- Fic. 341. 
sects S 7, as at O, will be the center or fulcrum of the lever. 
With O asa center, find by trial the radius of an arc which 
will cut S 7 as far below the line A B as it does H WN above 
this line, or so that the distance m will equal the distance zz. 
As an aid in determining the correct radius, describe an arc 
cutting S 7, with O as a center and a radius ON. The 
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distance 2 will be a little more than 4 72 
straight line through points 7 and 0. 
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Now, draw a 
The part included 


between H WN and ME determines the length of the lever. 
In this case, the length of the shorter arm is equal to O £, 


and of the longer arm, O H. 


1435. 
same construction applied 
to a lever in which the 
center O is at one end of 
them lever his” lever 
does not reverse the mo- 
tion like the previous one, 
since when the motion 
along A & is to the right 
or left, the motion along 
C Dwill be in the same 
direction. The figure is 
lettered like the preceding 
one, so that the construc- 
tion will be easily under- 
stood. 


1436. 


\_ A 
= 
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Non-Reversing Levers.—Fig. 342 shows the 
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Itis often desirable that a lever mechanism shall 


reproduce upon a greater or 
smaller scale, along one line, the 
exact motion that occurs along 
another line; that is, that every 
change in the rate of the motion 
along one line shall reproduce a 
corresponding change along the 
other line. Figs. 343 and 344 
illustrate three indicator-reduc- 
ing motionsthat accomplish this. 

In Fig. 343 the lower end of 
the lever attaches to the cross- 


B head of the engine through the 


swinging link H R. The indi- 
cator string is fastened to the 


bar C D, which receives its motion from the lever through 
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the link Z X, and slides through the guides G, G, in a direc. 
tion parallel to the line of motion A B of the cross-head. 
In order that the bar C D shall have the same kind of motion 


as the cross-head, it is only necessary that the links F K 
and H/ R shall be proportional to their respective lever arms; 
iio weak OL Ae Kk. ~The pins must beso placed 
that the connecting links will be parallel; if parallel at one 
point of the stroke, they will be so at all points. . 


1437. Itisto be observed that the pins O, K, and RF are 
in one straight line, and, in general, it may be said that any 
arrangement of the lever which will keep these three pins ina 
straight line for all points of the stroke will be a correct one. 
In Fig. 344 are two such arrangements. In the first, the 
pins K and Aare fast to the slide and cross-head, respectively, 
and slide in slotsin the lever. In the second, they are fast to 
the lever, the slots being in the cross-head and slide. In 
both, the pins K and X are in a straight line with the pin O 
during the whole stroke. 


1438. Case II.—Bell-Crank Levers.—Levers whose 
lines of motion intersect are termed bell-crank levers. 
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In Fig. 345, suppose the angle C A B, made by the lines 


of motion, to be given, and that the motion along A B is to 
be twice that along 4d C. Drawe d parallel to A C at any 


D 
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convenient distance from 4 C. Drawad parallel to A B 
and at a distance from A B equal to twice the distance of 
cdfrom AC. Through the intersection of these two lines 
and the apex A of the angle, draw the line A / Then the 
center O of the bell-crank may be taken at any point on 
A F suited to the design of the machine. Having chosen 
point O, draw the perpendiculars O Z and O fT, which will 
be the center lines of the lever arms. 


1439. In Fig. 346 a construction is shown that may be 
employed when the two lines C D and A B do not intersect 


Fic. 347, 


within the limits of the drawing. In Fig. 347 the same con- 
struction is applied to a non-reversing lever, in which the 
center O falls outside of the lines A Zand CD. The figures 
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are lettered alike, and the following explanation applies 
to either: Draw ¢ d parallel to C D, and a 6 parallel to 
A B, as before, so that the distance of cd from CDas: 
tance of a 6 from A B=amount of motion along C D: 
amount of motion along 
AB. Again, draw lines 
ghand ef in exactly the 
same way, but taking care 
to get their distances from 
G D and A 6 dierent 
from those of the lines just 
drawn. Thus, ifc dshould 
be six inches from C D, 
make g # some other dis- 
tance, as four inches, or 
eight inches, and then 

. draw e f ata proportion- 
ate distance from A B. Through the intersections of a 6 
with c d, and of e f with g 4, draw the line J F, which 
will be the line of centers for the fulcrum O. 


1440. Case IlI.—Levers falling under this case 
are usually bell-crank levers, with their arms separated by 
along hub, so as to le in different planes. They introduce 
no new principle. See Fig. 348. 


1441. Crank and Connecting-Rod.—Fig. 349 isa 
diagram of the crank mechanism used in steam engines, 
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power pumps, etc. dA C represents the stroke of the cross- 
head, O the center of the crank-shaft, and a a,c d,the path 
described by the crank-pin, called the crank-pin circle. 
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In the crank motion, the relative positions of the cross- 
head and crank-pin vary at every point of the stroke. This 
irregularity, which has an important influence in the design 
of steam-engine valve gears, may readily be observed by 
plotting a few points of the motion. Having drawn the 
crank-pin circle and the center line of motion A c, set the 
compasses to a radius equal to the length of the connecting- 
rod, which, in this case, is three times the length of the 
crank, or 3 X Oa. Witha asa center, strike an arc 
at A, and with c asa center, an arc at C. A C equals . 
the length of the stroke of the cross-head, 4 and C being 
the extreme positions of the stroke. The corresponding 
positions @ and ¢ of the crank-pin are known as the dead 
points or dead centers, because the crank can not be 
started at these points by a direct pressure on the con- 
necting-rod. 

With some point near a on the crank-pin circle, as 4, for a 
center, and with the same radius as before, strike arc B on 
the stroke line. Mark point ¢ on the crank-pin circle, so 
that arc e c= ba; withe asa center, and with the same 
radius, strike arc &. It will be seen that the distance EF o 
is less than A B, which shows that the relative motion during 
the first half stroke is different from that during the second 
half. The reason for this is that one-half the crank-pin 
circle curves towards the cross-head, and the other half away 
from it. 

The greatest irregularity occurs when the crank is in its 
middle positions, or at points d,andd,. With either point 
as a center, strike an arc, as before, which will fall at LIS 
distance equal to JZ D from the mid-stroke position of the 
cross-head. Suppose, the crank to turn in the direction of 
the arrow, the cross-head will have passed mid position JZ, 
when the crank-pin reaches its middle point at d,; on the 
return stroke the reverse will be true, the crank-pin reach- 
ing point d@, before the cross-head reaches 7 Hence, 
during the forward stroke, the cross-head moves ahead of 
the crank; on the return stroke, the cross-head lags behind 
the crank. 
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The common way of plotting the motion is as follows: 
Take for example, the point d,. With d, as a center, strike 
the arc at D, as before; with Das a center and same radius, 
describe arc d,d,. Od, is the displacement of the cross- 
head from mid stroke. Point / was obtained in the same 
way by increasing the length of the connecting-rod to fd, 
showing that the longer the connecting-rod, the less the 
irregularity. 


1442. Crank and Slotted Cross-Head.—lf the con- 
- necting-rod in Fig. 349 be increased to a very great length, 
an arc drawn through d,, corresponding to the arcs d, @,, and 
d, f, would be nearly a straight line coinciding with ad, O,; 
and the horizontal movement of the crank-pin would, there- 
fore, be practically the same as that of the cross-head. If 
the connecting-rod were increased to an zzfinzte length, the 
two movements would be exactly the same. Fig. 350 shows 


the crank and slotted cross-head mechanism by which this 


G 
— ae 


is accomplished. Consider the crank O Bas the driver. 
The crank-pin 4 is a working fit in the block R which is 
arranged to slide in the slotted link Z. Therods Fand H 
are rigidly attached to the link, and are compelled to move 
in a straight line by the guides G, G’. As the crank 
revolves, the rods / and H are given a horizontal motion 
exactly equal to the horizontal motion of the pin Z. 

This mechanism is often applied to steam pumps, where 
one of the rods, as /, is the steam piston rod, and the other 
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is the plunger rod. A fly-wheel is driven by means of the 
slotted link and crank, and its kinetic energy makes it pos- 
sible to cut off the steam before the end of the stroke. 
Without the fly-wheel full steam pressure must be carried 
throughout the stroke. 


1443. In Fig. 350, if the crank rotates uniformly, the 
motion of the sliding rods is said to be harmonic, and the 
mechanism itself is often called the harmonic-motion 
mechanism. Harmonic motion may be defined as the 
motion executed by the foot of a perpendicular let fall on 
the diameter of a circle from a point moving with uniform 
velocity along the circumference. 


1444. Slow-Motion Mechanism.—A_ mechanism 
consisting of two connected levers, or of a crank and lever, 
can be proportioned to produce a slow motion of one of the 
levers. 

Such a combination is shown in Fig. 351, where two levers, 
A and 8, are arranged to turn on fixed centers, and are 
connected by the rod &. Lever A is actuated by the handle 
f7, secured to the same shaft. If Hand lever A be turned 
left-handed, lever B will turn right-handed, but with a 
decreasing velocity, which will become zero when the lever 
A reaches position A, in line with the rod, which will then 
be in position RX, Any further motion of A will cause B to 
return towards its first position, its motion being slow at 
first and then faster. The mechanism, it will be observed, 
is proportioned contrary to the principles stated in Art. 
1432, and produces a motion that is variable, but very 
powerful. 

To obtain the greatest advantage, the lever B should be 
so placed that it will occupy a position perpendicular to the 
link RX at the instant when A and Rare inline. To lay out 
the motion, therefore, supposing the positions of the centers 
and lengths of the levers to be known, describe arc 4 a about 
the center O, with a radius equal to the length of lever B. 
Through C, the center of lever A, draw the line M7 NV tan- 
gent to the arc just drawn. and A must then be in line 
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along the line J7 NV, and lever B must be perpendicular to 
it when in position &, Generally, there will be a certain 
required amount of movement for lever 4. To secure this, 
draw £& in its extreme left-hand position; then with C as a 


center, and a radius equal to the length of 4, strike the arc 


= oe 
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ade. Set the compasses to length a d, and from 0 as a center 
strike an arc cutting the arc cd. Cc will be the second 
position of lever A. 

In the above combination, if the parts were proportioned 
to allow A to rotate like a crank, R and A would come into 
line twice during each revolution. 

This mechanism has been used to operate platen printing 
presses, where oscillation of the handle H moves the platen 
to and from the type, through the lever B. It is also used 
to operate the exhaust valves in Corliss engines, in a manner 
which will be explained later. 


1445. The toggle-joint, shown in Fig. 352, is a modi- 
fication of the foregoing mechanism, and is much used in 
presses, punching and shearing machinery, etc. It consists 
of the two links O R and CR, point O being fixed and point 
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C constrained to move in a horizontal line. A considerable 
movement of point X produces a very small movement in C, 


Fic. 352. 
and consequently a pressure /, applied at R,can be made 
to produce a powerful pressure, or thrust, in a direction 
opposite to that of the arrow P. 


THE FORCES ACTING IN LINK MECHANISMS. 

1446. In order to understand how the forces act in a 
link mechanism, it will be necessary to again refer to the 
subject of moments, which is treated of in Elementary 
Mechanics. 

The moment of a force about any point ts the product 
of the magnitude of the force and the perpendicular distance 
Srom the point to the line of action of the force. 

The tendency of a force to rotate a body about a point is 
measured by the moment of the force about that point. For 
example, let the crank C, in Fig. 353, be 
pivoted at O, and suppose a force P to act 
upon the crank-pin in the direction shown, 
Then, if the perpendicular distance from 
O to the line of action of the force be OA, 
the moment of the force tending to rotate 
the icrank+ about .O-1s Px O A; «Tf ‘the 
force be stated in pounds and the perpendic- 
ular distance in inches, the product will 
be in ¢uch-pounds, if the perpendicular distance be given in 
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feet, the product will be in foot-pounds. These expres- 
sions, however, bear no relation to foot-pounds of work, and 
the student must avoid confusing the two. 

In the case of a shaft having a pulley, gear, crank, or lever 
attached to it upon which a force acts tending to cause 
rotation of the shaft, the moment of the force is generally 
called the twisting moment. 


1447. If two or more forces in one plane act upon a 
body, and are in equilibrium, then the sum of the moments 
which tend to turn the body in one direction about a point ts 
equal to the sum of the moments of the forces which tend to 
turn the body in the opposite direction about the same point. 
Or, to state the principle more concisely, the opposing mo- 
ments about the point are equal, This is called the prinei- 
ple of moments. 

In the crank and connecting-rod mechanism, shown in 
outline in Fig. 354, the tendency of the force P to cause 


r 
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rotation of the crank about point O may be determined by 
resolving this force into two forces, one of which acts along 
the connecting-rod in the direction of the arrow, and which 
we will call P’, and the other of which acts in a direction 
perpendicular to the guides. Draw O e perpendicular to 
C’ & produced; then, assuming the parts to be stationary 
for the instant, so that the effects of inertia may be neglected, 
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the twisting moment=P’x Oc. A simpler method, how- 
ever, is the following: Let the force P act in the direction 
of the line O C. From O draw O A perpendicular to 
O C, and note the point d@ where it intersects the center 
line of the connecting-rod, or of the center line produced. 
Then, it can be proved that the twisting moment about O 
due to the force Pis Px O d. 

If a belt pulley B is attached to the shaft, the force P 
will be resisted by the pull F of the belt; and, by the przn- 
ciple of moments, x Or= Px O d; whence, 


iiss.) 


EXAMPLE.—In a power pump, if a belt pull of 120 pounds is exerted 
upon the rim of the driving pulley, 24 inches in diameter, and the 
crank is in such a position that the distance Od (Fig. 854) = 2 inches, 
what is the water pressure per square inch upon the pump plunger, if 
its diameter is 4 inches ? 

SoLUTION..—Radius of pulley =12"=Or7. From’ formula 132, 

Ee} 
et 12 
720 + 12.57 = 57.28 lb. per sq. in. Ans. 


, whence P=720 Ib. Area of piston = 12.57 sq, in. 


1448. A drawing in which the arms, rods, and links of 
a mechanism are indicated by their center lines only is called 
a skeleton diagram. 

Fig. 355 is a skeleton 
diagram of the motion 
shown in Fig. 351, the 
different parts being in 
the same position. Draw 
the line C s perpendic- 
ular to dc, and suppose a 
force / to act at the end 
of-the lever Ch. By 
the principle of moments, 
the pull along 4c would then be such that / x Ch = pull 
On nex.G sor 


F 


FIG. 3855. 


LL xe h 
Pull on bc = yor we (133.) 
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The force necessary to balance the pull on 6c would be 
supplied by the resistance to motion by whatever force 
might be applied to the shaft O or the lever 6 O, and would 
be felt at the point J. If it were desired to find the twist- 
ing moment about the point O, we would multiply the pull 
on &c by the perpendicular distance O e. 

EXaMPLe.—In Fig. 355, if = 25 Ib., Ch=2ft., Cs=;",andOce= 
83", (2) what would be the pull at 4? (é) What is the twisting moment 
about O? 


SoLuTIon.—(a) Pull = = 25 «x 24x 10 = 6,000 Ib. Ans. 


25 X 24 
to 
() Twisting moment = 6,000 x 3 = 18,000 inch-pounds. Ans. 


1449. We will now consider the forces acting in the 
toggle-joint, In Fig. 356, let a pressure / be exerted upon 


FIG. 856. 

the handle in a direction at right angles to O r. The twist- 
ing moment about O is / x O 7, and the case becomes ex- 
actly similar to that of the connecting-rod crank, O & corre- 
sponding to the crank and C to the cross-head. From OQ 
erect the perpendicular which intersects the center line of the 
link CR, extended, at @ Then, as before, XeO @ = fox 
Or, It will here be more convenient to have the formula 
in terms of P. Hence, 


LOOT 
ae area (134.) 
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The same formula applies when the force F acts as in Fig. 
352. Drawing the line O + perpendicular to the line of 


action of /, we have the twisting moment / x O ¢ resisted 
bye? x Od. 


1450. When the two links O Rand R Care equal in 
length, the height % of the point R above a straight line 
drawn through points O and C will equal} Od, Hence, 
for equal links, formula 134 may be written, 


_ tee? 
Oras 8 ee 


ExampLe.—In Fig. 18, if Or =30’, Od =6", and F=100 Ib., what 
thrust would be produced by the block C ? 
100 x 380 
6 


(135.) 


SOLUTION.—P = = 5001b. Ans. 


EXAMPLES FOR PRACTICE. 


1. In Fig. 355, let F= 250 lb., Ch=2 ft., Cs =2in., and 30=10 
in. If, in this position, the lever 4O is perpendicular to 4c, what force 
would have to be exerted at a point midway between 4 and QO, in order 
to resist the force /? Ans. 6,000 Ib. 

2. Ifthe piston of an engine is 6 inches in diameter and the steam 
pressure 45 lb. per sq. in., what would be the tangential pressure at 
point 7, in Fig. 354, when the crank is in such a position that Od= 
3 in., the length of the crank being 8 in. ? Ans. 477.18 Ib. 

3. What thrust would be exerted by the block C, in Fig. 356, if the 
force / were to act in a vertical instead of a slanting direction? Take 
/= 100 lb., Or = 60 in., Od=1 in., and distance of point + above the 
line. O' C= 8:in. , Ans. 5,946} lb., nearly. 


QUICK-RETURN MOTIONS. 


1451. Quick-return motions are used in shapers, slot- 
ters and other machines, where all the useful work is done 
during the stroke of a reciprocating piece in one direction. 
During the working stroke the tool must move at a suitable 
cutting speed, while on the return stroke, when no work is 
performed, it is desirable that it should travel as rapidly as 
possible. 


Vibrating-Link Motion.—The mechanism shown in 
Fig. 357 has been applied to shaping machines operating on 
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metal. Motion is received from the pinion P, which drives 
the gear G. The pin dis fast to the gear, and pivoted to it 
is the block 2, which is fitted to the slot of the link C D. 
As the gear rotates, the pin describes the circle db e dc, the 
block sliding in the slot of the link C D, causing C D to oscil- 


| FIG. 857, 

late about the point D, as indicated by the line C C’ in the 
figure. The rod Z connects the upper end of the link with 
the tool slide, or ‘‘ram,” R, which, therefore, oscillates with 


rhe but is constrained by guides (not shown) to move in a 
Straight, horizontal line. 
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During the cutting stroke, the pin J travels over the arc 
dc b, or around the greater arc included between the points 
of tangency of the center lines C’ Dand C D. During the 
return stroke the pin passes over the shorter arc 6 ¢ a, 
and as the wheel G revolves with a uniform velocity, the 
lines of the forward and return strokes will be to each 
other as the length of the arc dc dis to the length of the 
arc bed. The throw of the slotted link and the travel of 
the tool can be varied by the screw s, which moves the 
block B to and from the center of the gear. The rod Te. 
instead of vibrating equally above and below a center line 
of motion, is so arranged that the force moving the ram 
during the cutting stroke will always be downwards, caus- 
ing it to rest firmly on the guide. 


1452. To lay out the motion, proceed as follows: Draw 
the center line S 7, Fig. 358, and parallel toit the line m2, 
the distance between the two being equal to one-half the 
longest stroke of the tool. About O, which is assumed to be 
the center of the gear, describe the circle 4 d¢ with a radius 
equal to the distance from the center of G to 6 (Fig. 357) 
when set for the longest stroke. Divide the circum- 
ference of the circle into an upper and lower arc, extending 
equally on each side of the center line, and having the same 
ratio as the forward and backward strokes. In this case 
the return is 2 to 1, and the circle is divided into three equal 
parts, as shown at 4, d, and c, thus making the arc d 6 equal 
to one-half dc 6. Draw the radial lines O } and O d. 
Through 6 draw C D, perpendicular to O 4; the point D, 
where it intersects S 7, will be the fulcrum, and the point C, 
where it intersects 7 2, the upper end of the slotted lever. 
Through C draw the horizontal line C C’, making C’ Z equal 
to C £. Draw C’ DP, which should be tangent to the circle 
at d, thus giving the other extreme position of the lever. 
It is to be observed that for a quick return of 2 to 1, the only 
~ condition is that lines C D and C' D shall be perpendicular 
to O 6 and O d, respectively; points C and Dand the length 
of radius O 6 can be varied considerably. 
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1453. To plot the motion, draw the center line of 
motion Rk Z through the point at which the connecting-rod 
attaches to the tool slide. Divide the circle dc 0 into a 
number of equal parts, as 7, 2, 3, etc., and from D draw 
lines through these points, extending to the arc C’ C. 
Number the points of division on the circle, and give corre- 
sponding numbers to the points of intersection on the arc C’ C. 
With these last points as centers, and with a radius equal to 
the length of the connecting-rod Z, in Fig. 357, strike arcs 


Fic. 358. T 

cutting the line R Z, and number these intersections so that 
they will correspond to the other points. In Fig. 358, sup- 
posing the gear to turn with a uniform motion, the tool slide 
will move along XZ from point 1 to 2 during the first -, of a 
revolution; during the next 4, revolution, from point 2 to 8, 
etc., on the forward stroke. On the return stroke, from 
point 9 to 10, 11, 12, and 1, the motion is much less uniform. 

Another point about this motion is that, as the radius O38 
is diminished to shorten the stroke. the return becomes less 
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rapid, as can be seen from the dotted lines in the figure, 
which show the radius O 4 shortened to O o', and the corre- 
sponding position of C D. 


1454. Whitworth Quick-Return Motion.—This 
mechanism is shown in principle in Fig. 359. The pin 4, 
inserted in the side of the gear G, gives motion to the slotted 
link C D, as in the vibrating link motion. This motion 
closely resembles the previous one, the difference being that 
the center J, of the slotted link, lies w7thin the circle described 
by the pin 4, while in the previous case it lies without it. 
To accomplish this result, a pin P is provided for the gear 
to turn upon, and is made large enqugh to include another 
pin D, placed eccentrically within it, which acts as the center 
for C D. With this arrangement, the slotted link follows 
the crank-pin during the complete revolution, instead of 


FIG. 359, 


vibrating, and thus becomes a crank. The stroke line RZ 
passes through the center of D, which is below the center of 
P. The forward, or working, stroke occurs while the crank. 
pin & passes over the arc d¢ g, and the quick return occurs 
while it travels over the arc ged, During each of these 
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intervals, the link C D completes a half revolution, and, con- 
sequently, must move more rapidly, while the crank-pin 
describes the shorter arc. 


1455. To proportion the motion, it is only necessary to 
so locate the stroke line R LZ that it will divide the crank-pin 
circle dc ge into two parts, dc g and ge d, in the propor- 
tions of the forward and return strokes. The point D, where 
this line cuts the center line S 7, is the position for the 


center of the slotted crank. The motion is plotted as in 
Fig. 860. Divide the crank-pin circle d¢ g ¢ into a number 


FIG. 360. 


of equal parts. From D, the center of the slotted crank, 
draw radial lines through these points to the outer circle, 
which represents the path of pin C (Fig. 359), using the latter 
points of intersections as centers, and with a radius equal to 
the length of the connecting-rod, strike off points on the 
stroke line, which will show the movement of the tool for 
equal amounts of rotation of the driving gear. 


1456. Fig. 361 shows the mechanism as practically 
constructed. The gear G is driven with a uniform velocity, 
in the direction of the arrow, by the pinion H. It rotates 
upon the large pin P (which is a part of the frame of the 
machine), and carries the pin 4 which turns in the block 
and is capable of sliding in a radial slot in the piece B, as 
clearly shown in the sectional view. This piece B is sup- 
ported by the shaft ), which turns in a bearing extending 
through the lower part of the large pin. R Z, drawn through 
the center of D, is the line of motion of the tool slide. The 
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connecting-rod, actuating the tool slide, is pivoted to the 
stud C, which is clamped to piece B. The parts are lettered 


FIG. 361. 


as in the two previous cuts, and the student should be able 
to study out the working of the mechanism without further 
explanation. 


1457. The Adjustment of the Stroke.—The radial 
slot 7, in Fig. 361, to which the connecting-rod is attached, 
provides for the adjustment of the /ength of the stroke, and 
if the point of attachment of the rod to the tool slide is also 
made adjustable, the position of the stroke, as well as its 
length, can be changed. Thus, in the case of a shaping 
machine, it is not only desirable to regulate the dstance 
passed over by the tool, but to have the stroke extend exactly 
toa certain point. ‘These two adjustments are often required 
in mechanism where reciprocating pieces are employed. 


OTHER LINKAGES. 

1458. The universal joint, shown in Fig. 362, is 
used to connect two shafts, the center lines of which are in 
the same plane, but make an angle with one another. It is 
generally constructed in the following manner: Forks F, F 
are fastened to the ends of the shafts A and Z, and have 
burrs a, a tapped out to receive the studs S,.S. The ends of 
these studs are turned cylindrical, and are a working fit, in 
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corresponding bearings in the ring Xk. The details of con- 
struction may be seen in the right-hand part of this figure. 


neds 


FIG. 362. 


In heavy machinery the forks are forged and welded to the 
shafts. 


1459. An objection to the universal joint is that the 
motion transmitted is not uniform. During one revolution 
the speed of the driven shaft varies twice between a velocity 
that is greater, and one that is lessthan the velocity of the 
driving shaft, and between these points there are four posi- 
tions where the velocity of the two shafts is the same. 
Suppose the driving shaft to revolve uniformly; the /east 
speed of the driven shaft will be equal to the speed of the 
driving shaft, multiplied by the cosine of the angle between 
the two axes produced (the angle in Fig. 362). The greatest 
speed will be equal to the speed of the driver, multiplied by 

1 
CO a 
lutions per minute, and the angle between them is 30°, the 
least speed of the driven shaft will momentarily be at the rate 
of 100 x cos 30°= 100 X .86603 = 86.6 revolutions per minute, 

10 ry 2200 
cos 80° .86603 


Thus, if the shafts revolve at the rate of 100 revo- 


and the greatest speed, = 115.47 revolutions 


per minute. 


1460. To obviate this trouble, which brings excessive 
wear and stresses on the working parts, the double univer- 
sal joint is used, as shown in Fig. 363. Let A and B be 
the two shafts to be connected. Draw their center lines, 
intersecting ato, and bisect the angle A o d by the line ao. 
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The center line ¢ f of the connecting shaft D must now be 
drawn perpendicular to a o, Care must be taken that the 
forks on the interme- 
diate shaft lie in the 
Same plane. Thus 
constructed, a uni- 
form motion of J will 
give a varying mo- 
tion to D, which in 
turn will transmit to 
B the same motion 
as that of A. This 
arrangement is often Fic. 363. 

employed to connect parallel shafts, as would be the case in 
the figure if 0 dtook the direction s# In such a case, it 
makes no difference what angle is made by e¢ f, except 
that, if the joints are expected to wear well, it should not 
be too great. 


1461. Watt's Parallel Motion.—A parallel mo- 
tion, more properly called a straight-line motion, is a 
link mechanism designed to guide a reciprocating piece, as 
a piston rod, in a straight line. In the early days of the 
steam engine, parallel motions were extensively used to guide 
the pump and piston rods, but are now seldom met with, 
except on steam-engine indicators, where they are employed 
to give a straight-line motion to the pencil. Very few par- 
allel motions produce an absolutely straight line, and it is 
customary to design them so that the middle and two 
extreme positions of the guided point will be in line. The 
best known motion is the one shown in Fig. 364, which was 
invented by James Watt, in 1784. The links A Band C D 
vibrate on their fixed centers 4 and D. The other ends, B 
and C, are connected by the link C B, which has the point 
O so chosen that it will pass through three points, OO 
and Q,, in the straight line S S perpendicular to the links 
C Dand A B&B when in their middle positions. When the 
point O is at the upper extremity of its motion at O,, the 
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linkage assumes the position A B, C, D; at the lower extrem- 
ity it assumes the position A B, C, D. 


1462. Having given the length O, O, of the stroke, 
and O, the middle position of the guided point, the center 
of one lever as A, and the perpendicular distance between 
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the levers when in mid position, the motion may be laid out 
as follows: Let S S be the path of the guided point, O its 
middle position, A the given center, and A B and C D indefi- 
nite parallel lines, representing the middle positions of the 
levers. From m, where A B intersects SS, lay off upon 
SS the distance m a, equal to } of the stroke. Join A with 
a and draw an indefinite line a 2, perpendicular to A a. The 
point B, where a B intersects line A B, is the right-hand 
extremity of lever 4 B, and the lower extremity of link CB. 
The point Cis obtained by drawing an indefinite line through 
Band O; where it intersects the line C D will be the point. 
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To find center D lay off x =} stroke; connect C and 8, 
and from 6 draw an indefinite line perpendicular to C 4; the 
center will be at its intersection with C D. 

If the positions of both centers should be known, mark 
points a and Jas before. Draw A aand dD, and through 
6 and a draw perpendiculars to these lines; the points B and 
C, where they intersect the center lines of the levers, are the 
extremities of these levers. Join 2 and C by the link B C, 
and the point O, where the center line of this link cuts the 
line of motion a is the position of the suidied point O on 
the link B C. 


CAMS. 


1463. A cam is a turning or sliding piece, which, by 
the shape of its curved edge, or a groove in its surface, 
imparts a variable or intermittent motion to a roller, lever, 
rod, or other moving part. 


1464. General Case.—Fig. 365 represents the general 
case fora plate cam. The cam C is supposed to turn ina 
right-handed direction about the axis 4, and to transmit a 
variable motion through the roller A, and the lever Z, to the 
rod R. The lever swings on the axis 0,, the roller moving 
up or down on the arc 0 to 6, as the cam revolves. The 
roller is held in contact with the cam by its own weight and 
that of the lever and the rod. 

Suppose the location of the cam shaft 2 and the rod R 
to be known, and that the cam is to revolve uniformly right- 
handed and impart motion to the rod, so that during the 
first half of every revolution it will move uniformly down- 
wards, during the next quarter turn it will remain stationary, 
and during the last quarter it will return to its former posi- 
tion with a uniform motion. 


1465. In order to determine the outline of the cam 
upon which the circumference of the roller bears, it is neces- 
sary to find an outline which will give the center of the roller 
the required motion. Then, by placing the point of the 


C. II.—16 
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compasses at different places on this outline, and striking 
arcs inside of it, with radii equal to the radius of the roller, 
the curve for the actual cam can be drawn, the curves being 
tangent to the arcs, and parallel to the first outline. 

In this case, the roller A moves in an arc directly over 
the center of &. Knowing the distance the rod RF is to 
move, we must so choose the point 0, and the throw of the 
cam, that is, the distance that 4 is to move, that (see figure) 
the movement of A will be to the movement of 4 as 7 is toa. 

Now, with 0, as a center and a radius equal toa, describe 
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the arc 0-3-6, in which the center of the roller is to move, 
and mark the highest and lowest points 0 and 6 of the roller. 
The lower point should not be near enough the shaft to 
allow the roller to strike the hub of the cam. 


1466. It evidently makes no difference with the rela- 
tive motions of the cam and roller whether the cam turns 
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right-handed, and the lever remains with its axis at 0,, or 
whether the cam is assumed to be stationary, and the lever 
and roller move /eft-handed in a circle about the center B. 
This latter process will be adopted. 

With & as the center, draw a circle through 0, and space 
it into a number of equal parts, say 12, and number the 
divisions around to the left. Now, assume the lever to move 
around the axis / in a left-handed direction. It will take 
positions 0,-1, 0,-2, 0,-3, etc. Hence, using these several 
points on the outer circle as centers, and with radii equal to 
a, the length of the lever, describe a series of arcs corres- 
ponding to the original arc 0-3-6. Number these arcs J, 2, 3, 
etc., to correspond with the numbers on the outer circle. 

During the first half-turn of the cam, or, what is the same 
thing, while the lever is moving from its position at 0, to 0, 
on the outer circle, the center of the roller must move uni- 
formly from its outer to its inner position. Hence, draw 
the chord of the original arc 0-3-6, and divide it into six 
equal parts, numbering them towards the center as shown. 
Then, with 2 asa center, describe an arc through point J, 
intersecting arc No. / in point 1,. Now, sweep arcs through 
the other points, getting 2,, 3,, 4,, etc., which are all points 
in the curve of the cam outline, for the center of the roller. 
From 0, to 0, (on the original circle), the center of the roller 
remains at a constant distance from 4; hence, 6 and 9 must 
be connected by a circulararc. From 0, to 0,, the points 
are found as before by dividing the chord 0-6 into three 
equal parts and numbering them as shown, the numbers 
running outwards. 

The final steps are to draw the cam outline for the center 
of the roller through points 1,, 2,, 3,, 4,, etc.; then, draw the 
outline for the cam itself parallel to it, as explained at first. 
This is easily done by setting the dividers to describe a 
circle whose radius shall be the same as that of the roller A. 
Then, with various points on the curve 0-1,-2,-3,.___1], as 
centers (the more, the better), describe short arcs as shown. 
By aid of the irregular curve, draw a curve which shall be 
tangent to the series of short arcs; it will be the required 
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outline of the cam, and will be parallel to the curve 
Gath ips. Te. 


1 


1467. The question sometimes arises in designing cams 
of this nature, whether it is the chord 0-6 or the arc 0-6 
that should be divided to give the roller the proper outward 
and inward motions. For all practical purposes either way 
is sufficiently exact, but zezther is quite correct, though it is 
better to space the chord. The exact way would be to draw 
the rod & and the roller in the different positions desired, 
and then design the cam to meet the roller at these 
points. 


1468. The cam shown in Fig. 366 differs in principle 
from the preceding one only in that the roller moves in a 
straight line, passing to one side of the center B of the shaft. 
Let it be required to design a cam of this nature to revolve 
right-handed, and which shall cause the roller 4 and rod R 
to rise with a uniform motion to a distance /# during two- 
thirds of a revolution. When the roller reaches its highest 
point, it is to drop at once to its original position, and to 
remain there during the remainder of the revolution. As- 
sume the distance from the center B to the center line of R 
to be equal to 7. 

With 7 as a radius, describe a circle about B, as shown. 
The center line of the rod will be tangent to this circle in 
all positions. With the same center and a radius equal 
to B A,, A, being the extreme outward position of the 
roller, describe the outside circle A, 4-8 A,. Divide this 
circle into some convenient number of equal parts, the num- 
ber depending upon the fraction of a revolution required for 
the different periods of motion. Since the roller is to rise 
during two-thirds of a revolution, we may use 12 divisions 
as before, thus giving 2 x 12 = 8 whole divisions for the first 
period. 

Now, proceeding as before, by assuming the rod to move 
about the cam to the left, its positions when at the points of 
division A, A,, etc., will be represented by drawing lines 
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through these points, and tangent to the inner circle, whose 
radius is 7, A and A, are the two extreme positions of the 
roller. Divide the line A A, into eight equal parts, num- 
bering them from the inside outwards, since the first move- 
ment of the roller is outwards. With Bas a center, draw 
concentric arcs through these points, intersecting the tan- 
gents at /,, 2,,3,, etc. At point 8 on the outer circle, the 
roller drops along the line 8-8, the point 8, being deter- 
mined by drawing an arc about 2 with a radius B A, From 


point 8 back to A the rodis at rest. The true cam outline is 
now to be found, as was done in the last example, by striking 
small arcs from points on the curve A 1,-2,-3,-4,-6,-6,-7,-8-8, 
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as centers. This cam can revolve in only one direction 
when operating the rod X. 


1469. Harmonic-Motion Cams.—If a cam is re- 
quired to give a rapid motion between two points, without 
regard to the A’nd of motion, its surface should be laid out 
so as to gradually accelerate the roller at the start, and to 
gradually retard it at the end of its motion, in order that 
the movement may be as smooth and free from shocks as 
possible. For this reason cams are frequently designed to 
produce harmonic motion—that is, a uniform motion of the 
cam produces a motion of the roller like that of the slotted 
cross-head in Fig. 350. The diagram in Fig. 367 shows how 
this latter motion is plotted. Let 4 C be the stroke line of 


B 
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the cross-head, and A BC the crank-pin circle, which is 
divided into a number of equal spaces by the points a, 3, c, d, 
etc. Dropping perpendiculars from these points, we ob- 
tain points 1, 2, 2, 4, etc., on the stroke line. The spaces 
between the latter points represent the distances traversed 
by the cross-head while the crank-pin moves through the 
equal spaces a 6, bc, cd, etc. It will be seen that the dis- 
tances increase from points J to 5, and decrease from 4 to 9. 


1470. To apply the motion to the two cams previously 
taken up, we should simply have to lay off the distances 1-2, 
2-8, 3-4, etc., on the chord 0-6, in Fig. 365, or the line A, A, 
in Fig. 366, in place of the equal spaces used in these figures. 
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Fig. 368, which represents the left side of the first cam con- 
sidered, laid out in this 
way, shows a convenient 
method of spacing. Upon 
the chord 0-6, asa diame- 
ter, draw the semi-circle 
0 a6; divide it into a suit- 
able number of equal parts ~ 
and project these divisions 
by straight lines to the 
chord 0-6. Through the 
points of intersection /, 2, 
8, 4, etc., and with B asa 
center, describe the arcs 
1-1,, 2-2,, 3-8,, etc., and 
complete the cam outline, 
as before. FIc. 868. 


1471. Positive-Motion Cams.—The cams thus far 
considered can drive the roller in one direction only, making 
a spring or weight necessary to keep the two in contact. 
’ If the cam plate should extend beyond the roller, however, 
and a groove should be cut in it for the roller to run in, the 
motion of the roller would be fosz¢zve in both directions. 


1472. The word positive, when applied to a mechan- 
_ism, has a different meaning from any heretofore given to 
it. A mechanism so constructed that nothing short of 
actual breakage of some one of its parts can keep it from 
working properly when motion is imparted to one of the 
links which operates it is called a positive mechanism, 
or a positive gear, when speaking of valve gears, and the 
motion produced is called a positive motion. Those 
mechanisms which depend for their operation upon the rais- 
ing or lowering of a weight (i. e., upon gravity), or the 
action of a spring, are termed non-positive or force- 
closed mechanisms. Non-positive mechanisms, although 
extensively used, are of a lower order of mechanical excel- 
lence than positive mechanisms, and, other things being 
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equal, a positive motion should be chosen when designing 
a mechanism, since a non-positive one will refuse to work if 
the weight or the part operated by the spring should get 
Sicaugits 


1473. Sometimes a positive motion is secured with a 
plate cam by causing it to revolve between two rollers 
rigidly connected, as illustrated in Fig. 369. The rollers A 
and £ turn upon pins in one end of the rod Rk. The rod 
is slotted between the rollers, so that the cam shaft may 


FIG. 369 


pass through it and still allow the rod to move to the right 
and left. The center line of motion of the rollers passes 
through the center B of the shaft, whatever the position of 
the cam or rod. 


1474. Let it be required that during one-quarter of a 
revolution of the cam the rod shall move to the right or 
left, according to the position of the cam at the start; that 
during the next quarter the rod shall be held stationary; 
that during the third quarter it shall move to its original 
position, where it is to remain for the rest of the revolution. 

Draw the line D HY, and mark the point B. Lay off a dis- 
tance B /, such that when the center of one of the rollers is 
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at F the hub of the cam will not interfere with the roller. 
Lay off the distance / H beyond /, equal to the required 
movement of the rod. With 4 as a center and a radius 
equal to & H, describe a circle. Divide the circle into four 
quadrants by the lines a /and c d, making angles of 45° with 
D Hf, and with center # and radius & F strike an arc as 
shown. That part of the arc included in the lower quadrant, 
and that part of the outer circle included in the upper 
quadrant, form two parts of the required outline, and the 
distance between the centers of the rollers must be equal 
to D F. 

Now, for the two side quadrants, it is evident that the dis- 
tance between any two diametrically opposite points on the 
outline must be equal. Thus, the distance from 1’ to 68’, 
from 2’ to 4”, from 3’ to 3", mustall be equal to the distance 
DF. These points are obtained by laying off points on *H 
and drawing arcs through them, proceeding exactly as with 
the other cams; dwt, in order to have the curves correct, point 
1 must be as far from Fas & is from H; point 2.as far from 
Fas 4 ts from H, etc. The harmonic motion curve fulfils 
this condition, and was used in this case. The other points 
of construction should be understood from what has gone 
before. 


1475. A third kind of positive-motion cam consists of 
a cylinder having a groove on the surface, which imparts 
motion to the roller in a plane parallel to the axis of 
the cam. 

Suppose that during one-half a revolution of the cylinder, 
in Fig. 370, the arm is to vibrate to the left and back once, 
as indicated, and that during the other half revolution it is 
not to move. Let the motion of the roller be harmonic. 

The problem consists in finding the center line of the 
groove, from which, by striking arcs, the sides against which 
the roller bears can be determined. To lay out the curves, 
assume the surface of the cylinder to be unwrapped, or de- 
veloped, as represented by the figureaddc, which repre- 
sents only a little more than one-half of the length of the 
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surface, in order to save room. Draw a line M N through 
the center of this strip, of a length equal to the circumfer- 
ence of the cylinder, and divide it into a number of equal 
parts, as indicated by O, O,, O, O,, etc. Also, draw two 
lines, S Zand LP, parallel to MN, andat a distance from it 
equal to one-half the desired stroke of the roller. Now, with 


Fic. 370. 


a radius O A (left-hand figure), and centers O,, O,, O,, 
etc., strike arcs 0, J, 2, 3, etc., and plot the curve by the 
aid of these arcs. The line O K Z is the center line curve 
for one-half of the cam, the other half being like the first. 
The outline can easily be transferred to the cylinder itself. 
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BELTING. 


1476. Belts running over pulleys form a convenient 
means for transmitting power, but they are not suited to 
transmit a precise velocity ratio, owing to their tendency to 
stretch and slip on the pulleys. For driving machinery, 
however, this freedom to stretch and slip is an advantage, 
since it prevents shocks that are liable to occur when a 
machine is thrown suddenly into gear, or when there is a 
sudden fluctuation in the load. 


1477. Welocity Ratio.—Let four pulleys be connected 
by belt, as shown in Fig. 371. Let D, and D, be the diam- 
eters of the drivers, /, and F, of the followers, VV, and J, 


Ne=n, Rev. 


Fic. 371. 


N, Rev. 


the number of revolutions per minute of the drivers, and x, 
and , of the followers. The two middle pulleys are keyed 
to the same shaft and revolve together. 

Consider first the pulleys whose diameters are D, and /,. 
Assuming that there is no slipping or stretching of the belt, 
the circumferential speeds of the pulleys will be the same as 
the velocity of the belts passing over them. Hence, Tae 
3.1416 x WV,, the circumferential speed of the first driver, 
=F x 3.1416 X ,, the circumferential speed of the first 
follower. Canceling 3.1416 from both sides of the equation, 
we have D, V, =F, 2,, or, dividing by D, and x,, 

See ome UNTO 
ny, 1 

That is, the speeds or numbers of revolutions of twocon 

nected pulleys are inversely proportional to their diameters. 
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1478. A short way of applying this principle is by 
the following rule for two pulleys: 

Rule.—Wultiply together the number of revolutions and 
diameter of one pulley, and divide by the given number of 
revolutions, or given diameter, of the other pulley. The result 
will be the required diameter or number of revolutions. 

ExampLe.—A pulley 30 inches in diameter, making 210 revolutions 
per minute, drives a second pulley 14 inches in diameter. How many 
revolutions per minute does the latter pulley make ? 

SoLuTion.—30 & 210 = 6,300, and 6,300 + 14 = 450 revolutions. Ans. 

EXAMPLE.—The driving pulley of a machine is one foot in diameter 


and must make 750 revolutions in 5 minutes. What size pulley should 
be used on the driving shaft, if its speed is 143 revolutions per minute? 


SoLurion.—In all examples of this kind the speeds and diameters 
must be reduced to the same units. 750 rev. in 5 min. = 750 + 5=150 
rev. per min.; one foot =12in. Hence, 12 x 150 =1,800, and 1,800 = 
1438 = 12.6 in., nearly. Ans. 

1479. From the equation D, V, = /,2,, derived above, 

: ae Are DN. ; 
we obtain, by dividing by /,, z,= ere In like manner, 
1 
taking the other two pulleys in Fig. 371, we obtain V, = 
iD nN, 
Jo 
that the values of VV, and z, are equal, and may be placed 
Ded Lg : 
equal to each other; thus, 2 ie a , or, multiplying 
1 2 
bynZo pain I) 5 aI D) oD) se ge i, (137.) 


1480. That is, the speed of the first pulley, multiplied 
by the diameter of each of the drivers, equals the speed of the 
last pulley, multiplied by the diameter of cach follower. 

This formula is in most cases convenient to apply as it 
stands. 


EXAMPLE.—Referring to Fig. 871, let the diameters of the drivers be 
82 in., the diameter of the first follower be one foot, and of the second 
follower 15 inches. If the first shaft has a speed of 60 revolutions per 
minute, what is the speed of the last shaft ? 


SOLUTION.—Substituting in formula 137 > 60 x 82 x 882 =", X12 


60 X 82 x 82 
Se = 341g rev. permin. Ans. 


But the two middle pulleys revolve together, so 


15, or aividing by 12 x 15, 2, = 
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EXAMPLE.—An emery grinder is to be set up to run at 1,200 revolu- 
tions per minute. The countershaft (corresponding to the middle 
shaft in Fig. 871) has pulleys 20 and 8 inches in diameter. If the pulley 
on the grinder is 6 inches in diameter, what size pulley must be used 
on the main line shaft, its speed being 180 revolutions per minute ? 

SOLUTION.—Substituting in formula 137, 180 x D, x 20= 1,200 x 8 
x 6, or D, = ae =16inches. Ans. 

1481. When the speeds of the first and last shafts are 
given, and the diameters of all the pulleys are to be found, 
the following method is convenient: 

Rule.—Divide the higher speed by the lower. If two 
pulleys are to be used, thts will be the ratio of their diameters. 

[f four pulleys are required, find two numbers whose product 
equals the above quotient. One of these numbers will be the 
ratio of the diameters of one pair of pulleys, and the other 
number cf the other pair. 

EXAMPLE.—It is required to run a machine 1,600 revolutions per 
minute, the driving shaft making 320 revolutions per minute. What 
size pulleys are required, (a) when two pulleys are used; (4) when four 
pulleys are used ? 


SoLuTION.—(a) 1,600 +820 =5. The two pulleys must, therefore, 
be in the ratio of 5 tol, the driving pulley being 5 times as large as 
the driven pulley, since the latter has the greater speed. We will 
assume diameters of 30 and 6 inches. 

(6) 24 X2=5. One pair of pulleys must be in the ratio of 2} to 1, 
and the other pair of 2 to 1. We will assume diameters of 25 and 
10 inches for one pair, and of 12 and 6 inches for the other pair. 


1482. Direction of Rotation.—It will be noticed, by 
referring to Fig. 371, that the pulleys are connected by 
open belts where indicated by full lines, and by crossed 
belts where indicated by dotted lines. Pudleys connected by 
open belts turn in the same direction, and those connected by 
crossed belts in opposite directions. 


EXAMPLES FOR PRACTICE. 

1. Adriving pulley is 54 inches in diameter, and a driven pulley 
which runs at 112 revolutions per minute is 24 feet in diameter. What 
is the speed of the driving shaft ? Ans. 62.22 rev. per min. 

2. The fly-wheel of an engine running at 180 revolutions per minute 
is 8 ft. 5 in. in diameter, What should be the diameter of the pulley 
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which it drives, if the required speed of the latter is 600 revolutions 
per minute? Ans. 80; in., nearly. 

3. In Fig. 871, let the diameters of the two drivers be 48 and 25 
inches, and of the two followers 16 and 12 inches. If the last driver's 
shaft rotates 800 times in 5 minutes, what is the speed per minute of 
the first shaft ? Ans. 25.6 rev. per min. 

4, If the first pulley in Fig. 871 turns right-handed, and is con- 
nected with the second by a crossed belt, and the third with the fourth 
by an open belt, in what direction would the last pulley turn? In 
what direction would it turn if two crossed belts were used ? 

5. A machine is to be belted through a countershaft, so as to run 
at 1,200 revolutions per minute, the speed of the driving shaft being 
120 revolutions per minute. Find three ratios that could be used for 
each pair of pulleys. 5 sands ecile 
Ans. )4 :1and 2h: 1. 

34: land3 :1. 

6. An emery grinder is to be set to run at 1,400 revolutions per 
minute. ‘The countershaft has pulleys 30 and 8 inches in diameter. 
The pulley on the grinder is 7 inches in diameter. What size pulley 
should be used on the main line shaft, its speed being 185 revolutions 
per minute? : Ans. 144 inches. 


POWER TRANSMISSION BY BELT. 


1483. The Effective Pull.—In Fig. 372, let D and 
F be two pulleys connected by a belt, D being the driver 
and / the follower. To avoid undue slipping, the belt must 

_——» Tension =Tx— be drawn tight. This will pro- 

duce a tension in the upper 
and lower parts which we call 
T, and 7, respectively. 
_ Suppose the two pulleys to 
be stationary and that the 
belt is put on with a certain 
tension. Then, 7, will equal 7,. Butif the pulley Dshould 
be turned in the direction of the curved arrow it would tend 
to stretch the lower part of the belt, increasing its tension 
still more, while the tension of the upper part would be 
diminished an equai amount. This would go on until the 
difference of the tensions was sufficient to start pulley F. 

‘This difference (7\—7,) is the pull that does the work in 
transmitting power, and is called the effective pull, In any 
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case, therefore, the number of foot-pounds of work trans- 
mitted by a belt must equal the effective pull of the belt in 
pounds times the number of feet passed through; or, tak- 
ing a minute as the unit of time, the power transmitted in 
Joot-pounds per minute = the effective pull xX the velocity in 
Jeet per minute. 

1484. To showclearly how the effective pullenters into 
calculations of power transmissions, two examples will be 
solved. 

EXAMPLE.—The diameter of the driving pulley D is 36 inches. It 


makes 150 revolutions per minute and carries a belt transmitting 
6 horsepower. What is the effective pull of the belt ? 


SoOLUTION.—Velocity of the belt in feet per minute = 


150 x 36 X 3.1416 = 1,413.78, 


12 
This, multiplied by the effective pull in pounds must equal the foot- 
pounds of work done per minute, or 6 x 33,000. Hence, letting P= 
the effective pull, and equating these expressions, we have 
P X 1,413.72 = 6 x 33,000 = 198,000, 


ee = tai hae icat 


1,413.72 
ExaMPLE.—A pulley 4 feet in diameter is driven at 100 revolutions 
per minute, and transmits power to another pulley by means of a belt 
without slip. If the tension on the driving side of the belt is 400 
pounds, and on the slack side is 100 pounds, what is the horsepower 
transmitted ? 
SoLuTion.—P = (7; — 72) = 400 — 100 = 300 Ib. Horsepower trans- 
mitted « 33,000 = foot-pounds of work done per minute; or 
H.P. X 33,000 = 300 x 100 x 4 x 8.1416, whence 


300 x 100 x 4 & 3.1416 _ 
Ee iP — Pee — 11.424, Ans. 


1485. To Determine the Width of Belt.—A belt 
should be wide enough so that it will bear safely and for a 
reasonabie length of time the greatest tension that will be 
put upon it. This will be the tension 7, of the driving side 
of the belt. As belts are usually laced, or fastened with 
metallic fasteners, both of which require holes to be 
punched in the ends, it is customary to use the breaking 
strength through the lace holes, divided by a suitable factor 
of safety, as the greatest allowable tension. The average 
breaking strength for single leather belts, through the lace 


one — 
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holes, is 200 pounds per inch of width. This divided by 
three, which is a suitable factor of safety for belting, gives 
66% pounds. Thus, in the last example, the tension of the 
driving side of the belt was assumed to be 400 pounds. 
Hence, using 663 pounds as the safe working stress per inch 
of width, a belt = 

This tension 7,, for any particular case, depends upon 
three things—viz., the effective pull of the belt, the coefficient 
of friction between the belt and pulley, and the size of the 
arc of contact of the belt on the smaller pulley. As the 
equations involving these quantities are somewhat compli- 
cated, Table 33 has been calculated. It will afford a con- 
venient means for finding not only the width of belt for a 
given horsepower, but the horsepower for a given width as 
well. In the first column, the arc covered by the belt is 
stated in degrees, and in the second column in fractional and 
decimal parts of the circumference covered. The third 
- column gives the greatest allowable values of (7\—7,), or 
the effective pull, per inch of width, for single leather belts 
having any arc of contact. It was computed by assuming 
a value for 7, of 66% pounds, and a coefficient of friction of 
.27. This latter has been found by experiment to be a fait 
value to use for leather belts running over cast iron pulleys, 
under conditions met with in practice. 

TABLE 33. 


= 6 inches wide would be required. 


Arc Covered by Belt. Allowable Value 
of Effective Pull, 


Degrees. Fraction of or (7; — Zs) per 
Circumference. Inch of Width. 

au $= 25 23.0 

1123 fy = .312 27.4 

120 $= .833 28.8 

135 f= B15 313 

150 ds = 417 33.8 

1574 vga 4SY 34.9 

180 a 
or over. | $= .60 38.1 
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1486. To use the table in finding the width of a sin- 
gle leather belt required for transmitting a given horse- 
power, we have the following rule : 

Rule.—Compute the effective pull of the belt. Divide the 
result by the suttable effective pull per inch of width, as given 
in Table 33; the quotient will be the width of belt required, in 
inches. 


EXAMPLE.—What width of single belt is needed to transmit 20 
horsepower with contact on the small pulley of 8 of the circumference 
and a speed of 1,500 feet per minute ? 


SoLuTIoNn.—First finding the effective pull, P x 1,500 = 20 x 33,000, 
20 & 38,000 


a 1500 = 440, 
Hence, 440 + (7, — 72), from the table, = Bey = 14 inches, nearly. 


A 14-inch belt would be used. Ans. 


1487. To Determine the Horsepower that a 
Belt Will Transmit.—The process for a single belt must 
evidently be just the reverse of the preceding. It is as 
follows: 


Rule.—Wuliiply together a suitable value for the 
effective pull, taken from Table 88, the width of the belt 
in inches, and its velocity in feet per minute. The result 
divided by 88,000 will be the horsepower that the belt will 
transmit. 


EXAMPLE.—What horsepower will a one-inch belt transmit with a 
speed of 900 feet per minute and an arc of contact of 180°? 


SoLuTIon.— 7; — 7», from the table, = 38.1. 38.1 x 1 x 900 = 34,290, 
which, divided by 83,000, gives 1.04 horsepower, nearly. Ans. 


1488. General Rule for Belting.—From the last 
example, we see that a single belt traveling 900 feet 
a minute will transmit one horsepower per inch of 
width when the arc of contact on the smaller pulley 
does not vary much from 180°. This is used by many 
engineers as a general rule for belting, to be applied to 
all cases. 


C. Il.—-17 
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The following three formulas express the operations that 
would be performed in applying this rule: 
Let HW = horsepower to be transmitted; 
W = width of belt in inches; 
S = belt speed in feet per minute. 


WS 
Then, la = 900° (1 38.) 
w=" 139.) 
900 H 
Sa. (140) 


EXAMPLE.—Two pulleys, 48 inches in diameter, are to be connected 
by a single belt, and make 200 revolutions per minute. If 40 horse- 
power is to be transmitted, what must be the width of belt ? 

200 x 48 x 3.1416 
12 


minute, about. Applying formula 139, W= 


Ans. 
A 14-inch belt might safely be used, since the rule gives a liberal 
width when the pulleys are of equal size. 


SoLuTIoN.—The belt speed = = 2 pls pice pe 


900 x 40 


3513 = 14.3 inches. 


EXAMPLE.—What size pulleys should be used for a 4-inch belt, which 
is to connect two shafts running at 400 revolutions per minute and 
transmit 14 horsepower? Both pulleys are of the same size. 


SoLuTion.—By formula 140, S= — = 3,150 feet per minute. 


Since this speed =the circumference of the required pulley in feet 


° 
x 400, we have circumference of pulley = ves = 94.5 inches; 
; 94.5 : 
diameter = 31416 = 30 inches. Ans. 


1489. Double Belts.—Double belts are made of two 
single belts cemented and riveted together their whole 
length, and are used where much power is to be transmitted. 
As the formulas for single belts are based upon the strength 
through the rivet holes, a double belt, which is twice as thick, 
should be able to transmit twice as much power as a single 
belt, and, in fact, more than this, where, as is quite com- 
mon, the ends of the belt are glued instead of being 
laced. 
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Where double belts are used upon small pulleys, however, 
the contact with the pulley face is less perfect than it would 
be if a single belt were used, owing to the greater rigidity 
of the former. More work is also required to bend the belt 
as it runs over the pulley than in the case of the thinner and 
more pliable belt, and the centrifugal force tending to throw 
the belt from the pulley also increases with the thickness. 
Moreover, in practice, it isseldom that a double belt is put 
on with twice the tension of a single belt. For these 
reasons, the width of a double belt required to transmit a 
given horsepower is generally assumed to be seven-tenths 
the width of a single belt to transmit the same power. 
Upon this basis, formulas 138, 139, and 140 become, for 
double belts, 

WS 


Vas 630° (141.) 

= sures (142.) 
630 1 

Sse. ye (143.) 


EXAMPLES FOR PRACTICE. 


1. If the effective pull on a belt per inch of width is 50 pounds, and 
the belt passes over a pulley 86 inches in diameter, which makes 160 
revolutions per minute, how wide should the belt be to transmit 12 
horsepower ? Ans. 54 inches. 

2. What width of single belting should be used to transmit 5 horse- 
power, when the belt speed is 2,000 feet per minute, and the arc of con- 
tact on the smaller pulley is 90°? Ans %34-+ inches. 

3. Using the general rule, find the horsepower that a 16-inch single 
belt will transmit, the belt speed being 1,000 feet per minute. 

Ans.17.8' HH. P- 

4. Calculating from Table 33, how much power could the above 
belt be depended upon to transmit if the arc of contact on the smaller 
pulley is $ of the circumference ? Ans. 14H. P., nearly. 

5. Required the diameter of pulleys necessary to enable a 10-inch 
belt to transmit 9 horsepower at 125 revolutions per minute, both 
pulleys being of the same size. Ans. 2 ft., nearly. 

6. How much power would the belt in example 3 transmit, if the 
belt were double? Ans. 25.4 H. P., nearly. 
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SPEED CONES. 
1490. Speed cones are used for varying the velocity of 
a shaft or other rotating piece driven by a belt. Their 
method of operation will be clearly seen in Figs. 373 to 376. 


Fic. 373. Fic. 874. 


Figs. 873 and 874 show continuous cones and conoids, re- 
spectively, the former being suitable for crossed, and the 
latter for open belts, where the speed of the driver shaft 
can be raised gradually by shifting the belt. Figs. 375 and 
376 show sets of stepped pulleys. As flat beltstend toclimb 


Fic. 875. Fic. 376. 


a conical pulley, continuous cones or conoids require 
special provision for keeping the belt in place. For this 
reason the stepped cones are generally used. Whenever 
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possible, it is desirable to have both pulleys alike, so that 
they can be cast from one pattern, and in what follows it will 
be assumed that this is to be done. 


1491. Continuous Cones for Crossed Belts.—Let 
A and 8B, in Fig. 377, re- f 


present two speed cones of 
the same size, having the 
diameters of the large and 
small ends equal to D and 
d, respectively. A is the 
driver, and revolves at a 
constant number of revolu- 
tions /V, while the speed of 
B is n, or m,, according as 
the belt runs at the small 
or large end. 

It is assumed that pul- 
ley B is to have a range of LN IE 
speeds between z, and z, revolutions, 7, being the greater. 

Since A and BZ are to be of the same size, it will be found 
that a certain relation must exist between JV and , and n, 
as follows : 


From formula 136, 


N Revolutions. 


§ 
3 
$ 
5 
s 


ND=n,d, or Da BE, (144.) 
and Vd=n,D, or D= a (145.) 
a. Nia 
Equating 144 and 145, a ae rome 


N= yn, n,. (146.) 
That ts, N must equal the square root of the product of n, 
and n,. 
1492. Having determined J, the relation between E 
and d@can be found. From 144 and 145 we have: 
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d D 2 
Equating, a = a ; \ — n, D . 


Hence, ID = ay ™ (147.) 


That ts, the large diameter ie equal the small reyes 
Muleiuen by the square root of the quovient of n, divided 
by n,. 


1493. Speed cones, to be properly designed, should 
have their diameters at different points, so proportioned that 
the belt will always have the same length, when tightly 
drawn, whatever its position. Let d and J’ represent the 
diameters of two pulleys, connected by a crossed belt, whose 
centers are O and C, re- 
spectively. (See _Fig. 
378.) The length of the 
belt is2.A B+ the length 
of the arcs from / to A 
and Bto£. These arcs 

FIG. 878. subtend equal angles, 
and supposing each to contain x degrees, the length of the belt 


= 2A B+3.1416(¢d+ D') 0" there being 360 degrees ina 


circle. Now, draw a line G H parallel to A B, and, about 
O and Cas centers, describe dotted circles whose diameters 
are d' and J) tangent to G H, representing two other pulleys. 
Then, for the oe of the belt, we have2 GH (=2A B) + 


3:1416 (2'+ D) = a" But (d’+ D) = (d+ JD’), since what 


was taken from D’ to make D was added to dto make a’. 
Hence, the length of the belt in each case is the same, and 
we have the rule that for crossed belts the sum of the corre- 
sponding diameters of two speed cones should be the same at 
all points. 

From this it follows that if two cones not exactly alike are 
to be driven by cross belt, it is only necessary to see that the 
sum of the diameters remains the same, 
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EXAMPLE.—T wo continuous speed cones are to be designed to give 
a range of speed between 100 and 700 revolutions per minute. They 
are both to be alike in all respects. What must be the speed of the 
driving shaft, and the large diameter of the cones, assuming the small 
diameter to be 4 inches ? 


SoLuTION.—From formula 146, V= mm = V/100 X 700 = 
770,000 = 264.57 + revolutions per minute. Ans. 


From formula 147 = 7 pl ies = 
Me ea? if 44/ ik = 4 x 2.645 = 10.58 
1494. When an open belt is used, the values of NV, 
D, and @ are calculated as above, but for the other diameters 
a different rule is required. In Fig. 379, which is similar to 
Fig. 378, the pulleys are connected by an open belt. The 
figure is drawn so that D+-d= D'+ d', the circles D’ and 
@' being made equal A ; 
to represent the mid- 
dle sections of two 
cones. It is evident 
that the belt over D 
and d@ is longer than 
the one over D’ and 
d'. Hence, we see Fic. 879, 
that the middle sections of speed cones for open belts must be 
larger proportionately than for crossed belts. This is indica- 
ted by yin Fig. 374. Calling this middle diameter J, and let- 
ting C be the distance in inches between the centers of the two 
shafts, upon which the cones are placed, it can be shown that 


mat a (148.) 


As the proof is a long one it will not be given. Having 
thus determined the end and middle diameters, the curve 
of the conoid may be taken as the arc of a circle passing 
through the extremities of the three diameters. 

EXAMPLE.—What should be the middle diameter for the speed cone 
of the last example, having end diameters of 4 and 10.58 inches, when 
an open belt is to be used? The distance between centers is 50 inches. 


SoLuTion.—From formula 148, 
_ 10.5844 | .08(10.58 — 4)? 
i peace 4 50 


= 7.29 + .07 = 7.86 inches. Ans. 
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1495. Stepped Pulleys.—When stepped pulleys, or 
cone pulleys, as they are more commonly called, are to be 
; used, continuous cones should 
rp first be laid out as described, like 
| ABCD, in Fig. 380. Then draw 
| as many diameters, at equal dis- 
| tances apart, as there are to be 
steps in the cone plus1, as 4 D, 
EF, etc. These willserve as center 
Dinos lines for the different steps, which 

FIG. 380. are to be drawn through the inter- 
sections of the above diameters, with the outside lines A B 
and D C, in the manner indicated. 


1496. It should be noted that, when speaking of a cone 
pulley as having a certain number of steps, the number of 
steps is one less than the number of pulleysonthecone. Thus, 
the cone, in Fig. 380, is a 4-step cone, and has five pulleys. 
Consequently, if a cone pulley (or cone) is spoken of as hav- 
ing five steps, there are six pulleys and six changes of speed. 

If the distance between the axes of the pulleys to be con- 
nected by open belt be great, or if, as is sometimes the case, 
one of the axes be adjustable (the proper tension on the belt 
being obtained by the weight of the pulley on the adjust- 
able axis), the diameters can be calculated as though the belt 
were crossed. Otherwise, when designed for open belts they 
should be laid out as before described. 


EXAMPLES FOR PRACTICE. 

1, Two continuous speed cones are required to give a range of 
speed between 100 and 600 revolutions per minute. Assuming the 
large diameters of the cones to be 14 inches, (2) what must be the small 
diameters, and (4) the speed of the driving shaft? Both cones are to 
be alike. \ (a) 5.71 inches. 

Ans. } (2) 244.95 rev. 

2. In the above example, if the speed of the driving shaft were 260 
revolutions per minute, and the slowest speed of the driven cone 140 
revolutions, (2) what would be the greatest speed of the driven cone? 
(6) What would be the ratio of the large and small diameters of the 
cones ? (a) 482.86 rev. 

Ans. { (3) 1.86 : 1. 
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8. What should be the middle diameter for the speed cones of 
example 1, when an open belt is used, the distance between centers being 
30 inches ? Ans. 10.04 inches. 


THE CARE AND USE OF BELTING. 


1497. Belts most commonly used are of leather, single 
and double. Canvas belts covered with rubber are some- 
times used, especially in damp places, where the moisture 
would ruin the leather. 

Leather belts are generally run with the hair, or grain, 
side next the pulley. This side is harder and more liable to 
crack than the flesh side. By running it on the inside the 
tendency is to cramp or compress it as it passes over the 
pulley, while, if it ran on the outside, the tendency would be 
for it to stretch and crack. Moreover, as the flesh side is 
the stronger side, the life of the belt will be longer if the 
wear comes upon the weaker or grain side. 


1498. The lower side of a belt should be the driving 
side, the slack side running from the top of the driving pulley. 
The sag of the belt will then cause it to encompass a greater 
length of the circumference of both pulleys, as illustrated by 
the dotted lines in Fig. 372. Long belts, running in any 
direction other than the vertical, work better than short 
ones, as their weight holds them more firmly to their work. 

It is bad practice to use rosin to prevent slipping. It 
gums the belt, causes it to crack, and prevents slipping for 
only a short time. If a belt properly cared for persists in 
slipping, a wider belt or larger pulleys should be used, the 
latter to increase the belt speed. Belts, to be kept soft and 
pliable, should be oiled with castor or neatsfoot oil. 
Mineral oils are not good for the purpose. 


1499. Tightening or guide pulleys, whenever used 
to increase the length of contact between the belt and pulley 
or to tighten a belt, should be placed on the slack side, if 
possible. Thus placed, the extra friction of the guide pulley 
bearings and the wear and tear of the belt that would result 
from the greater tension of the driving side are avoided. 
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1500. Guiding Belts.—When belts are to be shifted 
from one pulley to another, or must be guided to prevent 
running off the pulley, the fork, or other device used for 
guiding, should be close to the driven pulley, and so placed 

as to guide the advancing side of the belt. 

This principle is sometimes made use of where pulleys have 
flanges to keep the belt on the pulleys. Where constructed 
with straight flanges, asin Fig. 381, if the belt has any inclina- 
tion to run on one side, its tendency is to crowd up against 
the flange as shown at a, a. When constructed as in Fig. 823, 


Fic. 381. FIG. 382. 
however, with the flanges grooved as at ¢, c, the advancing 
side of the belt will be guided at J, just as it reaches the 
pulley, by contact with the thick portion of the flange, and 
during the rest of the way will not touch the flange at all. 


1501. In Fig. 383, is shown the 
o arrangement fora belt shipper. Gis the 
driving pulleyand 7 and Z are tight and 
loose pulleys on the driven shaft C D. B 
is the shipper, and can be moved parallel 
with C D. The acting surface, or face, 
of Gis made straight to allow the belt 
to.shift readily, and the faces of 7 and 
ZL are crowned, so that the belt will not 
tend to run off. 


1502. The Climbing of Belts.— 
In Fig. 384, suppose the shafts a, a to be 
parallel, and the pulley A to be cone- 
shaped. The right-hand side of the belt 
will be pulled ahead more rapidly than the left-hand side, 
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because of the greater diameter and consequently greater 
speed of that part of the pulley. The belt will, therefore, 
leave its normal line at c, and 
climb to the “high” side of 
the pulley. This tendency is 
taken advantage of by crown- 
ing pulleys in the middle. 
Each side of the belt then tends 
to move towards the middle of 
the pulley; that is, the ten- 
dency is for the belt to stay on 
the pulley. 

Suppose, on the other hand, 
the shafts 4, J not to be paral- 
lel, the right-hand ends being 
nearer together. The belt will % 
in that case pass spirally on 
the pulley 2 towards the 
“low” side. Fic. 884. 


1503. Belt Fastenings.—There are many good 
methods of fastening the ends of belts together, but lacing 
is generally used, as it is flexible like the belt itself, and runs 
noiselessly over the pulleys. The ends to be laced should be 
cut squarely across and the 
holes in each end for the lacings 
should be exactly opposite each 
other when the ends are brought 
together. Very narrow belts, 
or belts having only a small 
amount of power to transmit, 
usually have only one row of 
holes punched in each end, as 

Fic. 365. in Fig. 385. A is the outside 
of the belt, and Z the side running next the pulley. To 
lace, the lacing should be drawn half way through one of 
the middle holes, from the under side, as at 7. The upper 
end should then be passed through 2, under the belt and up 
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through 8, back again through 2 and 3, through 4 and up 
through 5, where an incision is made in one side of the lacing, 
forming a barb that will prevent the end from pulling 
through. The other side of the belt is laced with the other 
end, it first passing upthrough 4. Unless the belt is very 
narrow, the lacing of both sides should be carried onat once. 


1504. Fig. 386 shows a method of lacing where double 
lace holes are used, 2 being the side to run next the pulley. 
The lacing for the left side is begun at 7, and continues 

through 2, 3, 4, 5, 6, 7, 4, d, ete. 

A 6-inch belt should have 

seven holes, four in the row 

nearest the end, and a 10-inch 
belt, nine holes. The edge of 
the holes should not be nearer 
than 3 of an inch from the 
sides; and the holes should not 
be nearer than § of an inch 
B from the ends of thebelt. The 
second row should be at least 

13 inches from the end. 

FIG. 386. Another method is to begin 
the lacing at one side instead of inthe middle. This method 
will give the rows of lacing on the under side of the belt the 
same thickness all the way across. 


BELTS TO CONNECT NON-PARALLEL SHAFTS— 
GUIDE PULLEYS. 


1505. It very frequently happens that one shaft must 
drive another at an angle with it. Sometimes this involves 
the use of guide pulleys, and occasionally guide pulleys 
must be used to connect parallel shafts, where the shafts are 
near together, or there is some obstruction in the way. In 
all these cases, however, we have the general principle that 
the point at which the center of the belt is delivered from each 
pulley must lie in the middle plane of the other pulley. 
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The middle plane of a pulley, it will be understood, is a plane 
through the center of the pulley, perpendicular to its axis. 

Unless the shafting is to turn backwards at times, it is 
immaterial in what direction a belt /eaves a pulley; but it 
must always be delivered into the plane of the pulley towards 
which it is running. If it is necessary for a belt to run 
backwards as well as forwards, it must /eave in the plane of 
the pulley, also. This principle applies to the guide pulleys 
as well as to the main pulleys. 


1506. Shafts at Right Angles. g 
—One of the most frequent cases met 
with is that of two shafts at right 
angles, but not intersecting, and the 
common method of connecting them 
is by means of a quarter-turn belt, 
shown in Fig. 387. Here, D is the 
driver, revolving in the direction 
shown, and / is the follower. The 
point at which the belt is delivered 
from the pulley D lies in the middle 
plane of the pulley /, that is, in the 
line 4 4; also, the point at which the 
belt is delivered from the pulley / lies 
in the middle plane of the pulley D, or 
in the line aa. Thus arranged, the 
pulleys cannot run backwards, because 
d, the point of delivery of /, is not Fic. 887. 
in the middle plane a a, and ¢ is not in the middle plane 0 4, 


1507. The following simple method of locating the 
pulleys for a quarter-turn belt may be used in practice: 
Let D, Fig. 387, be the driving pulley, and / the follower or 
driven pulley, which drives a machine. Locate the pulley 
D and the machine so that the pulleys D and / will be as 
near the correct position as can be judged by the eye. 
Using a plumb-bob, drop a plumb-line from the center of 
the right-hand side of the pulley , and move the machine 
until the center of the dack side of the pulley / touches the 
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plumb-line. In case it should not be convenient to move 
the machine, shift the pulleys instead. If it be desired to 
run the belt in the opposite direction to that indicated by 
the arrow in Fig. 387, shift the machine carrying / to the 
left until the center of the front side of the pulley / touches 
a plumb line dropped from the center of the left-hand side 
of the pulley D; that is, from the point e. 


1508. There is the objection to a quarter-turn belt 
that, when the angle at which the belt is drawn off the 
pulleys is large, the belt 
is strained, especially at 
the edges, and it does 
nothug the pulleys well. 
Small pulleys placed 
quite a distance apart, 
with narrow belts, give 
the best results, from 
which it follows that 
quarter-turn belts, like 
the foregoing, are not 
well suited to transmit 
much power. Fig. 388 
shows how the arrange- 
ment can be improved 
by placing a guide pul- 
ley against the loose 
side of the belt. The 
driver D revolves in a 
left-handed direction, making @ 4 the driving or tight side 
of the belt. To determine the position of the guide pulley, 
select some point in the line a 0, as d; draw lines c d and 
ed; the middle plane of the guide pulley should then pass 
through the two lines. Looked at from a direction at right 
angles to pulley /, line c d coincides with a 4; looking at 
right angles to pulley D, line e d coincides with a &. 


Fic. 388. 


1509. A third form of belting for connecting two shafts 
at right angles consists of pulleys placed as in Fig. 389. 
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In general, it is to be preferred to the quarter-turn belts. 
D 1s the driver. The belt passes around the loose pulley Z, 
and up again around a loose pulley on the driving shaft back 


of D. It then goes down, around F, which is fast upon the 
shaft @ a, and finally up again and around D. Since the loose 


pulleys revolve in a direction opposite to that of their shafts, 


their hubs should be long. The two pulleys on each shaft 
must be of the same size. It is evident that either / or D 
can be the driver, and run in either direction. 
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It is to be observed that while a quarter-turn belt can be 
used with the shafts at an angle cther than a right angle, 
the last arrangement cannot. 


1510. In Fig. 390 is shown a method of connecting the 
shafts when it is not possible to put the follower F directly 
under D. The guide pulleys G, G’ must be so placed that 
the belt will lead correctly from the point a into the middle 
plane of the guide pulley G’, from 2 into the middle plane 
of D,and soon around. By twisting the belt at c, the same 
side will come in contact with all the pulleys; this is a 
desirable arrangement. 


1511. Wenow come to a case that is different from 
the preceding, in that the shafts A and JZ, Fig. 391, would 


FIG, 891. 


intersect, if long enough, as, for example, where shafting 
running on two sides of aroom is to be connected. Guide 
pulleys, like those in the figure, termed mule pulleys, 
are used. As their planes are horizontal, means must 
be provided to prevent the belt from running off at 
the bottom. Sometimes this is done by simply crowning 


the pulley, and sometimes by putting flanges. on the 
lower sides. 


1512. Other Examples of Belt Transmission.— 
Guide pulleys are sometimes used to lengthen the belt 
between two shafts which are too close together to be 
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connected directly, or it may be that it is not possible to get 
two pulleys in the same plane. Fig. 392 shows an arrange- 
ment of this kind. The diameter of the guide pulleys should 
equal the distance between 
the planes of D and F. 
With the guide pulleys 
arranged as shown, the 
belt will run in both di- 
rections. It is more con- 
venient, however, to place 
them on one shaft. In 
that case their axes would 
beron the line OO’; -G' 
would have to be in the 
line C X, and G in the line 


Fic, 392. 


A B. Then the belt would be delivered 
from PD into the middle plane of G’, 
and from G into the middle plane of 
F, The belt would run in only one 
direction, however. 


1513. A device for connecting two 
horizontal shafts making an angle with 
each other is given in Fig. 393. Itcan 
be used where a quarter-turn belt would 
not work successfully. The guide pul- 
leys turn in the same direction, which 
is a convenience, because they can then 
be mounted on one shaft, turning in 
bearings at the ends, and the belt will 
run in either direction. 
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WHEELS IN TRAINS. 


1514. The principles relating to the velocity ratio of 
pulleys connected by belting apply to any series of wheels 
arranged ina train. Where gears are used, however, the 
relative proportions of the wheels may be stated in terms of 
the numbers of teeth, instead of in terms of their diameters, 
if desired. Moreover, in any one train, it is only necessary 
that the proportions of each pair of wheels be stated inthe 
same terms; different pairs may be given in different terms. 

For example, take a train of four axes or shafts and six 
wheels, as in Fig. 394. Four of the wheels are gear-wheels, 


Fic. 394. 


represented by their pitch lines, and two are pulleys con- 
nected by a belt. Let D,, D,, etc., denote the drivers, and 
F., F, etc., the followers, VV the number of revolutions of 
D,, and x the number of revolutions of /,. 

Suppose JD, to be 40 inches‘in diameter and /, 35 inches; 
D, to have 54 teeth, and F, 60 teeth; D, to be 1 foot in 
diameter, and /, 2 feet. What isthe speed of /, if V = 100? 

Placing the product of the drivers x the speed of the first 
shaft = the product of the followers x speed of the last shaft, 
100 X 40°54. & 1 2 xX 35-< 60 X 2. Hence, 


_.100 * 40 % 54.1 
a 35 X 60 X 2 
It is evident that the arrangement of the drivers and 
followers is indifferent, and that they may be interchanged 
among themselves. It should be noticed, however, that if 
the diameter of one driver be given in inches, the diameter 
of its follower must be given in inches, also, etc. 


= 513 rev. per min. Ans. 


1515. Direction of Rotation.—Axes connected by 
gear wheels rotate in opposite directions, as though ¢on- 
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nected by a crossed belt. Hence, 7x @ train consisting solely 
of gear wheels, if thenumber of axes be odd, the first and last 
wheels will revolve in the same direction; if the number be 
even, they will revolve in the oppostte direction. 

It is evident that a pinion working in an internal gear is 
an exception to this rule. It will turn in the same direction 
as the gear. ; 


1516. Idle Wheels.—In the train, in Fig. 394, shaft 
No. 3 carried two gears, one being driven by gear D, and 
the other driving /,. Sometimes, however, only one inter- 
mediate gear is used, serving both as a driver and a follower. 
Such a wheel is called an idle wheel, or ¢d/er, and while it 
affects the relative direction of rotation of the wheels it ts 
placed between, it does not affect their velocity ratio. 

The following examples will illustrate this, as well as show 
a few ways in which idle wheels are used. One method of 
arranging the change gears on the 
end of an engine lathe for chang- 
ing the speed of the lead screw, 
which is used to feed the tool in 
screw cutting, is shown in Fig. 
395. JD,, the driver, receives mo- 
tion from the lathe spindle, and 
F, the follower, is on the lead 
screw. The middle wheel, which is 
an idle wheel, acts both asa driver 
and follower, or as D, and /. 

Letting /V,, represent the number of revolutions of D, and 
n, of F,, we have, from formula 137, N,x D,x JD, 
=n,xF,x F,. But, as D, and /, represent the same wheel, 


D : 
they have the same value, and 2,= fe 1f That is, the 


speed of /, is exactly the same as though no idle wheel was 


used. 


Fic. 3895. 


1517. Tochange the speed of the lead screw, a differ- 
ent size wheel is put on in place of D,, or F/,, or both. The 
idle wheel turns on a stud clamped in the slot in the arm A. 
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Thisstud can be moved in the slot to accommodate the differ- 
ent sizes of wheels on Z, and to bring the wheel in contact 
with the gear on S, the arm is swung about Z until in the 
right position, when it is clamped to the frame by the bolt B. 
The way in which an idle wheel changes the direction of 
rotation is well shown in Fig, 396, which is a reversing 
mechanism, sometimes 
placed in the head stock 
of a lathe for reversing the 
feed. Here the idler J is 
in contact with D and F, 
making three axes, an odd 
number, so that Dand F 
revolve in the same direc- 
tion. Wheels / and J’, 
however, are both pinioned 
Fic. 396. on the plate P, which can 

swing about the axis of /, and are always in contact. More- 
over, as plate Pswings about its center, / must necessarily 
remain in contact with / If the handle H be moved to 
the right, the plate will be revolved to the right, by means 
of the pin working in the slot in the lever Z. The two 
idlers will take the dotted positions shown, and D will drive 
f through both of them. The number of axes will then be 
even, so that D and / will revolve in the opposite direction. 


1518. Fig. 397 shows still another device in which 
an idle wheel is used, 
known as a knee- 
joint. If shaft A is 
fixed and shaft Cis 
compelled by some ar- 
rangement, not shown, 
to move along a path, 
as mn, and at the same 
time itis desired to drive 
C from A, the connec- 
tion, can. ibe» made: .as 


Fic. 397, 
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shown. Wheels D and F are fast to shafts A and C, and 
the idler 7 is supported by the links Z and K, the ands of 
the links being loose upon shafts 4, B,and C Link L 
serves to keep Dand / at the right distance from each other, 

and & serves the same purpose for J and & The dotted 
lines show another position of the wheels. Among other 
applications of the knee-joint is one used to drive the rollers 
which deliver the ingot in a rolling mill to the rolls. These 
latter are ranged above one another in pairs, and the rollers 
have bearings in an iron frame, called the roll table, that is 
raised or lowered by hydraulic pressure, thus bringing the 
ingot in line with any pair of rollers. A familiar example of 
this train is seen in routing machines, pulleys and belts be- 
ing used, however, in place of gears. The knee-joint is in 
reality an example of an epicyclic train, a description of 
which is to follow. 


ENGINE LATHE TRAIN. 


1519. Some of the best examples of wheels in trains 
are to be found in engine lathes. Fig. 398 represents the 
head-stock of an engine lathe, the spindle S turning in the 
bearings, as shown, and having a face-plate P, and a ‘“‘cen- 
ter’ on the right endfor placing the work. The lead screw 
LI, used in screw-cutting, is connected with the spindle by 
the train of gears on the left, which will be described later. 
The back gears /, and J,, on the shaft m nu, have been 
drawn above the spindle for convenience of illustration, 
instead of back of it, where they are really placed. 


1520. Back Gear Train.—It is important to keep 
the cutting speed within limits that the tool will safely 
stand. For turning work of different diameters and ma- 
terial, therefore, the spindle must be driven at different 
speeds. This is accomplished by means of the cone pulley 
marked C, driven by a similar one on the countershaft by 
means of a belt, and by the back gears. 

The gear /, is fast to the spindle and always turns with 
it. The cone C, however, is loose on the spindle, but can 
be made to turn withit by means of a lug, or catch, operated 
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by a nut under the rim of F,. When the nut is moved out 
from the center, the lug engages with a slot on the large 
end of the cone. The cone will then revolve with the 
spindle, and as many changes of speed may be had as there 


FIG. 398. 


are pulleys on the cone. As ordinarily constructed, how- 
ever, the cone alone does not give a range of speed great 
enough to include all classes of work, nor is the belt power 
sufficient for the larger work and heavier cuts. It makes 
the lathe more compact and satisfactory to construct the 
cone for the higher speeds and lighter work, and to obtain 
the speeds for the heavier work by means of back gears. 
Referring to the figure, it will be seen that the back gears 
are connected by the sleeve s, and so turn together, /, 
meshing with D,, and J), which is loose upon the spindle 
but fastened to the cone, with /#,. To get the slower speeds, 
the nut mentioned before is moved in towards the center of 
Ff, disengaging the gear from the cone, which latter is now 
free to turn on the spindle. Hence, if the back gears are in 
mesh with the gears on the spindle, the belt will drive the 
spindle at a slower speed through the cone and the train 
IDOE ADET 

The back gears cannot remain in gear when the cone and 
gear /, are connected; otherwise, the lathe would not start, 
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or teeth would be broken out of the wheels. To provide for 
throwing them in and out of gear, as required, the rod on 
which the back gears and sleeve s revolve is provided with 
eccentric ends at #z and x, fitting in bearings in the frame. 
By turning the rod part way around by means of the handle 
HT the gears can be thrown either in or out of gear. 


1521. A lathe is spoken of as running back geared 
when the back gears are in, and as being insingle gear when 
they are out of gear. This same arrangement, or a modifi- 
cation of it, is used on upright drills, boring mills, milling 
machines, and other machine tools. 


1522. Screw Cutting.—One of the chief uses of 
engine lathes is for screw-cutting. In Fig. 398, the screw- 
cutting mechanism is driven from @,, which is fast to the 
spindle. This connects with the lead screw ZL, through 
J, %, the idler J, and f, To cut a screw-thread, the work 
is placed between the centers of the lathe and made to turn 
with the face plate by the dog 4, clamped to the end of the 
work. The spindle runs towards the operator, or in a right- 
hand direction, as looked at from the outer end of the head- 
stock, and the carriage, tool post, and tool, all of which are 
here represented by the pointer, are moved by the lead 
screw, on shears parallel with the axis of the spindle. 

When cutting a right-hand thread, the tool must move 
from right to left, and from left to right when cutting a left- 
hand thread. Hence, to cut a right-hand screw with the 
gearing as arranged in the figure, a left-hand lead screw 
must be used. To cut a left-hand screw another idle wheel 
should be inserted in the connecting train, arrangements 
for which are usually provided. To cut screws of different 
pitch a set of gears is always furnished, any of which may 
be placed on the stud 7, or the end of the lead screw. The 
method of adjustment to accommodate the different size 
gears by means of the vibrating slotted arm A has already 


been explained. 


1523. Suppose the lead screw to have six threads to 
the inch, or a pitch of 4 inch, and let it be required to 
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cut a screw of six threads per inch. If the gearing is such 
that the lead screw turns once while the spindle makes one 
turn, it is evident that the tool will cut six threads to the 
inch. If it is required to cut more than six threads to 
the inch, however, the lead screw must turn slower than the 
spindle; if less than six threads, it must turn faster than 
the spindle. 

Now, the ratio between the speed of the spindle and the 
speed at which the lead screw must turn for cutting a cer- 
tain number of threads per inch is simply the ratio between 
the number of turns made by the spindle and the number 
of turns made by the lead screw while the tool moves along 
one inch. ‘This is evidently equal to the ratio of the num- 
ber of threads per inch to be cut to the number of threads 
per inch on the lead screw. Thus, if 10 threads per inch 
are to be cut, and the lead screw has six threads per inch, 
the spindle must turn 10 times while the lead screw turns 
six times; if 44 threads are to be cut, it must turn 44 times 
to six turns of the lead screw. 

The problem, then, is to determine what size gears should 
be placed on the stud and lead screw to give the latter the 
right speed for any case. Here, as heretofore, the principle 
must hold that the speed of the first driver, multiplied by 
each driver, equals the speed of the last follower, multiplied 
by each follower. From this and from what has gone 
before we have, therefore, that the number of threads per 
inch of the screw to be cut, multiplied by the number of teeth 
of each driver, equals the number of threads per inch of the 
lead screw, multiplied by the number of teeth of each follower. 

It isa simple matter, therefore, to find the ratio between 
the gear on the stud and the gear on the lead screw, and 
from that to determine what gears will be suitable. 


1524. The process to be followed will be made clear by 
the following: ; : 


EXAMPLE.—Let the number of teeth in the different wheels in Fig. 
898 be as follows: d., 30; /, 60; Z, idle wheel. Assuming Z to have 


six threads per inch, what change gears should be used to cut 4 threads 
per inch ? 
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SoLuTIon.—By formula 137, letting Mand 7 be the number of 
revolutions of the spindle and lead screw, respectively, we have VX d, 


Xda =n Xfi X fa, 00 4X 80 X do = 6X 60 X fr. Hence, dy= 9% as 
=O 3s 


That is, the number of teeth of the gear on the stud (= d,) 
must equal the number of teeth of the gear on the lead 
screw, multiplied by three. In other words, the gear on the 
stud must have three times as many teeth as the gear on 
the lead screw. 


In like manner we have 
for 5 threads, d, = ef 
for 6 threads, d, = 2f); 


for 7 threads, d, = ahs 
CLG, CCT, aReUCe 


For four threads we might use wheels of 84 and 28 teeth ; 
for 5 threads 84 and 35, etc. In this way, a table might be 
calculated and arranged in columns, as below: 


Threads per Inch. Gear on Stud. Gear on Lead Screw. 
+ 84 28 
5 84 35 
6 84 42 
7 84 49 
etc. ete. etc: 


= 


Such reference tables are always provided with lathes, and 
the gears are generally so chosen that the smallest number 
possible will have to be furnished with the lathe to cut the 
range of threads desired. Thus, in the above table, the 
gears were chosen so that one with 84 teeth would serve for 
cutting several different threads. 


1525. Many lathes adapted for screw-cutting are not 
provided with the stud 7, the gear d, being keyed directly 
to the end of the spindle S. 
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In such a case, if it is desired to find whether the lathe 
will cut a certain thread not marked on the plate which is 
usually attached to the head-stock, write the number of 
threads to be cut as the numerator of a fraction and the 
number of threads on the lead screw as the denominator , 
multiply both numerator and denominator by some number, 
and ascertain whether any of the gears in stock have the 
number of teeth corresponding to the results obtained; if 
not, multiply again by some other number, etc. Thus, sup- 
pose the lead screw has 8 threads per inch and it is desired 
to cut a thread which shall have 74 threads per inch. 


ats 
Forming the fraction gives Multiplying both numera- 


tor and denominator by 6 gives = Should any of the 


gears have 45 and 48 teeth, the 45-tooth gear should be put 
on the lead screw and the 48-tooth gear on the spindle. 


1526. Again, when the lathe has a stud, the gears @, 
and f, are never changed, and the required change gears 
may be found by multiplying the fraction formed as directed 
above by a second fraction whose numerator shall be the 
number of teeth in d, and denominator the number of teeth 
in 7,, and then proceeding as before. 

Thus, suppose it is desired to cut a thread having 19 
threads per inch, the lead screw having 8 threads; the gear 


d,, 24 teeth, and the stud pinion f,, 48 teeth. Then, = <= 
19 9. 40 76 3 
Se and ig * t= 55 hence, a gear having 76 teeth 


placed upon the lead screw, and one having 64 teeth placed 
on the stud, will cut a screw having 19 threads per inch. 


REVERSING MECHANISMS. 


1527. It is frequently required to design machinery, 
parts of which must have a reciprocating motion alternately 
in opposite directions. The various crank motions are some- 
times employed for this purpose, but in many cases their 
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use is inadmissible, as they produce a variable motion, and 
for other reasons are inconvenient. It is also often necessary 
that machinery be constructed to run in either direction, at 
will. All such cases require the use of some reversing 
mechanism other than those previously described, A few 
additional examples will now be explained. 


1528. Mangle Gearing.—Figs. 399 and 400 show the 
principle of mangle gearing, so named from its use in 


Wa 


Fic. 399. 


mangles for pressing clothes. Its principal use, at the present 
time, is for actuating the tables of printing presses. In Fig. 
399 is a rack X, shown in cross-section, and so constructed 
that the gear-wheel W can run in mesh with it, either on 
top in position W, or underneath, as at W'. The rack. is 
fastened to a frame /, also in section, attached directly to 
the table of the press. The object is to drive the table back 
and forth in a direction to and from the reader. The method 
will be understood by reference to Fig. 400, which is the 
rack and gear of Fig. 399, looked at from the left. As the 
frame / would obstruct the view of the other parts, it is 
omitted. A longitudinal section of the rack is shown. | 
Suppose the gear IV to be on top of the rack, and to 
turn uniformly in the direction indicated. The rack will be 
drivén to the right with a velocity equal to that of the pitch 
circle of the gear, until the roll A comes under the gear. 
One tooth of the gear is here omitted, leaving a large space 
which is rounded to fit the roll. From this point the gear 
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will gradually drop down in the line  ”. At position 2 it 
will have made a quarter-turn, and the rack will have 
moved a distance 7 (= radius of the gear) to the right. At 
position 3 the rack will be at its former place, and further 
rotation of the gear will drive it to the left at a uniform 
speed. The motion of the rack is harmonic during the 


BAe a 


BOUGAG Pawo) 


S 


Fic. 400. 


reversal. To place it under full control of the gear at the 
points of reversal, ‘‘shoes” S, S are fastened securely to the 
frame /, ‘The inner curves of these are concentric with 4 
and D, respectively, and serve as surfaces for the roll C on 
the gear to roll upon. 

It is evident that the length A Dofthe rack must be equal 
to the circumference of the gear, or some multiple of the 
circumference, so that the wide space will come in contact 
with the rolls at each end. If, however, two spaces are 
cut diametrically opposite to each other, length A D may 
be some multiple of the half circumference. The total length 
of the stroke of the table is A D, plus the diameter of gear. 


1529. Referring “again to Fig. 399, the driving 
mechanism consists of tight and loose pulleys 7 and Z on 
the shaft running in bearings 5, 5. O is a universal joint 
which allows the gear to rise and fall. A is a square block 
loose on the gear shaft A. It slides in a slotted guide G. 
and constrains the gear to move in a vertical straight line at 
the points of reversal 
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The advantages of this gearing are that, neglecting the 
irregular motion of the universal joints, a uniform recipro- 
cating motion of any length of stroke may be given the table 
with a gradual reversal. The disadvantage is that, where 
once constrained, the stroke cannot be adjusted. 


1530. Clutch Gearing.—A reversing mechanism 
often used, especially when the reversal must take place 
automatically, is shown in Fig. 401. It consists of three 


Fic. 401. 


bevel gears, of which Dis the driver, fast on the driving 
shaft S. #, and F, are continually in contact with D, and 
are loose upon shaft mx. A sleeve C can move endwise 
upon mm”, but is compelled to turn with it by a key a pro- 
vided in theshaft. When inthe position shown, the notches 
clutch with /,, and #7 turns; when in mid-position, m x will 


not turn, and when thrown tothe right, the direction of 
rotation will be reversed. 


1531. If the reversal is to be automatic, some provision 
must be made to insure that after C has been pushed out of 
contact on one side, it will be thrown in contact with the 
other gear. One way of doing this is shown in the figure. 
The lever Z is pivoted at O, and at the otherend is forked 
to embrace C, a roller on each prong running in the groove 
shown. On the rod &, which is pivoted to Z at one end and 
slides in a guide G at the other end, are two collars d and e, 
held in place by set screws. Helical springs are also placed 
on & against the inside of the collars. Now, suppose the 
tappet 7, which is free to slide on RX, be given a motion to 


~ 
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the right through mechanism connected with /,, but not 
shown in the cut. When it reaches the spring, it will com- 
press it until the pressure of the spring on ¢ is sufficient to 
overcome the resistance of the clutch. Further movement 
of will move C to the right until free of /,, when the 
energy stored in the spring will suddenly throw C in contact 
with /,. The time at which reversal occurs can be adjusted 
by changing the position of dand e. 


1532. Sometimes it is desirable to have a slow motion 
in one direction with a ‘‘quick return.” Figs. 402 and 403 
show two methods that may be 
used for this purpose. In the 
first, the driver D is made cup 
shaped so as to allow a smaller 
driver d to be placed inside. For 


the slow motion we haved driv- € Gics 

ing /,, and, for the quick return, 

D driving F. In Fig. 403, S is F, 

the driving shaft, giving a slow oe 
and powerful motion through the Fic. 402. 


worm gearing, shown clearly in the end view. The quick- 
return motion is through the gears D,, /,, D,, and F,. 


Fic, 403. 


1533. It is evident that these mechanisms are not suit- 
able for quick-running or heavy machinery. For such use, 
two belts are generally employed in place of the gears, one 
open and one crossed. Often these belts are made to shift 
alternately from a tight to a loose pulley, while in other 
cases they are arranged to drive two pulleys on the same 
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shaft in opposite directions, either of the pulleys being 
thrown in or out by means of a friction clutch, as, for 
example, in lathe countershafts, 


1534. Shifting-Belt Mechanism.—Of the former 
class, Fig. 404 affords an illustration, as applied to a planer 
operating on metal. Hisasection of the table, which is driven 


Fic. 404, 


forwards and backwards by the rack and gearing shown. 
The work to be planed is clamped to the table, and during 
the forward, or cutting, stroke a stationary tool removes the 
metal. As no cutting takes place on the return stroke, the 
table is made to run back from two to five times as fast as 
forward, the latter speed being about 18 feet per minute for 
work on cast iron. There are three pulleys oh shaft 1. 7 
is the tight or driving pulley, and Z, and Z, are both loose 
(see top view). There are two belt shifters A and Z, in the 
shape of bell-cranks, pivoted at a and 4, respectively. A 
crossed belt, moving in the direction of the arrow, runs from 
a small pulley on the countershaft, and is guided by the 
shifter A. This belt drives the table during the cutting 
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stroke, The other belt is ‘‘open,” runs over a large pulley 
on the countershaft, and is guided by the shifter B. 

The short arms of the shifters carry small rollers working 
in a slot in a cam plate C, which is pivoted at O. Each end 
of this slot is concentric about O, but one end has a greater 
radius than the other. As shown, the two shifters are in 
mid-position, both belts being on the loose pulleys. Suppose, 
however, the rod £ be pulled to the left. Shifter B will not 
move, because its roller will continue to be in the same end 
of the slot, which is concentric about O; but the roller on A 
will be pulled to the left by passing con the end of the slot, 
which is of larger radius, to the end of the smaller radius. 
The crossed belt will, therefore, be shifted to the tight pul- 
ley, which will cause the table to run forward until the dog 
D strikes the rocker S, throwing the cam in the other direc- 
tion. The effect of this will be to first shift the crossed 
belt from the tight to the loose pulley, and then to shift the 
open belt to the tight pulley; one motion follows the other, 
and thus decreases the wear and tear of the belts. The 
length of the stroke of the table can be varied by changing 
the position of the dogs, which are bolted to a T slot on the 
edge of the table. 

The table is driven as follows: The belt pulleys drive gear 
D,, which iskeyed to the same shaft; D, drives /, which in 
turn drives D,, keyed to the same shaft. D, drives gear /, 
which drives the table by means of a rack underneath it. 
The circumferential speeds of 7 and D), are evidently the 
same, and the speed of the table is the same as the circum- 
ferential speed of the gear D,. The velocity ratio of the 
gearing is generally expressed in terms of the number of 
feet traveled by the belt to one foot passed over by the 
table. 


1535. Suppose the belt pulleys to be 24 inches in diam- 
eter, and to make V revolutions while the table travels one 
foot. Let the diameter of D, be 3 inches; of /,, 26 inches, 
and of D,,4 inches. The circumference of D, is 124 inches, 
nearly, so that for every foot traveled by the table, D 
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12 
(and F,) will turn —— ea =e ; times. To find the number of 


turns made by the belt inahe for each foot passed over by 
the table, we have, therefore, 


4 
A 3 = gp X 26, or 
N= =A” = 8.32, 


This multiplied by the circumference of the pulley = 8.32 
xX 2 xX 3.1416 = 524-4 feet. That is, the planer is geared to 
run 524 to l. 


EXAMPLES FOR PRACTICE. 

1. Ina wheel train, a pulley 4 drives a pulleyZ by open belt; 2 is 
on the same shaft with a gear C, which drives a gear D; a gear E 
is on the same shaft with D and meshes with a gear /) Suppose 4 to 
be 30’ in diameter and & 26”, and let C have 90 teeth; D, 80 teeth; 
£, 70 teeth, and /; 60 teeth. How many revolutions will / make in 
five minutes, if 4 runs at 45 revolutions per minute ? 

Ans. 340.74 revolutions. 

2. An engine lathe belt is on the third speed, the diameters of the 
steps upon which the belt is running being 9” on the countershaft and 
4’ on the lathe spindle. If the back gears are ‘‘in,” how many turns 
will the countershaft make for one of the lathe spindle, supposing 
gears /, and /; (Fig. 398) to have 64 teeth each, and D, and Dz, 24 
teeth each ? Ans. 3.16 revolutions. 

8. In Fig. 898, suppose the stud 7 to make 3 turns while the lathe 
spindle makes 4. What change gears could be used to cut 10 threads 
per inch, the lead screw having 6 threads per inch ? 

Ans. The gears should be in the ratio of 4: 5, the latter being the 
lead screw gear. 

4. In Fig. 404, let the diameter of the pulleys be 30”; of D,, 4"; of 
D,, 4", and of /,, 22". What is the ratio of belt to cutting speed ? 

Ans, 41.44 :1. 
or 


DIFFERENTIAL GEARING. 


1536. Heretofore, in the discussion of wheel trains, it 
has been assumed that the bearings of the various wheels 
remained fixed. Occasionally, however, cases are met with 
in practice where the wheels not only turn about their own 
axes, but in which one or more of them revolves bodily about 


Cc. Il.—i19 
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some other axis, thus having a compound motion of rota- 
tion and translation. Such combinations are known as 
differential gearing or epicyclic trains. Their action 
is somewhat confusing at first, but can be made to appear 
simple by applying the principle of successive movements. 


1537. The Two-Wheel Train.—I.—In Fig. 405 
are shown two gears D and / united by anarm A. Sup- 
pose the number of teeth in 

F D to be represented by m, 

and the number in: JG by. 2: 

(yar —{6) then, when the arm 4 is fixed, 

and DP is revolved once about 

its axis right-handed, / will be 

os revolved left-handed about its 


axis ” times. Denoting right-hand rotation by + and left- 
hand eeaian by —, gear D turns + 1 times and gear F, 
_ a times. This is the ordinary case of transmission of 
motion by two gears. 


1538. II.—Suppose, however, that gear D is fixed in 
position so that it cannot turn, and the arm A is given a + 
rotation about the axis of D, the gear / then partakes of 


. : m : 
two rotations, + 1 about the axis of D and + i about its 


own axis. In order to see this more clearly, imagine the 
two gears to be replaced by two friction wheels whose diam- 


: ve) 902 Fost 3 
eters are in ratio wi then, it is perfectly clear that, in order 


to rotate the arm, the wheel / must roll on D in the same 
direction, and that the number of times it turns on its axis 


- mM ; : ; : 
is — The only difference in the motions, in so far as the 


rotation of / on its own axis is concerned in these two cases, 
is that it has a negative rotation in the first case and a posi- 
tive one in the second case. If the two gears are equal, one 
revolution of the arm will cause ¥ to turn once on its own 
axis. This may also be considered in the following manner: 
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(2) Let the wheels be locked, or wedged together, so that 
neither can turn relatively to the other, and let the whole 
combination, D, /, and A, be turned as one body about the 
axis of D once R. H. (right-handed). The arm 4 has now 
been turned around once R. H., just as was desired; but, in 
doing so, D has been turned once R. H., when, according to 
the conditions, it should have remained stationary. 

(2) Hence, the next step is to unlock the wheels, hold the 
arm stationary and turn J back one turn L. H. (left-handed) 


Z ‘ : m.. 
to where it should be. This will cause / to turn 7 times 


R. H. After that is done, each part of the combination will 
have been through just the same relative motion that it 
would have had if the conditions had been carried out 
directly. 

The results of the two steps upon D, /, and A can be 
tabulated thus,-++ indicating R. H. rotation and — indicating 
L. H. rotation: 

D fF A 


(a) Wheels locked +1 +1 +1 
' m 

(4) Arm stationary —1 + m7 0 
m 

(c) 0 145 41 


The algebraic sum of these in the third horizontal row gives 
the total motion of each part. It will be seen from this that 
if D and F have the same number of teeth, / will make two 
revolutions to one of the arms, one being about its own axis, 
and the other about the axis of D. 

ExaAmpLe.—Referring to Fig. 405, suppose D has 50 teeth, /, 20 
teeth, and A to be turned 10 times L. H. How many turns will # 
make, and in what direction ? 


SOLUTION.— D UE A 
Wheels locked — 10 — 10 —10 
50 
Arm stationary + 10 — 10x 30 0 
0 — (10+ 25) —10 


Fmakes 35 turns L. H. 
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1539. III.—Suppose that the shaft on which / turns 
were the crank-shaft of a steam engine, and that the gear 
D were keyed to the end of the connecting-rod, the arm A 
being loose on both shafts. Then, one stroke of the piston 
would carry D to a position diametrically opposite, and the 
return stroke would bring it back to its first position; in 
other words, D would pass entirely around /, but without 
turning on its own axis, because of being keyed to the con- 
necting-rod. The result will be that / will turn twice for 
one revolution of the arm when the gears D and F are of 
the same size. Although difficult to explain in a simple 
manner, a little thought will convince the student of the 
truth of this statement, and if he can obtain a couple of 
gears and try the experiment the result will amply reward 
him for the trouble. The result may be arrived at very 
simply, however, by means of the method of analysis used 
above. Suppose the gears to be locked and the whole com- 
bination, including the connecting-rod, to be revolved once 
right-handed. Denoting the connecting-rod by C, and 
remembering that the connecting-rod as a whole does 
not revolve, we must now return it to its original position 
by giving it a left-hand rotation (the arm A being fixed). 


This causes D to turn once left-handed and F,“ times right- 


handed, assuming that D has m teeth and F has z teeth. 
Tabulating the results, we have 


G D ag A 
Wheels locked +1 +1 +1 +1 


Arm stationary —1 —1 Le 0 


0 Oa = 4 
The algebraic sum shows that for one revolution of A, F 
turns 1 + times and that C and ) donot turn at all, which 


is perfectly true, since, when D is keyed to C, it is no longer 
a separate link, but isa part of C. Consequently, if D and 


APPLIED MECHANICS. 891 


F are of the same size, #=mn and F turns twice right- 
handed for one right-handed revolution of the arm JA. 

This motion was used by Watt to drive his engine, some 
one else having patented the crank motion. It is known as 
the sun and planet motion; the fixed gear being the sun 
and the revolving gear the planet. 


1540. Higher- 
Wheel Trains.— 
In Fig. 406 is repre- 
sented a three-wheel 
train, derived from 
the two-wheel train 
by inserting the idle 
wheel, / Here, as 
in previous cases, 
the number of turns 
made by the wheel 
F is entirely inde- FIG. 406. 
pendent of the size or number of teeth in the idler. 


EXAMPLE.—Suppose all three wheels to have 24 teeth. If the arm 
makes — 5 turns about the axis of D, how many turns will / make, 
and in which direction? 


SOLUTION.— D di F A 
Wheels locked —5 —5 —5 —5 
Arm stationary +5 —5 +5 0 


0 — 10 0 —5 


The method of procedure is exactly the same as with the 
two-wheel train, and it will be noticed that the action of J 
in this train is the same as that of / in the two-wheel train. 
F, in the three-wheel train, however, does not turn at all. 
The straight arrows in the figure are supposed to be fastened 
to the wheels, so that the action of the train can be seen by 
noticing the directions in which the arrows point in the 


dotted positions. 


1541. The statement that / does not turn at all is not 
literaliy true, since it turns once on its own axis and once on 
the axis of D, What the statement really implies is this: 
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The gear / cannot impart motion to an annular gear 
(supposing it to mesh with one) keyed to the shaft of D; 
that is, if an annular gear, keyed to the axis of D, meshes 
with gear /, and is caused to revolve owing to the rotation 
of the arm A, it will receive no motion from the gear 
owing to the rotation of / on its own axis. It will, in fact, 
be deprived of a part of the rotation it should receive from 


the arm of A owing to this positive rotation of /, the 
ree mt : 
amount of which is represented by —, # being the number 


of teeth in each of the three gears and # the number of 
teeth in the annular gear. Suppose, however, that the 
three gears D, /,and F were to be replaced by the two 
gears D and F, of Fig. 405, both gears being free to turn 
on their axes. Then, representing the number of teeth in 
the annular gear by f, one-+ revolution of the arm will 


cause the annular gear (which we will call ZL) to rotate 
mM 


1+ —— =1+ - times. For the annular gear and gear 


P 
F, both turn right-handed (VD being fixed) and & turns — 


times; the number of teeth in Z which come in contact 


with corresponding teeth in / is “- X= n= hence, J2 wall 


make a part of a revolution represented by 7" due to the 


turning of / on its axis, and one revolution due to the rota- 
tion of the arm A, the whole movement being represented 


by 1 ee Using our method of analysis and applying to 


the first case, we have, assuming all three gears attached to 
A to be of the same size, and remembering that an annular 
gear always turns in the same direction as its pinion, 


D v2 F 7; A 
Wheels locked +1 +1 +1 +1 +1 
Arm stationary — 1 +1 -1 — 5 0 
0 +2 O aire Perey 
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For the second case, with two gears, 


D F le A 
Wheels locked +1 +1 +1 1 
m 
. mite a ae 
Arm stationary —1 a z + 0; 0 
me Mm 
Nr toe mx it i i ieee: 


It should not be imagined that the gear Y imparts a back- 
ward motion to Z in the first case above, for it does not; its 
rotation simply prevents the arm from imparting to Z its 
entire motion, which it would do if / were keyed to the arm. 


1542. A four-wheel train, one of the wheels being 
an annular wheel, is shown 
in Fig. 407. Dis fixed, the 
other wheels allturning. A 
revolves about the axis of 
fF. D, and F are on the 
same spindle, / rolling in- 
side of D. 

In working out a train of \ 
this kind, first consider all 
the wheels, including D, to 
be locked together and to 
turn with the arm, as in Fic. 407. 
previous cases. Then, make the arm stationary, and turn 
D back to the position it should occupy. 


EXxaMpPLe.—Let D have 100 teeth; 20; D,, 45, and /, 35. A 
makes + 10 turns. Required the number of turns made by the pinions. 


SoLuTION.— D Fand D, 72 A 
Wheels locked + 10 +10 + 10 +10 
Arm stationary — 10 —50 + (3 x 50) 0 


SDS ey era pe Lega" 


1543. Differential Bevel Train.—A differential 
bevel train is shown in Fig. 408. It consists of three 
miter wheels, two of which, Z and C, are on the shaft S, the 
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third revolving on the arm A, which is also on S. It is 
assumed that none of the wheels 
| iy can slide endways upon their shafts. 
| dig This train has certain peculiar as 
es Cc well as very useful properties. 
Se ae A to be held rigidly, i 
Sie ————— uppose o be held rigidly, in 
one position, and & and C to be 
loose on the shaft. Then, if C be 
Fic. 408. turned once one way, & will turn 
once in the opposite direction, the three wheels forming a 
simple train of gears, & being an idle wheel. 

Now, suppose C to be held in one position and A to be 
turned once about the shaft S. will then revolve ¢wce in 
the same direction as the arm. That it will do so can be 
clearly seen by applying the principle of relative motions, 
as follows: 


A G E 
Wheels locked +1 +1 +1 
Arm stationary 0 —1 +1 
+1 0 = 


From the above it will be seen that if we consider C the 
driver and £ as fixed, A will revolve one-half as fast as C. 

If we assume that the arm and all the wheels are free to 
turn, and if C is rotated one way at a uniform speed and £ 
the opposite way at the same speed, J will revolve upon A, 
but A will remain still. If, however, C is rotated faster 
than £, the arm will move in the direction of C through one- 
half the angle gained; if C turns slower than EF, the arm 
will move correspondingly the opposite way. 

It will thus be seen that a bevel train is capable of a 
variety of combinations that can be applied in a useful way. 
A few practical applications of this and the other differen- 
tial trains will now be given. 


EXAMPLES FOR PRACTICE. 
1, In Fig. 406, let D have 25 teeth; 7, 80 teeth, and & 50 teeth. If 
D is stationary and the arm makes 5 turns L. H., how many turns will 
make, and in what direction? Ans. 24 turns L. H. 
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2. In Fig. 407, suppose D to be 40" in diameter; F 10": D,, 14", and 
/,, 16". If D remains stationary, how many turns will 7, make to 
each turn of the arm? Ans. 44 turns. 


3. In Fig. 408, suppose £ to make 1 turn R. H. (looked at from the 
right) and 4, two turns L. H. How many turns will C make, and in 
which direction ? Ans. 5 turns L. H. 


1544. Differential “ Back-Gears.”—Upright drills 
for metal work are sometimes provided with arrangements 
for increasing the range of the speeds and driving power 
that are different from the back-gears explained under the 
engine-lathe train. Fig. 409 shows one arrangement for this 
purpose. S is the shaft, and C the cone pulley which is loose 
on the shaft. JD is a casting, also loose on the shaft, having 
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Fic. 409. 


teeth on the inside, thus forming an annular gear. A plate 
/, carrying the small gear or pinion /, is fast to the shaft. 
On the left-hand end of the pulley hub is another gear F, 
which is fast to the hub of the cone. 

The action is as follows: A pin, on which there is a collar 
and nut, is clamped in the slot S7in D. The pin projects 
through D so that when it is placed in the inner end of the 
slot it will engage with a corresponding slot in the plate P. 
When it is lowered, however, the pin disengages with the 
plate, but the collar can be made to fall in a slot in the arm 
A, which is a part of the frame. In the former position DD, 
f, and Fare locked together, so that the shaft must turn 
with the cone. In the latter position D is locked with the 
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frame and cannot turn, while F revolves with the cone. The 
plate P, therefore, revolves with the shaft at a reduced speed, 
the arrangement being similar to that in Fig. 407. 


1545. Differential Motion.—Perhaps the most 
important application of the differential bevel train is to be 
found in spinning machinery, where it is necessary to wind 
the partly twisted fiber, or roving, wpon bobbins. As each 
successive layer is wound on the bobbin, the latter becomes 
correspondingly larger and must revolve at a reduced speed ; 
otherwise, the roving, which is delivered at a constant speed, 
would be broken. 


1546. In Fig. 410, B is the bobbin at the top of which 
the flyer f is suspended. The roving passes through a hole 
c in the center of the upper part of the flyer, then down 

Cc 


UAT 


Fic. 410. 


through the hollow arm / of the flyer and through a hole in 
the presser f to the bobbin. This gives a uniform twist to 
the roving. The flyer moves up and down the length of the 
bobbin winding on the roving in helical layers. 

The machine is driven by a belt through the pulley P and 
the shaft SS. The first gear Z on the shaft drives the flyer 
at a constant velocity through Zand V. Thenext gear that 
is fast to the shaft is the miter wheel D. This forms part of 
a differential bevel train, the other wheel on the shaft being 
F, which is loose. Toimprove the running qualities, there 
are two intermediate wheels, /,, /,, instead of one, asin Fig. 


APPLIED MECHANICS, 897 


408, A gear W, shown in section and loose upon the shaft, 
serves the purpose of the arm used in Fig. 408. Its action is 
exactly the same as the arm, the wheel being used simply as 
a means for causing it to revolve about the shaft. The 
object of the epicyclic train is to drive the bobbin, by means 
of and V, ata varying velocity suited to the varying 
diameter of the bobbin. 

This is brought about by the cone pulleys C, and C,. The 
former is driven by the main shaft through the gears K, 7, 
and #, and the latter drives W through gear U. Now we 
have rotated uniformly in one direction, which turns / the 
opposite way. Whas a motion opposite to that of D, the 
number of revolutions that it makes depending upon the 
position of the belt on the cones. As the belt is moved 
automatically to the left, W7turns slower, # turns slower, 
and hence the bobbin turns slower as the roving is wound 
on. The gearing is such that the bobbin revolves in the 
same direction as the flyer and just enough faster to take 
the roving as it is delivered. 


1547. Hartford Water-Wheel Governor.—An- 
other application of 
the bevel train is to be 
found in the water- 
wheel governor, in 
Fig. 411. Wand W, 
are two _ wide-faced 
pulleys driven by the 
belt which passes 
over the guide pulleys 
sent  W isia 
frustum of a cone, 
with its diameter at 
the middle, the same 
as that of W,, which 
is an ordinary pulley. 
These pulleys give 
motion to the double Fic, 411. 
bevel wheels Z and C, both of which.are loose upon the shaft, 
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through the bevel gears 7 and Kk, respectively. The inner 
parts of Z and C gear with the miter gear B on the arm A, 
the latter being keyed to the shaft. The outer part of C 
drives the governor G through the gear K. The work of the 
governor is to shift the belt on the cone by means of a fork 
(not shown) near pulley P.. 

The action is as follows: When the water-wheel is running 
at the proper speed, the belt is at the middle of the cone and 
E and C turnequally in opposite directions. Hence, A does 
not move. Should the wheel run too fast, however, the 
governor balls would rise, since the speed of JV, must always 
be proportional to that of the water-wheel. This at once 
causes the belt to be shifted to the small end of the cone, 
increasing the speed of Z. This, inturn, makes A, and hence 
the shaft, rotate in the direction of #, and anarrangement at 
the left-hand end of the shaft S S (notshown) lowers the 
water-wheel gate. Ifthe wheel should slow down, the reverse 
operation would take place. 


GEAR WHEELS. 
1548. Let twowheels with parallel axes be held in firm 


FIG, 412. 


rolling contact by pressure upon their axes, as in Fig. 412. 


APPLIED MECHANICS. 899 


If one be turned in either direction, and there is no slipping, 

the other will rotate in the opposite direction with a circum- 

ferential, or surface, velocity equal to that of the first, as 

though connected by a crossed belt, and the numbers of their 

revolutions will be inversely proportional to their diameters. 

Assuming wheel A to be 10” in diameter and B 20", B would 
10 


1 j : 
make 99 = 9 aS many revolutions as A, 


1549. Should slipping occur, however, B would make 
less than one-half as many revolutions as A, if A were the 
driver. To obviate slipping, suppose that pieces like ice 
Fig. 413, are fastened at equal distances on the peripheries of 
A and &, and that corresponding grooves like b, bare cut. 
Then, the projections, or teeth, on one wheel will run be- 


Fie, 413. 


tween the teeth on the other, and & will necessarily revolve 
one-half as often as A. It is important to notice, however, 
that although the zumber of revolutions of the wheels in the 
latter case will be in the ratio of 2 to 1, the speed from sooth 
to tooth might vary somewhat from this ratio, unless the 
teeth were of a shape that would give a constant velocity 
ratio. This would result in an uneven motion that would 
be undesirable, even though the variation was very slight. 
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1550. Theobject, then, in designing the teeth of gear- 
wheels should be to so shape them that the motion trans- . 
mitted will be exactly the same as with a corresponding 
pair of wheels, or cylinders, without teeth, and running in 
contact without slipping, 


Fic. 414. 


Such cylinders are called pitch cylinders, and are al- 
ways represented on the drawing of a gear-wheel by a line 
called the pitch circle. (See Fig. 414.) The pitch circle 
is also called the pitch line. 


1551. The diameter of the pitch circle is called the 
pitch diameter. When the word ‘‘diameter” is applied 
to gears, it is always understood to mean the pitch di- 
ameter, unless otherwise specially stated, as ‘‘ outside 
diameter ” or ‘‘ diameter at the root.” 
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1552. Circular and Diametral Pitch.—The dis- 
, tance from a point on one tooth to a corresponding point on 
the next tooth, measured 
along the pitch circle, is 
the circular pitch. It 
is obtained by dividing 
the circumference (pitch 
circle) by the number of 
teetn, and is used in lay- 
ing out the teeth of 
large gears, and also 
when calculating _ their 
strength. 

It would be very con- 
venient to have the cir- 
cular pitch expressed in 
manageable numbers like 
1 inch, # inch, etc.; but 
as the circumference of 
a gear is 3.1416 times its 
diameter, this requires 
awkward numbers for the 
diameters. Thus, a wheel 
of 40 teeth, 1 inch pitch, 
would have a circumfer- 
ence on pitch circle of 40 
inches and a diameter of 
12.732 inches. Of the two, 


Y DYpY Y it is more convenient in 

Oy ZZ} the great majority of 

12 Pitch. cases to have the diame- 

2, DL ters ee Ae se 

Y bers that can be easily 

DLA) handled. In order, how- 

A oat , ever, to have the pitch 

in a convenient form also, a new pitch has been devised, 

expressed in terms of the diameter and called the dia- 
metral pitch. 


~ 
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1553. The diametral pitch is not a measurement like 
the circular pitch, but a ratio. It ts the ratio of the number 
of teeth in the gear to the number of inches tm the diameter; 
or, tt is the number of teeth on the circumference of the gear 
for one inch diameter of the pitch circle. It is obtained by 
dividing the number of teeth by the diameter. 

A gear, for example, has 60 teeth and is 10 inches in 
diameter. ‘The diametral pitch is the ratio of 60 to 10 = 4 
= 6, and the gear would be called a 6-pitch gear. From the 
definition, it follows that teeth of any particular diametral 
pitch are of the same size, and have the same width on the 
pitch line, whatever the diameter of the gear. Thus, if a 
12-inch gear had 48 teeth, it would be 4 pitch. A 24-inch 
gear to have teeth of the same size would have twice 48 or 
96 teeth, and 96 + 24 = 4, the same diametral pitch as before. 

Fig. 415 shows the sizes of teeth of various diametral 
pitches. 

Diametral pitch has also been defined as the number of 
teeth in a gear of one inch diameter, which amounts to the 
same as the definitions above. 

Using for illustration a wheel 10 inches in diameter with 
60 teeth, we have 

. 3 circumference.) 10 X 3.1416 eae 

circular pitch == NGL Eo oe 50 = .524 inch. 
No. of teeth __ 60 
diameter ‘10 


Diametral pitch = 5.6: 


1554. Other Definitions.—The other necessary defi- 
nitions applying to the parts of a gear can be readily under- 
stood from Fig. 414. The thickness of the tooth and width 
of the space are measured on the pitch circle. A tooth is 
composed of two parts, the addendum, or outside of the 
pitch circle, and the root, which is inside. 

A line through the outside end of the addendum is called 
the addendum circle, or addendum line, and one through 
the inside part of the root is called the root circle, or root 
line. The amount by which the width of the space is 
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greater than the thickness of the tooth is called the back 
lash, or clearance. 


1555. Proportions for Gear Teeth.—With gears of 
large size, and often with cast gears of all sizes, the circular 
pitch system is used. In these cases, it is usual to have the 
addendum, whole depth, and thickness of the tooth conform 
to arbitrary rules based upon the circular pitch. None of 
these rules can be considered absolute, however. Machine- 
moulded gears require less clearance and back lash than hand- 
moulded, and very large gears should have less, proportion- 
ately, thansmaller ones. The following table of proportions 
that have been used successfully will serve as an aid in decid- 
ing upon suitable dimensions. Column 1 is for ordinary cast 
gears, and column 2 is for very large gears having cut teeth. 
C stands for circular pitch. 


TABLE 34. 

1 2 
ores Caste) lin eg en i oe 0.30C 0.30C 
Peo ee sien Pe antl: ee kN Yes 0.35C 
ROMO DE oe io «piaie nan 0.70C 0.65C 
bhickaiess) Of Mootle. = 6 ana 6 0.48C 0.495C 
WARMERS) SSA 8 ae isd ow pou. 5 0.52C 0.505C 


The gears most often met with are the cut gears of small 
and medium size, like those, for example, on machine tools, 
which are almost invariably diametral pitch gears. The 
teeth are cut from the solid with standard milling cutters, 
proportioned with the diametral pitch asa basis. The sys- 
tem is also coming into very general use for cast gearing. 
In all diametral pitch gears, the addendum is made equal to 

_1 divided by the diametral pitch, and the working depth 
twice the addendum, The end clearance is usually taken 
equal to} of the addendum for cut gears, though the Brown 
& Sharpe Mfg. Co. use -4; of the thickness of the tooth on 
the pitch line as the clearance. The side clearance, or back 


C.. Il.—20 
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lash, is made just enough to give a good working fit, and 
seldom exceeds +, of the pitch. e 

Using the above proportions, a 4-pitch gear would have 
the addendum = 1 + 4, ort of an inch; the working depth 
would be 2 X = Finch, and the clearance 4 X $=qy inch. 
The whole length of the tooth would be $+ 33 = 33 inch, 
The thickness of the tooth would be $ the circular pitch, 
nearly. Ina 10-pitch wheel the addendum would be yy inch 
and the length of the tooth #7 inch; ina 2} pitch it would 
be 1 +24 = 2 inch and the length 4} inch. 


1556. Sizing Gear Blanks.—It is quite as important 
to be able to solve problems involving the diameter, number 
of teeth, and circular and diametral pitch of gear-wheels, as 
to be able to lay out the correct tooth curves. Several rules 
and examples will be given covering cases likely to be met 
with. 

For convenience, these symbols will be used: 

P= diametral pitch; 
D = diameter of pitch circle; 
O D = outside diameter; 
C= circular pitch; 
WV =number of teeth: 
A = distance between centers of two wheels; 
V = velocity—i. e., revolutions per minute. 

When two wheels run together, small letters, like the 
above, will be used for the smaller wheel, the large letters 
applying to the larger wheel. 

The product of the circular pitch of a gear and the diam- 
etral pitch is always the constant number 3.1416. Hence, 
to change circular to diametral pitch, divide 8.1416 by the cir- 
cular pitch; to change diametral to circular pitch, divide 8.1416 
by the diametral pitch. That is, 


3.1416 


P=—-—, and (149.) 
3.1416 
Cc —s P > (150.) 


APPLIED MECHANICS. 905 


EXAMPLE.—If the circular pitch is 2 inches, the diametral pitch, or 


Ya a = 1.571 inches, nearly. If the diametral pitch is 4, the 
circular pitch, or C, = — = .7854 inch. 


1557. Table 35 gives in the first two columns values of 
circular pitch corresponding to common values of diametral 
pitch, and in the last two columns values of diametral pitch 
corresponding to circular pitch values, 


TABLE 35, 
Diametral Circular Circular Diametral 
Pitch. Pitch. Pitch. Pitch. 
2 1.571 inches. 2 inches. eval 
at 306 7 ** 1f ce 1.676 
24 (Py Ue 1? ee 1.795 
23 1400 cs 13 * 1933 
3 O47" 1} de 2.094 
34 stetgter® oS 1 ae 2.185 
4 Ate} ou 12 it 2.285 
5 Alijpscie 135; es 2.394 
6 O24 ees 14 oS 2.513 
y pee 13; cs 2.646 
8 satep  h 14 e 2.793 
9 049  <S 1+; ytd 2.957 
10 SSD bs sOU il sé 3.142 
IF E28 6a ee 43 ee 3.351 
12 Bley i ah 3.590 
14 ph Se 43 ty 3.867 
16 LO Gmaren } SS 4.189 
18 Lt eae 4h ah 4.570 
20 By sy ae g a 5.027 


The product of the diameter and diametral pitch in any 
gear is equal to the number of teeth, or 


N=DP. (151.) 
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Also, knowing the number of teeth and the diametral 
pitch, the diameter may be found from the same formula. 


EXAMPLE.—(a) If a wheel is 80 inches in diameter and 3 pitch, how 
many teeth has it ? 
(6) Of what diameter is a 24 pitch gear having 20 teeth? 


SoLution.—(2) V= DP=8X 30=90 teeth. Ans. 


Neo 320 GeO eee 
Q Q= jeans 8 inches. Ans. 
The outside diameter of a gear equals the pitch diameter, 
1 N 
plus twice the addendum, or O D= D+ 2X Pp: Buty = Pp 


Hence, to obtain the outside diameter, knowing the diam- 
etral pitch and number of teeth, we have 
ee EES, 


IN . 
oe (152.) 


ExAmp_Le.—A wheel is to have 48 teeth, 6 pitch; to what diameter 
must the blank be turned ? 


N+2 4842 


SoLtuTion.—By formula 152, O D= P 5 


Ans. 


= 8.333 inches. 


ExAMPLE.—A gear blank measures 10$ inches in diameter and is to 
be cut 4 pitch. How many teeth should the gear cutter be set to 
space ? 


N+2 


SOLUTION.—From formula 152, OD= Pp 


2=103 x 4—2=42—2=40 teeth. Ans. 


Or, N10 De 


To find the diameter, the circular pitch and number of 
teeth being given, we have, from the definition of circular 
pitch, 

CV 


D3 7Tae 


(153.) 


ExAMPLE.—What is the diameter of a gear-wheel which has 75 teeth 
and whose circular pitch is 1.675 inches? 
1.675 x 75 


SOLUTION. —D = SERS 


=40inches. Ans. 


Having given the distance between the centers of two 
gears and their velocities, the formulas for their diameters 
may be derived as follows ; 
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From formula 136, VD=vd, or D= - but A= 
D+d 
ate or D=2A—d. Equating values of D, 
va 
a aes A—d, 
whence vd =2AV—dVP, 
ord(v+V)=2A /V, 
2AV 
and ad — V+0’ (1 54.) 
where V = velocity of the large gear and v that of the small 
gear. 
In like manner, 
2Av 
D a ae a (1 55.) 


EXAMPLE.—Given the distance between centers of two gears = 54 
inches. What must be their diameters so that the ratio of their speeds 
will be as 3 is to1? 
2X 5¢xX1 

14+3 
2x54x3 

3+1 


SoLUTION.—By formula 154, d= = 28 inches. 


By formula 155, D= =8tinches. Ans, 


EXAMPLES FOR PRACTICE. 


1. (a) How many teeth has a 24-pitch gear, 4 feet in diameter? (4) 


What is the circular pitch of this gear? Rak | (@) 120 teeth. 
* ((d) 1.257 inches. 


2. What is the outside diameter of a gear blank from which a wheel 


is to be cut having 50 teeth 4-pitch ? Ans. 18 inches. 
8. The pitch diameter of a gear is 25 inches. What is its outside 
diameter, supposing it to be 6-pitch ? Ans. 25.833 inches. 


4. A gear blank measures 10.2 inches in diameter and is to be cut 


10-pitch. How many teeth should the gear cutter be set to space ? 
Ans. 100 teeth. 


5. Given the distance between the centers of two gears = 20". 
What must be their diameters so that the ratio of their speeds will be 
as 6:5? Ans. 18.181 inches and 21.818 inches. 


1558. Law of Tooth Contact.—The pitch point 
of two gears is the point of contact C, in Fig. 416, of the 
pitch lines. It is the point at which the line of centers O O' 
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intersects the pitch circles. The point of contact is the 
point where two teeth touch each other. In order that two 
gear-wheels may have the 
same relative velocities 
at every point as their 
corresponding pitch cy- 
linders, the tooth curves 
-——-OQ’must be of such a shape 
that at the point of con- 
tact they will both be 
at right angles to a line 

Fic. 416. NV N, Fig. 416, passing 
through the pitch point and point of contact. This line 
is called the common normal to the tooth curves. 


1559. The path of contact is the curve described 
by the point of contact during the entire action of a pair of 
teeth. This curve always passes through the pitch point. 


1560. Angle and Arc of Action.—The angle 
through which a wheel turns from the time when one of its 
teeth comes in contact with a tooth of the other wheel 
until the point of contact has reached the line of centers is 
the angle of approach; the angle through which it turns 
from the instant the point of contact leaves the line of 
centers until the teeth are no longer in contact is the angle 
of recess. The sum of these two angles forms the angle 
of action. The arcs of the pitch circles which measure 
these angles are called the arcs of approach, recess, and 
action, respectively. 

In order that one pair of teeth shall be in contact until 
the next pair begin to act, the arc of action must be at least 
equal to the pitch. 


THE EPICYCLOIDAL SYSTEM. 

1561. The Tooth Outline.—In Fig. 417, let O and 
O' be the centers of two pitch circles, in contact at the pitch 
point C’; and let a smaller circle, whose center is at 0, be 
tangent to both circles at C. Suppose the three centers to 
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be fixed, and the circles to move in rolling contact with each 
other in the direction of 
the arrows, the circle o 
carrying a marking point 
&. £ willthen describe a 
curve & don the plane of 
the circle O, and a curve 
£ e on the plane of the 
circle O’, WN JN, the com- 
mon normal of these A 
curves, will pass through FIG. 417. 

the pitch point C, so they are suitable for tooth outlines. 


NoTre.—In mathematics, the words normal and perpendicular have 
the same meaning. 


It will be observed that the relative motions of the circles 
are the same as though the small one rolled on the outside 
of O' and on the inside of O. £ 2 is, therefore, the epicy- 
cloid of & 4’, and would answer for the face of a tooth of 
O', while E d is the hypocycloid of A A’,and would serve 
as a flank for a tooth of O. In like manner, faces for O and 
flanks for O’ could be generated by a circle inside of B B’. 

Since the method of rolling up and using these curves was 
fully described in the subject of Mechanical Drawing, more 
will not be said here concerning the process. 

1562. Interchangeable Wheels.—It is not neces- 
sary that the two generating circles used should be of the 
same diameter; provided that the flanks and faces which act 
on each other are generated by the same circle as in the 
previous case. It is customary, however, to use the same 
size circle for faces and flanks of both wheels, and where it 
is desired to make a set of gears, any two of which will run 
together, the same size circle must be used for all. 


1563. In Figs. 418 to 420 are shown the effects of dif- 
ferent sizes, describing circles upon the flanks of the teeth. 
In the first, the circle is half the pitch circle, and the flanks 
described are radial. In the second, with a smaller circle, 
the flanks curve away from the radius, giving a strong 
tooth, and in the third, with a larger circle, the flanks curve 


o’ 
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inwards, giving a weak tooth, and one difficult to cut. It 
would seem, therefore, that a suitable diameter for the 
describing circle would be one-half the pitch diameter of 


© 


Fic. 418. FIG. 419. FIG. 420. 


the smallest wheel of the set, or one-half the diameter of a 
12-tooth pinion, which, by common consent, is taken as the 
smallest wheel of any set. 

It has been found, however, that a circle of five-eighths 
the diameter of the pitch circle will give flanks nearly 
parallel, so that teeth described with this circle can be cut 
with a milling cutter. For this reason, some gear cutters 
are made to cut teeth based upon a describing circle of five- 
eighths the diameter of a 12-tooth pinion, or one-half the 
diameter of a 15-tooth pinion. 

It is more common practice to take the describing circle 
equal to one-half the di- 
ameter of a 12-tooth 
than of a 15-tooth pin- 
ion, and this is the size 
used in this Course. 


1564. Rack and 
B Wheels.—A rack may 
be considered as a 
wheel having an infinite 
diameter. The pitch line 
of a rack is, therefore, 

Fic. 421. a straight line, and for 
every revolution of the wheel the rack will travel a distance 
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equal to the circumference of the wheel. The construction 
of the tooth is shown in Fig. 421, describing circles for the 
rack teeth rolling on the line B B, and forming cycloids. If 
both circles are of the same diameter, and are the same as 
used for generating the tooth curves for an interchangeable 
series of wheels, the rack will evidently mesh with any of 
the wheels. 


1565. Annular, or internal, gears are those hav- 
ing teeth cut on the inside of the rim. The width of space 
of an internal gear is the same as the tooth of a spur gear. 
Two describing circles are used as before, and, if they are of 
equal diameter, the gear will interchange with spur wheels 
for which the same describing circle was used. 

In Fig. 422 is represented an internal gear with pitch 
circle A A, inside of which is the pinion with pitch circle 
BB, The generating circle O, rolling inside of B BL, will 


oO 


FIG. 422. 


describe the flanks of the pinion, and rolling inside of A A, 
faces for the annular wheel. Similarly, the corresponding 
faces and flanks will be described by 0’. The only special 
rule to be observed in regard to epicycloidal internal gears 
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is that the difference between the diameters of the pitch ctrcles 
must be at least as great as the sum of the diameters of the 
describing circles. 

This is illustrated by Fig. 423. A is the pitch circle of an 
internal gear, and B of the pinion. Then, for correct action, 
the difference (D—Zd) of the diameters must be at least as 
great asc, the sum of the diameters of the describing circles. 
To take a limiting case, suppose A to have 36 teeth and B 
24 teeth. A wheel with a diameter equal to D—d, as shown 
dotted at £, would, therefore, have 36, minus 24, teeth, or 12 
teeth. In the 12-tooth inter- 
changeable system, this latter 
would be the smaller wheel of 
the series, and the describing 
circles would be half its diame- 
ter. From this it follows that, if 
D—d, the diameter of £, is not 
to be exceeded by the sum ¢ of 
the diameters of the describing 
circles, B is the largest wheel 
that can be used with A. Hence, 

Fic. 423. when the interchangeable system 
ts used, the number of teeth in the two wheels must differ by 
at least the number in the smallest wheel of the set. Tf we 
wished, for example, to have 18 and 24 teeth, and the gears 
were to interchange, describing circles, half the diameter 
of a 6-tooth pinion, would be used, this being taken as the 
smallest wheel. 


THE INVOLUTE SYSTEM. 

1566. Let O and O' be the centers of two cylinders 
that are a short distance apart, and D £a cord that has 
been wrapped several times around them in opposite direc- 
tions, as shown in Fig. 424. If the circle D D’ be turned in 
the direction of the full arrow, the cord D & will cause the 
cylinder & Z’ to turn also in the opposite direction, as shown 
by the full arrow, and points on the cord D £ will describe 
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portions of the involute curve. In order to better compre- 
hend this, imagine a piece of paper to be attached to the 
bottom of each cylinder, as shown, and that the width of 
each piece is the same as the distances between the cylinders. 
Now, suppose that a pencil be attached to the cord at E. 
the point of tangency of the line D E with the cylinder 
£ £&’, in such a manner that it can trace a line on the piece 
of paper attached to the cylinder ££’, if a proper motion be 
given to the cord D E&. 
Turn the cylinder D D' 
in the direction of the ar- 
row, i. e., rotate it left- 
handed. The point £& will 
travel towards the cylinder 
DD' in the straight line 
E PD, and gradually di- 
verge from the cylinder 
££’, During this move- 
ment, the pencil attached 
at £ will trace the involute 
curve m, shown dotted on 
the piece of paper. Inthe 
same manner, if the pencil 
be attached at D, and the 
cylinder £ £’ be rotated in 
the direction of the dotted 
arrow, the dotted involute 
m' will be traced on the 
piece of paper attached to 
the cylinder D D". Sup- Fi. 424, 

pose that part of the pieces of paper to the right of the curve 
m and to the left of the curve m' be removed and that 4 
E' be rotated until the curve 7 takes the position e d; also, 
that D D’ be rotated until 7’ takes the position ¢ /, the two 
curves being tangent to each other at £ onthe line DZ. The 
cord D £ will be at right angles to both curves 7 and m’ at 
the point of contact. The curves will, therefore, be suitable 
tooth curves, according to the law of tooth contact, if & D 
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always passes through the pitch point. To make it do this, it 
is simply necessary to connect the two centers by the line OO’, 
and through its point of intersection C with & D to draw 
the pitch circles A A’ and B SB’. Two gears, therefore, 
with pitch circles A A’ and BS’, and with involute teeth 
formed from circles the size of D D’ and £ £’, will have the 
same relative velocity as two pitch cylinders with radii O C 
and O’ C in rolling contact. Such gears are sometimes 
called single-curve gears, because a single involute curve 
serves for both face and flank. 

If the centers O and O’ should now be moved apart so 
that the pitch circles do not touch, the relative velocities of 
DD' and £ £' would evidently remain unchanged, since 
they are connected by the cord £ D. The curves described 
by point & would also be the same, because they would still 
_ be involutes of the same circles. From this, it follows that 
the distance between ‘the centers of involute gears may be 
varied without disturbing their relative velocity or the action 
of the teeth—a property peculiar to the involute system. 


1567. Standard Gears.—In Fig. 424, let a line 7 7" 
be drawn at right angles to O O’.. Then, the angle DCT, 
made by £ D with 7 7’, is called the angle of obliquity, 
and the circles D D' and £ &’, from which the curves are 
derived, and which are tangent to £ D, are called the base 
circles. In standard interchangeable gears, based upon 
the diametral pitch, the angle of obliquity is taken at 15°, 
which brings the distance between the base circle and the 
pitch circle at about 1, the pitch diameter. It would be 
well to use these values for all gears. 


1568. Fig. 425 shows two standard gears, A A and 
B £& being the pitch circles, and DD’ and £ &’ the base 
circles. Z Z was drawn through C at right angles with 
O O', and WV N was drawn through C, making an angle of 
15° with ZZ. The path of contact is along the straight 
line V NV, and the distance along VV NV from a point on one 


tooth to a corresponding point on the next is called the 
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normal pitch. The parts of the teeth above the base circle 
are involutes, and the flanks below the base circle are radial. 


1569. Interference takes place when a part of one 
tooth crowds another at some point during the action, so 
that the gears will not run. To determine whether any 
pair of involute gears will work well together, draw lines 
O Dand O' £, Fig. 425, perpendicular to the line of action 
NV N. So long as the intersections of the addendum circles 
(shown dotted) and the line of action fall between points # 
and J, as at ¢, there will be no interference. If they fall 
outside, as at d, both wheels will interfere, while, if the 


0’ 
FIG, 425, 

addendum circle of only one gear cuts the line of action out- 
side, the teeth of that gear willinterfere. Interference can 
be avoided by slightly rounding the ends of the teeth on the 
larger wheels, the amount to be determined by drawing the 
teeth in different positions. Inthe interchangeable system, 
all the gears are made to run with the smallest one of the 
set by giving epicyclodial points to the interfering teeth, so 
that they will work smoothly with the radial flanks, 


1570. The smallest wheel in the interchangeable 
series has 12 teeth, the same number as in the epicycloidal 
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system. ‘The reason for this is that it is the smallest wheel 
having a contact of the parts of the teeth which are true 
involute curves during an arc of action, equal to the cir- 
cular pitch. Wheels of ten teeth will run together, however, 
although the action is not correct. 

1571. The in- 
volute rack (see 
Fig. 426) has the 
sides of the teeth at 
an angle of 15° with 
the pitch line, or per- 
pendicular to the line 
of action iV NV. The 
ends of the teeth 
should be rounded to 
run with the 12-tooth 
Fic. 426. pinion. 


1572. Internal Gears.—The construction is shown 
in Fig. 42%. The obliquity (= 15°) is 7 C NV, and the base 


FIG. 427. 


circles FE £' and D D' are drawn tangent to the line of 
action VV WV’, about the centers O and O’, respectively. 
The addendum circle for the internal gear should be drawn 
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through /, the intersection of the path of contact V N' with 
the perpendicular O / drawn from the center of the pinion. 
The wheel will then be nearly, or quite, without faces, and 
the teeth of the pinion, to correspond, may be without 
flanks. If the two wheels are nearly of the same size, 
points ¢ and d will interfere, which can be avoided by 
rounding the corners. 


1573. In General.—Formerly, the epicycloidal sys- 
tem was used almost exclusively, but of late the involute is 
rapidly gaining in favor. Its distinctive features are, the 
adjustability of the centers of the wheel and the great 
strength of the tooth. The chief objection that has been 
raised against involute teeth is the obliquity of action, caus- 
ing increased pressure upon the bearings. Where the 
obliquity does not exceed 15°, however, this objection is not 
a serious one. 


BEVEL GEARS. 


1574. In drawings of spur gears, the tooth curves in 
the epicycloidal system are obtained by causing the gener- 
ating circles to roll upon the pitch circles. The tooth 
curves, however, represent curved surfaces perpendicular to 
the plane of the paper and the pitch circles, and generating 
circles represent the ends of cylindrical surfaces which are 
in rolling contact. It may be assumed, therefore, that 
tooth surfaces are generated directly by generating cy/in- 
ders rolling upon pitch cylinders. In bevel gearing, the 
pitch surfaces are cones, which, when in rolling contact, 
have their apexes at a common point, and it may be assumed 
that the tooth surfaces are generated by generating cones, 
rolling upon the pitch cones. 

In spur gearing, the teeth of two wheels bear along straight 
lines, which are perpendicular to the plane of the paper. In 
bevel gearing, the teeth are in contact along straight lines, 
but these lines are perpendicular to the surface of a sphere, 
and all of them pass through the center of the sphere, which 
is at the point where the apexes of the two pitch cones meet. 
That this is the case will now be explained. 
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1575. In Fig. 428, let C O B represent a pitch cone, 
the part C DZ B being the pitch surface of a bevel’gear, 
and let A O Cbe the generating cone. If we suppose the 
generating cone to de- 4 
scribe the tooth surface 
mno p by rolling upon 
the pitch cone, the line z- 


o, representing the outer 

edge of the tooth, will lie 6 
upon the surface of a Fe 
sphere whose radius isO 92-7 


ge Ome 


n. For the point z, which 0 
describes this line, is 
always at a fixed distance 
from the center O; hence, 
every point inthe line zo 
is equally distant from FIG. 428. 
O, and as, in a spherical surface, every point is equally dis- 
tant from a point within called the center, it follows that 
mo must lie upon a spherical surface. 
. | 1576. Tobe 
=o theoretically ex- 
act, therefore, 
the tooth curves 
for bevel gears 
should be traced 
upon the surface 
of a sphere, as 
shown in Fig. 
429. This method 
‘is not a.practical 
one, however, 
and would have 
no advantage 
over what is 
known as Tred- 
gold’s approx- 
imation, which is much simpler and is universally used. 


Fic. 429. 
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By this method, the tooth curves are drawn on cones tangent 
to the spheres at the pitch lines of the gears, as shown in 
Fig. 430. The process is simply to develop or unwrap the 
surfaces of the cones, the unwrapped surfaces being repre- 
sented by 4d &C and CDE in the figure. The length of the 
arc A B Cis equal to the length of the pitch circle A’ C, and 
the arc C D £ is equal to the pitch circle CE’. The gear 
teeth are then drawn upon the unwrapped surfaces, precisely 


as for spur gears of the same pitch and diameter. This pro- 
cess is fully described in the subject of Mechanical Drawing. 

The teeth, as laid out by Tredgold’s method, will vary 
somewhat from the shape of the spherical teeth, though 
usually the variation is slight. The actual error of the system, 
however, is less than this difference, for though the tooth 
curves on each gear may not be the same as those on the 
sphere, the amount of their divergence from perfect curves to 
transmit a uniform motion will be of no practical importance. 


C. Il,—21 
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WORM GEARING. 


1577. A worm is a screw made to mesh with a wheel 
called a worm-wheel, the two forming worm gearing, 
or screw gearing. Worm gearing possesses the following 
characteristics: 


I.—The velocity ratio depends upon the pitch of the 
screw, i. e., the distance the screw advances in one revolu- 
tion, and not upon the diameters of the pitch cylinders. Jf 
the worm ts single-threaded, it must make as many turns as 
there are teeth in the wheel for every revolution of the latter; 
if double-threaded, it will make one-half as many turns. 


IIl.—The direction in which the worm-wheel turns depends 
upon whether the worm has a right-hand or left-hand thread. 


IlI.—The end thrust of the screw causes the motion of 
the wheel. 


1578. Form of Teeth.—Fig. 431 illustrates a worm 
and wheel. It will be noticed that in the longitudinal section, 
taken through the worm, the threads appear to be like invo- 
lute rack teeth. The worm is usually made in a screw-cut- 
ting lathe, and as it is easier to turn the threads with straight 
sides, it is better that they should be of the involute form. 
Involute teeth should then be used on the wheel of a pitch to 
correspond with the threads on the worm. 


1579. Pitch.—The circular-pitch system is almost 
universally used for worm gearing, because lathes are seldom 
provided with the correct change gears for cutting diametral 
pitches. It is not so inconvenient, however, in the case of 
worm gearing as with the spur gearing. If the diameter of 
the worm-wheel should come in awkward figures, the diam- 
eter of the worm can be made such that the distance between 
centers will be any desired dimension. The circular pitch 
of the gear must equal the pitch of the worm. 


1580. Close-Fitting Worm and Wheel.—To make 
a close-fitting wheel, a worm is made of tool steel and then 
fluted and hardened similar to atap. It is almost a duplicate 
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of the worm to be used, being of a slightly larger diam- 
eter to allow for clearance. This cutter, or hob, is placed 
in mesh with the worm-wheel, on the face of which notches 
have been cut deep enough to receive the points of the teeth 


of the hob. ‘The hob is then made to drive the wheel, and is 
dropped deeper into it at each revolution of the latter until 
the teeth are finished. 

Fig. 431 represents a close-fitting worm and wheel. The 
pitch circles of each are in contactat P. The outside diam- 
eter D of the worm may be made four or five times the cir- 
cular pitch. The arcs C XK and & /are drawn about O and 
limit the addendum and root of the wheel teeth, the distance 
between them being the whole depth of the teeth. End 
clearance is allowed the same as for spur gearing. The 
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angle A is generally taken at either 60° or 90°. The whole 
diameter of the wheel blank can be obtained by measuring 
the drawing. 

The object’of hobbing a wheel is to get more bearing sur- 
face of the teeth upon the worm thread, making the outline 
of the teeth something like the thread of a nut. 


1581. Worm-Wheels Like Spur Gears.—When 
worm-wheels are not to be hobbed, there is little to be gained 
by making the face of the wheel concave to fit the worm. 
It is better to construct the blanks like a spur-wheel blank. 
The teeth can then be cut in a straight path diagonally 
across the face of the 
blank to fit the angle of 
the worm thread. 

This angle may be ob- 
tained as follows: Fig. 
432 represents a right- 
angled triangle cut out 

ee? of paper and wrapped 
around a cylinder. The hypotenuse of the triangle forms 
the thread and, as the base is 
parallel with the axis of the 
cylinder, the angle of the worm 
thread is the angle C between the 
hypotenuse and the base of the 
triangle. Hence, the tangent of 
the angle of the thread = the cir- 
cumference of the cylinder, di- 
vided by the pitch. 

In Fig. 343 is shown a graphi- 
cal method. The lines aa, bd, 
etc., are the development of the 
screw. Angle C’ = angle C is 
the proper angle for the teeth of 
the worm-wheel. The distance 
f' = P, parallel to the axis of the 
screw, is the pitch. 
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1582. Interference.—The same rules apply here that 
were given under the involute system. When the worm is 
to work with a wheel having a smaller number of teeth than 
it was designed for, interference will occur. It can be 
avoided by rounding the tops of the threads of the worm, 
but it is easier to make the wheel blank somewhat larger 
than is called for by the number of teeth. The teeth will 
then have very short flanks, the action being almost entirely 
upon the faces, where interference cannot occur:..» L. 


RATCHET WHEELS. 

1583. Fig. 434 represents a ratchet wheel A turning 
upon thepin O. C isa vibrating lever B 
carrying the pawl, click, or catch D ©) ZIQ 
B, which acts upon the teeth of the 
wheel. As the arm moves back, or 
right-handed, the click lifts and slides 
over the points of the teeth; when it 
returns, the click drops against a tooth 
and carries the wheel with it. wre! 494. 

In case it should be desired to prevent the wheel from 
moving backwards when the click is moving backwards, a 
fixed pawl, similar to D, would be made to bear on the 
wheel and drop behind each tooth as it passed under. Here, 
D would allow a left-hand, but prevent a right-hand 
rotation of A. 


1584. In Fig. 434, in order that the arm may produce 
motion in the wheel, its vibration must be at least 
sufficient to cause the latter to advance one tooth; but by 
arranging several clicks in the same lever it becomes pos- 
sible to give a motion to the wheel corresponding to less 
than one tooth for each vibration of the arm. Fig. 435 
shows such a construction, £, 5’, and 4” being propértioned 
so that they come into action alternately. Thus, when the 
wheel A has moved back an amount corresponding to one- 
third of a tooth, the click 5’ will be in contact with tooth 
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b', and, if the arm should then move the wheel forwards a 
distance of at least one-third a tooth and then return to its 
former position, click B” would fall 
behind 8”, ready to turn the wheel. 
) Thus arranged, a slight motion is 
~ obtained and comparatively large 
teeth may be used. A neater 
construction than the above 
would be to put all the clicks 
on one pin side by side, in 
which case a wide wheel would 
Fic. 435. be necessary. 


1585. Reversible Clicks. —In feed mechanisms, such 
as are used on shapers and planers operating on metal, and 
which must be driven in either direction, an arrangement 
like that in Fig. 436 is used. 
Wheel A has radial teeth, and 
the click, which is made sym- 
metrical, can occupy either posi- 
tion B or B’. In order that the 
click may be held firmly against 
the ratchet wheel, its axis is pro- 
vided with a small triangular 
piece, shown dotted, against 
which is a flat end-presser, 
always urged upwards by a Fic. 436. 
spring (also shown dotted). Whichever position B may be 
in, it will be held against the wheel. 


1586. Adjusting the Motion.—Ratchet wheels are 
largely used on machines requiring a ‘‘feed.”” In all such 
cases they must be so arranged that the feed can be easily 
adjusted. This is often done by changing the swing of the 
lever C, Fig. 434, which is usually connected by a rod with 
a vibrattng lever, having a definite angular movement at 
the proper time for the feed tooccur. This lever is generally 
provided with a T slot, in which the pivot for the rod can 
be adjusted by means of a screw and nut. By varying the 
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distance of the pivot from the center of motion, either one 
way or the other, the swing of the arm C can be regulated 
and the feed made to occur in either direction desired. 


1587. Another method of adjusting the motion is 
shown in Fig. 437. The wheel turns upon a stationary shaft 
or stud O, and the end of the shaft is turned to a smaller 
diameter than the rest and is threaded, thus forming a 
shoulder against which an adjustable shield S can be 
clamped by the nut x. Back of the wheel is the arm, also 
loose on the shaft, carrying the click £3, which latter should 
be of a thickness equal to that of the wheel, plus that of the 
shield. The teeth of the wheel may be made of a shape 
suitable to gear with another wheel to which the feed motion 
will then be imparted, or another wheel back of and attached 
to the one shown could be used for the purpose. 


Fic. 487, 


The extreme left-hand position of Bis shown at 4’. Here 
the click rides on the shield and does not come in contact 
with the teeth of the wheel. When the click comes to the 
right-hand edge of the shield, however, it will drop into con- 
tact at 0; and, if B” is the extreme right-hand position, the 
wheel will be turned through a space corresponding to three 
teeth. If the shield should be turned to the right, a smaller 
number of teeth would be moved each time; if it should be 
turned to the left, a feed of four or more teeth, up to the 
full capacity of the stroke, could be obtained; while, with 
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the shield in its mid-position, it would carry the click during 
the whole swing of the arm and there would be no feed. 


1588. Ratchet and Screw.—Where ratchets are em- 
ployed in the feed motions of machine tools, they are made 
to operate a screw, which in turn drives the ‘‘ head” carry- 
ing the tool. 

ExampLe.—A ratchet having 80 teeth is attached to the end of 
a screw having six threads per inch. If the click is set to move the 


ratchet three teeth for every stroke of the arm, how much ‘feed’ 
would the tool have, supposing it to be moved directly by the screw ? 
SoLuTION.—One turn of the screw would move the toolt inch. But 


for each stroke, the ratchet and, hence, the screw, moves 5 of a turn, 
and the tool would travel 35 X 4 =x1$5 = -00620 inch. Ans. 
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(CONTINUED.) 


DYNAMOMETERS. 


1589. Dynamometers are instruments for measur. 
ing power. They are divided into two main classes— 
absorption dynamometers and transmission dyna- 
mometers. 


1590. The most common form of absorption dyna- 
mometers is the Prony brake, which consists simply of 
a friction brake designed to absorb in friction and measure 
the work done by a motor or the power given out by a 
shaft. 


1591. A transmission dynamometer is used to 
measure the power required to drive a machine or do other 
work ; then, to determine the power required to run the 
shafting in a mill, a transmission dynamometer would be 
interposed between the shafting and the source of power, 
and by suitable belt connections the shafting would be 
driven through the dynamometer, from which the power 
could be determined. 


PRONY BRAKE, 

1592. Fig. 438 represents a simple and common form of 
Frony brake. It consists of two wooden blocks A and B 
that are clamped together upon a pulley P, by the bolts and 
thumb-nuts c, c. The same bolts clamp on arm Z to the 
upper block, from which a scale pan, bearing a known weight 
W, is suspended. The distance 2, from the center of the 
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pulley to the perpendicular through the point from which the 
scale pan is suspended is also known. The counterweight 
w should be so adjusted as to just balance the extra length 
of Z on the right, and the weight of the scale pan. 


\\ i 


i 


IH 


Fic. 438. 


Suppose the pulley to revolve left-handed and the bolts 
c,¢ to be tightened until, with a weight W in the scale 
pan, the lever Z will remain stationary in a horizontal 
position. The foot-pounds of work absorbed by the brake can 
then be found by multiplying the weight W by the circumfer- 
ence of a circle whose radius ts R (in feet) and by the number 
of revolutions of the pulley. 

It is important to note that neither the diameter of the 
pulley nor the pressure with which the blocks clamp the 
pulley enter into the calculations at all. For, letting / rep- 
resent the pressure and / the coefficient of friction between 
the blocks and the pulley, the force at the face of the pulley 
tending to resist its rotation will be ff. The force tend- 
ing to keep the lever Z from turning, however, is W, and 
as the bolts are adjusted so that Z remains constantly in a 
horizontal position, the moments of these two forces about 
the center of the pulley are equal, or fpr=WR. 


1593. Now, the work done at the face of the pulley is 
equal to the force exerted x number of feet passed through, 
or, calling VV the number of revolutions per minute, 277 X 
S~XN. This, it will be seen, is the first member of the 
above equation multiplied by 27. Multiplying the second 
member by 27J, also, to keep both members equal, we 
obtain as another expression for the work absorbed, 2z.R X 
Wx N. This is the formula used in calculations. 
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Hence, letting H. P. = number of horsepower absorbed; 
A = length in feet of lever arm about 
center of shaft; 
W = weight in scale pan; 
V= number of revolutions per minute. 
2 X 3.1416 xX RXWxXN 
1s ed ea : 
- 33,000 
This may be reduced to 
H. P. = .0001904 RWW. (156.) 


EXAMPLE.—A brake with an arm R, 6 ft. long, was placed on the fly- 
wheel of an engine. If the engine ran at 200 revolutions per minute, 
what power did it develop when the brake balanced with 14 pounds in 
the scale pan ? 


SoLuTion.—Applying formula 156, 

H. P. =70001904'x 6 x 14 & 200 = 3.198 horsepower. Ans. 

1594. Brakes are often constructed of a metal band 
which extends entirely around the pulley, the rubbing sur- 
face being formed of blocks of wood fitted to the inside of 
the band. A weight arm is attached to one side of the pulley 
and the friction is varied by means of a bolt and nut used to 
connect the two ends of the band. 


Fic. 439, 


Instead of hanging weights in the scale pan the friction 
may be weighed on a platform scale, as shown in Fig. 439. In 
this case, the direction of rotation of both pulley and arm is 
the same. 
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It is essential that these brakes should be well lubricated, 
and for all except small powers means must be provided for 
conducting away the heat generated by friction. If there 
are internal flanges on the brake wheel, water can be run 
on to the inside of the rim, the flanges serving to retain the 
water at the sides and centrifugal force to keep it in contact 
with the rim. A funnel-shaped scoop can be used to remove 
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the water. It should be attached to a pipe and placed so as 
to scoop out the water, which should flow continuously. This 
arrangement is shown in Fig. 439. 


1595. A rope brake, like that in Fig. 440, will-give good 
results. The figure shows the construction so clearly that 
no description is necessary. To obtain the brake load, sub- 
tract the brake pull as registered by the spring balance from 
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the weight. In this case, the lever arm is r, equal to the 
radius of the pulley +4 the diameter of the rope. If this 
radius be given in inches, formula 156 becomes 


H. P, = .00001586 7 WN (157.) 


TRANSMISSION DYNAMOMETERS. 


1596. There are several forms of transmission dyna- 
mometers regularly manufactured, but, as rules for their use 
always accompany the machines, only one form will be 
described here. 

The side and end elevations of the differential trans- 
mission dynamometer are shown in Fig, 441. W,isa 


Fic. 441. 


pulley to be belted up with the pulley on the line shaft; or 
other source of power, that has been driving the machine to 
be tested. W, (shown only in the end view), placed for con- 
venience in the same plane with IV,, is of the same size as 

,, and is to be belted to the driving pulley on the machine. 
Connection between W, and W, is made by means of the 
shaft S, running in bearings on the frame, the two gears D,, . 
f, of equal diameters, and the differential gearing shown. 

Of this latter, D, iskeyed to the same shaftas /. J, is 
loose on the shaft and has a long hub reaching through the 
bearing 2, and through the hub of the pulley W, to which 
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it is fastened. D, and /, are connected by the two miter 
gears J, and /, in the usual way, having their bearings on 
the arm A, and free to turn about the lower shaft. ~There 
is a scale pan at the right-hand end of the arm hung from a 
knife-edge, and it is clear that if a weight P be put in the 
pan sufficient to hold it down J, and /, will act simply as 
idiers, and /, will turn in the opposite direction and with 
the same speed as D,. Hence, W, will turn in the same 
direction as W,, and with the same speed. 

A counterweight C is provided for balancing the arm 
when the dynamometer is at rest and there are no weights 
in the scale pan. To find the amount of power transmitted, 
the length Z of the arm, the weight / in the scale pan, and 
the number of revolutions must be known. The arm is 
generally of such a length that the circumference which the 
knife-edge would describe if the arm revolved about the 
shaft would be some even number of feet, say ten. 

From what has been stated before regarding bevel trains, 
it is evident that, if pulley W, is turned and F, is at the 
same time held fast so that it cannot turn, the arm will make 
one-half the number of revolutions made by W,. Twice as 
great a weight will, therefore, be required in the scale pan to 
keep the arm stationary as would be necessary if the arm 
made the same number of revolutions. Hence, applying the 
principle of the Prony brake, and supposing that, in the 
circumference of the circle whose radius is Z, the length of 
the arm is 10 feet, ¢wo pounds in the scale pan will correspond 
to1X 10=10 foot-pounds of power transmitted per revolu- 
tion of the shaft. 


EXAMPLES FOR PRACTICE. 


(1) Given, lever arm of a Prony brake =4.5 ft.; weight in scale 
pan, 2 Ib. 44 0z.; rev. per min. of pulley, 160. Required the power 
absorbed. Ans. .313 H. P. 

(2) A-rope brake is used on a pulley 86” in diameter. The diameter 
of the rope is §"; revolutions of pulley per minute, 200. How many 
horsepower are absorbed, the weight being 210 Ib. and the balance 
reading being 5 lb. ? Ans. 11.9 H. P. 

(8) An actual test with a rope brake showed a mean brake horses 
power of 15.23, The mean number of revolutions of the wheel per 
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minute was 205, the weight used was 157 Ib., and the mean back pull 
on the balance was 41b. What was the length of the lever arm? 
Ans, 80,6 inches. 


VALVE GEARS. 


PLAIN SLIDE-VALVE. 

1597. It is assumed that the student has studied care- 
fully the discussion of valves and their relation to the action 
of the steam in the cylinder, as given in Art. 1232, etc. 
We shall now treat more especially of the kinematics of 
valves and valve motions. 


1598. Definitions.—For the purpose of review a few 
definitions will be repeated here in a brief form. They will 
also be convenient for reference. 

The four principal points or events during one stroke of 
an engine are: 


I.—The point of admission of steam to the cylinder. 

II.—The point of cut-off of the steam from the cylinder. 

III.—The point of release where the steam begins to be 
exhausted from the cylinder. 

IV,—The point of compression where exhaust closes. 


1599. Fig. 442 gives a sectional view of a plain slide or 
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Fic. i 
D valve. The under surface of the valve, called the valve 
face, slides over the valve seat 7 Zon the cylinder. In 


a 
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the cylinder are three ports. Two, S, and S,, communicate 
with passages leading to the ends of the cylinder and are 
called steam ports; the third, Z, leads to the atmosphere 
or condenser, and is termed the exhaust port. 

In Fig. 442, the valve is in md-position with its center 7 
in line with the center m of the exhaust port Z. 


1600. The Jap is the amount by which the edge of the 
valve overlaps the adjoining edge of the steam port when 
the valve is in mid-position. It is called the outside or 
inside lap, according as we refer to the outside or inside of 
the valve, / or z and Z, or 7, in the figure. 


1601. Lead is the amount of the opening of the steam 
port at the beginning of the piston’s stroke. The lead 
angle is the angle made by the center line of the crank 
with the center line of motion of the engine at the point of 
admission. 


1602. The displacement of the valve is the dis- 
tance that the center of the valve has moved from its mid- 
position. 


1603. The travel of the valve is the total distance 
the valve moves one way. The stroke of an engine and 
travei of a valve are relatively similar terms. 


1604. The valve is moved by an eccentric whose throw 
is equal to the diameter of the circle described by the center 
of the eccentric as it turns with the shaft. The radius of 
this circle is known as the eccentricity. The throw of the 
eccentric and travel of the valve are the same, if there is no 
intervening rocker which increases or decreases the action 
of the eccentric. 


1605. The angle of adwance of the eccentric is the 
angle by which the center line of the eccentric stands away 
from a, line at right angles to the center line of the crank. 
The angle of advance is sometimes called angular advanee. 


It is equal to the angle due to the lap-+ the angle due to 
the lead. 
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1606. Direction of Rotation.—The study of the 
slide-valve is’ essentially a study of the relative motions of 
the piston of the engine and the valve. The first thing to 
understand is the direction in which the crank will turn. 
This depends upon the way the eccentric is connected with 
the valve and upon the location of the angle of advance. 

The eccentric may be connected with the valve in three 
ways: First, the eccentric rod may act directly upon the 
valve spindle; second, it may act through a rocker pivoted 
at one end, of the nature of a bell-crank; third, it may act 
through a reversing rocker pivoted near the center. In the 
first two instances, the valve will move with the eccentric, 
and the connection may be said to be direct. Jn these cases, 
the eccentric’ will always be in advance of the crank, in the 
direction in which the crank is to turn, by an angle equal to 
90° +- the angle of advance. That is, the crank will follow the 
eccentric. 

The action of a reversing rocker is simply to cause the 
valve to move in a direction opposite to that in which the 
eccentric is moving. Hence, whena reversing rocker ts used, 
the eccentric will be behind the crank by an angle equal to 
90°—the angle of advance. ‘That is, the crank will lead, and 
the eccentric will take positions exactly opposite to those in 
the previous case. 

In what follows, the eccentric rod will be assumed to act 
directly on the valve spindle, unless stated to the contrary. 


1607. Displacement of the Valve.—The next thing 
to consider is the position of the valve for any given posi- 
tion of the piston. Suppose at first that the crank and 
valve are actuated by slotted cross-heads like the one in Fig. 
350, Art. 1442, instead of by the usual connecting-rod and 
eccentric. Then, the displacement of the valve for any 
given piston position can be found as follows: 

Draw the outer semicircle A B C (Fig. 443) on one side 
of the stroke line A C, with a radius O &, equal to the length 
of the main crank. ‘This will represent the path of the crank- 
pin X during one stroke. From the same center, draw the 


(C, thik 
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inner semicircle with a radius O 7, equal to the length of 
the valve crank. Now, suppose the piston to have moved 
along its stroke A Ca distanceof An. The crank will then 
be in the position O R, & being perpendiculariy above x. 
If we let @ equal the angle of advance, the valve crank will 


Fic. 443. 
be at O 7, ahead of the main crank by the angle 7 o RX, equal 
to 90- a, and it is evident that the displacement will then 
be equal to Of. By valve crank is meant an imaginary 
crank, supposed to replace the eccentric, which has a radius 
equal to the radius of the eccentric. 


1608. A more convenient method of finding the dis- 
placement is shown in Fig. 444. It forms the basis of a 


Fic. 444, 
valve diagram, which will be explained later, and by which 
a slide-valve can be correctly proportioned, and examples 
involving lead, lap, angular advance, etc., can be solved. 
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Let the crank-pin paths be drawn as before on one side of 
the stroke line 4 C. From 0, draw the line O F, making 
an angle a, with O C equal to the angle of advance. Then, 
the length of a perpendicular drawn from +, the point of 
intersection of O F and the inner circle, to the center line of 
the main crank, in whatever position it may be, will repre- 
sent the displacement of the valve. In this case, the crank 
position is O &, and r f, perpendicular to the center line 
produced beyond Q, is the displacement. 


1609. Effect of Connecting-Rod.—Now, suppose 
that an engine has the crank and valve moved by a connect- 
ing-rod and eccentric, asin practice. It has previously been 
shown that ina crank motion, the longer the connecting-rod 
compared with the crank the more nearly the motion will 
approach that given by a slotted cross-head. Since in most 
engines the eccentric rod is very long compared with the 
eccentricity, the relative positions of the valve and cranks 
can be determined with sufficient accuracy by the foregoing 
method. The connecting-rod, however, is ordinarily only 
from four to six times the length of the crank. Hence, if it 
be required to accurately find the relative positions of the 
crank and piston, and hence the valve and przston, the effect 
of the connecting-rod should be taken into account. 


1610. Examp.e.—Given, the length of the stroke of an engine, 
the travel of the valve, the angle of advance, and the length of the 
connecting-rod. What are the valve displacements at half stroke each 
way? 

SoLuTIoN.—Describe the crank circle (Fig. 445) 4, R: Ci Re, with a 
radius equal to half the stroke. About the same center O describe the 


inner circle 7, 72, which we will call the eccentric circle, with a radius 
equal to half the valve travel, or eccentricity. Draw the line of motion 
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A C,, and on it lay off A A:, BO, and C Cy, each equal to the length of 
the connecting-rod, giving the stroke 4 Cand the mid-position B of 
the piston. With Z as a center and a radius equal to BO, cut the 
crank circle at R, and Rs, which will give the crank positions O Ry and 
O Rs, corresponding to the mid-positions of the piston. 

From O, draw O07, making an angle with OCG, equal to the angle of 
advance of the eccentric, and intersecting the eccentric cincleratusa 
Then, the perpendicular 7, /, from 7: to the crank position O A, is the 
displacement of the valve for that crank position. Likewise 7 ¢, drawn 
perpendicular to O Xe extended is the displacement for crank position 
O Rs, the construction being precisely as in Fig. 444, 

It often makes the diagram clearer to lay off the angular advance 
below the line of motion also, as shown at O72. The upper point ri, 
from which to measure the displacement, ts then used for crank post- 
tions from Or, to Or, and the lower point r_ for positions from Or, 
to Or». In this case, the valve displacement for crank position O Re 
is 72 2, which it will be seen is the same as 71 41. 


1611. Port Opening.—Suppose the valvein Fig. 442 
to move to the left. Admission of steam through port S, 
will take place when the valve has moved a distance / equal 
to the lap, and the port opening will increase until the valve 
reaches the end of its travel, when maximum port opening 
will occur. This is not necessarily equal to the width of the 
port, as it is sometimes made less and sometimes greater. 
The amount that the port is open at any time, however, is 
evidently equal to the displacement from mid-position to the 
left minus the lap. 

The movement of the valve to the left also opens port S, 
to the exhaust, the amount that it is open being equal to the 
displacement of the valve to the left minus the inside lap z. 
In like manner, the opening of S, and S, tosteam and exhaust, 
respectively, is governed by the laps 7, and z, and the 
amount of the displacement of the valve to the right. 


1612. Diagram for Plain Slide-Valve.—Since, as 
we have seen, the port opening is equal to the displacement 
minus the lap, it can always be determined from the displace- 
ment diagram previously explained, provided the lap is 
known. Moreover, as the points of admission, cut-off, com- 
pression, and release occur when the port openings to steam 
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and exhaust are zero, the crank and piston positions for these 
points can easily be found. 

On the following pages'’are a series of valve diagrams, a 
sectional view of a slide-valve and ports being placed under 
each one. Each sectional view is drawn to the scale of the 
diagram above it and shows the piston and valve positions 
corresponding to the diagram. In these diagrams, the dis- 
tance the valve has moved from mid-position was found by 
the method already explained, and the port opening and, 
hence, the points of cut-off, compression, etc., by taking 
account of the laps. Asa matter of convenience, the effect 
of the connecting-rod has been neglected. 


1613. In Fig. 446, let A C represent the stroke, A BC 
the crank circle, and ac theeccentric circle. The piston is 


Fic, 446. 


supposed to move from left to right, and angle F O C is the 
angle of advance. 

If the crank position should be O A, the displacement of 
the valve would ber, 2, the perpendicular from 7, to O A 
extended; and if 7, /, equal to the lap, is laid off on 7, ¢,, 74, 
will be the port opening, since the port opening equals the 
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displacement minus the lap. Asthe port opening at a dead 
point is the lead, / ¢, will equal the lead. 


1614. Now, with7,/asa radius, a circle is described 
about 7,, which we will call the lap circle. Also, an inside 
lap isle is described about the same center with a radius 
equal to theinside lap. Then, if the crank isin position OR,, 
so that, when extended, its center line will be tangent to the 
outside lap circle, the displacement of the valve will be equal 
to the outside lap, and the valve will be at the point of 
admission. The sectional view of Fig. 446 shows the valve V 
in this position, with steam just entering the cylinder through 
port S.. Inthe meantime, steam is being exhausted from 
the other end of the cylinder through port S,. The center 
of the piston is at P.. 


1615. Fig. 447 shows the crank position at O X,, the 
piston being in the corresponding position at P,. O &, is 
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tangent to the lap circle, the displacement is again equal to 
the lap, and steam is cut off from the left end of the cylin- 
der, but continues to exhaust from the right end of the 
cylinder. The valve is in the same position as before when 
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it was just opening S;, but now it is moving in the opposite 
direction and is just closing the port. 


1616. The next event to take place is the closing of 


GY 
Zl) 


port S, to the exhaust at the point of compression. As the 
piston moves to the right and nears the end of its stroke, 
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the crank reaches position O X,, Fig. 448, tangent to the 
inside lap circle. The displacement is, therefore, equal to 
the inside lap, the valve is closed, and the steam enclosed in 
the right end of the cylinder will be compressed during the 
remainder of the stroke. 

1617. In Fig. 449, the crank has reached the line of 
the angle of advance. The displacement is zero, bringing 
the valve in mid position as shown. Heretofore, the valve 
has been displaced to the right of the center line m x 
(Fig. 442) of the’ exhaust port, and the acting edges of the 
valve have been /, andz,. Now, the valve is to be displaced 
to the left, edges z and Z/ are to act, so the plan before 
referred to of laying off the angle of advance below 4 C has 
been adopted.* 


1618. In Fig. 450, this has been done, and with 7,, the 
intersection of the angle of advance line O F,, and the 


J 
a | 
UY 
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* Evidently where the laps on each end are the it i 
e t] same it is not neces- 
sary to do this, but it is clearer and more consistent to do so. 
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eccentric circle as a center, the two lap circles were drawn 
corresponding to laps / and 2, which in this case are equal to 
the other laps. Now, suppose the crank line produced to be 
O R,, tangent to the inside lap circle. The valve will be at 
the point of release, and the steam, which has been expand- 
ing in the left end of the cylinder, will discharge. The pis- 
ton is at P,, very near the end of the stroke, and steam will 
shortly be admitted to the right side of the piston. Then 
will follow cut-off, compression, and release, as before, only 
for the opposite ends of the cylinder. 


1619. There is but one other new position to be con- 
sidered; that is, maximum port opening. Fig. 451 shows 


the crank at O R, at right angles to the angle of advance 
line O #7, and the piston moving to the left on the return 
stroke. The valve displacement is the perpendicular dis- 
tance from 7, to O R,, which is O r,, the greatest it can pos- 
sibly be, and the port opening is O 4. From the sectional 
view, it: will be seen that port S, is wide open to take steam, 
and port S, is wide open to the exhaust. 
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Fic. 452. Left End of Cylinder. 
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Fic, 453. Right End of Cylinder. 
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1620. Separate Diagram for Each End of the 
Cylinder.—Figures 452 and 453 show these various dia- 
grams combined. To make them clearer, the events that 
take place in the left end of the cylinder during one revolu- 
tion are represented in Fig. 452, and those that occur in the 
right end, in Fig. 453. In Fig. 452, admission begins at 
crank position O &,, cut-off takes place at O R,, release at 
O &,, and compression begins at O R,. In Fig. 453, for the 
other end of the cylinder, these four events occur at O X, 


ORG Rand OK, 


SLIDE-VALVE DESIGN AND PROBLEMS. 


1621. Indesigning a slide valve, the sizes of the steam 
ports and the maximum port opening must be calculated 
and the width of the bridge determined. By bridge is 
meant the wall between the steam and exhaust ports. 
Then, when the lead and points of cut-off and release or 
compression have been decided upon, the laps, travel, and 
angle of advance can be found by means of the diagram, 
and the width of the exhaust port can be calculated. Some- 
times the travel of the valve is fixed at first, leaving the 
laps and angle of advance to be found. 


1622. Width of Steam Port.—In a case like that of 
a slide-valve engine, where the same passages are used both 
for admitting and exhausting steam, the steam ports should 
be designed to allow a free exhaust with the smallest possible 
back pressure. Evidently the high-pressure steam from the 
boiler does not require as large passages as the low-pressure 
exhaust steam, so that satisfactory action can be obtained 
by giving a port opening during admission less than the full 
width of the port, but wide enough to prevent a reduction 
in the pressure of the steam, called wire-drawing. Ex- 
periments show that a mean steam velocity of 100 feet per 
second, or 6,000 feet per minute, will give a good exhaust, 
and that a port opening of from .6 to .9 the width of the 
port, according to the conditions, will give a free admission. 
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The width of the port for a given area depends, of course, 
upon its length, which should be made equal to the diameter 
of the cylinder, or somewhat less. 


EXAMPLE.—Given, diameter of cylinder, 12 inches; piston speed, 
600 feet per minute; length of ports, 10 inches. What should be the 
width of the ports and port opening ? 

SoLuTION.—With a mean steam flow of 6,000 feet per minute, we 
would have the area of the port in square inches x 6,000 = the area of 
the piston in square inches X the piston speed in feet per minute, or, 

Bren Oh porte area of piston ee speed 
12? « .7854 x 600 
= ae 

This, divided by 10, gives a width of port of 14 inches, nearly. 
Ans. 

For the width of the port opening, we have 14 X .9 =1 inch, nearly. 
Ans. 


Here, A = = 11.3 square inches. 


1623. Width of Exhaust Port.—The exhaust port 
must be wide enough to prevent a reduction of its area to less 
than the area of the steam ports when the valve is at its 
maximum displacement. In Fig. 451, where the valve is in 
that position, the opening S, into the exhaust port is equal 
to the width of the steam port S, or S,. The total width Z 
is equal to S,, plus the distance the inside edge of the valve 
has traveled from mid-position, after taking out the distance 
it has traveled over the bridge. Hence, the 


Rule.—7o jind the width of the exhaust port, add together 
the width of the steam port, half the travel of the valve, and 
the inside lap; from their sum, subtract the width of the 
bridge. 

When designing a valve, the travel and inside lap are 
usually two quantities to be determined, making it necessary 


to leave the calculation of the width of the exhaust port 
until the last. 


1624. Width of Bridge.—The width of the bridges 
between the steam and exhaust ports is generally made 
about equal to the thickness of the cylinder wall, so that 
the shrinking will be equal when the casting cools in the 
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mold. In any case, they must be wide enough, so that the 
outside edges of the valve will not uncover the exhaust port. 
From Fig. 442, it is clear that the maximum displacement 
one way must not be greater than the width of the bridge 
+ the width of the steam port + the outside lap, = 6+ 5+-/; 
it should be } inch less than this in medium-sized engines to 
insure a steam-tight joint when the valve is at maximum 
displacement. 


1625. Amount of Lead.—In general, it can be 
stated that the lead in stationary engines varies from zero 
to + inch, and is generally not far from }, inch. No rule 
can be given, however. The amount of lead must be deter- 
mined for each particular case, sometimes by experiment 
after the engine is erected. 

Lead serves to give the piston full steam pressure at the 
beginning of the stroke. The tendency of a small lead is to 
cause the piston to move under a reduced pressure through 
part of the stroke, especially when the ports are small and 
the clearance space large. On the other hand, little or no 
lead gives good results with some engines where the com- 
pression is sufficient to produce a pressure at the beginning 
of the stroke nearly or quite equal to boiler pressure. A 
quick-acting valve requires less lead than one opening 
slowly. 


1626. Point of Cut-Off.—By turning to Figs. 452 
and 453, it will be perceived that an early cut-off on a plain 
slide-valve engine necessitates an early compression, which 
becomes excessive when the cut-off takes place before about 
2 stroke. Hence, a plain slide-valve is seldom arranged to 
cut off earlier than % or # stroke, except in the case of high- 
speed engines and locomotives, where the compression is not 
so objectionable and, indeed, is often an advantage. 


1627. General Problems.— Given, stroke of an 
engine, 18 inches; length of connecting-rod, 45 inches; cut- 
off, 3 stroke; release, 44 stroke; lead, 4 inch; width of 
steam ports, 1} inches; maximum port opening, 1 inch; to 
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find the inside and outside laps, travel of the valve, the 
angle of advance, and to draw a section of the ports and 
valve. 

At first it will.be convenient to consider the motion as 
harmonic, neglecting the effect of the connecting-rod. In 
laying out a diagram, it is ordinarily inconvenient to draw 
the crank circle full size, and sometimes the eccentric circle 
is drawn to a reduced scale also. In this case, we will draw 
the crank circle toa scale of 1 inch =6 inches, and the 
valve circle half size. All the measurements and parts of 
the diagram pertaining to the valve will, of course, be half 
size also. 


1628. From the center O, Fig. 454, upon the stroke 
line, describe the crank circle A C. To find the outside lap, 


Outside lap 
circle; 
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we have given the point of cut-off, the maximum port open- 
ing, and the lead. Hence, describe the circle 7 2 about O 
with a radius equal to the maximum port opening; draw an 
indefinite line 7, 7, parallel to A Cand above it a distance 
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equal to the lead; finally, draw the crank position O R, for 
cut-off at 3 stroke, R, being perpendicularly above J, laid 
off on the stroke line, as shown in the figure. DD happens 
to fall on the port opening circle in this instance, but does 
not necessarily do so. Now, it will be evident by reference 
to Figs. 446, 447, and 451, and the accompanying matter, 
that a circle drawn tangent to O R,, 2, 2,, and circle m n will 
be the outside lap circle, the radius of which will equal the 
outside lap of the valve. The center of this circle is found 
to be at £. It can be located readily by bisecting the angle 
R, 4% 7,; the center must’ then fall at some point on the 
bisector. 


1629. To determine the valve travel, we have simply 
to draw the eccentric circle a c, having the center O, through 
the point #. The diameter of this circle will be the travel. 


1630. We have at once, also, the angle of advance by 
drawing the line /, /, through points £ and O, making the 
angle & OC with AC. 

1631. Finally, to obtain the inside lap, draw crank’ 
position O Rk, for 44 of the stroke. O R,, being beyond the 
angle of advance line O /, should properly be produced 
beyond O. As the laps are equal, this is not necessary, 
however. The circle with center at HY drawn tangent to O 
&, produced will then be the inside lap. Measuring the dia- 
gram, we obtain the following dimensions, nearly: Travel, 
4,7, inches; outside lap, 14%, inches; inside lap, $ inch; angle 
of advance, 37°. 

The section of the valve and ports is shown in Fig. 442, 
which is one-fourth size. To draw the valve, its length, or 
the distance between the edges of the valve faces, must be 
known, and is easily determined by first drawing a section 
of the ports. Bythe rule previously given, the width of the 
exhaust port should be 14 + 22,+4$—1= 2, inches. It is 
drawn 24 inches wide, 14 inches on each side of the center 
line mm. The bridges are drawn 1 inch thick on the assump- 
tion that the cylinder walls are of that thickness, and the 
steam portsare 1} inches wide. Now, having completed the 
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section of the ports, the outside laps should be laid off outward 
from the outside edges of the steam ports and the inside 
laps from the inside edges. The valve faces will then be 
determined and the valve section can be completed. 


1632. Equalizing the Cut-Off.—This valve is de- 
signed to cut off at % stroke and to have a lead of $ inch, 
without considering the irregularity produced by the con- 
necting-rod. Should an indicator be applied to the com- 
pleted engine, however, it would show that the cut-off 
occurred /afer than 3 stroke on the forward stroke and earlier 
on the return. In other words, steam would be admitted to 
the head end for a longer time than to the crank end. One 
way to overcome this is to give more lap to the end of the 
valve towards the head end of the cylinder, which will 
hasten its action during the forward stroke, and to reduce 
the lap on the other end, in order to retard the action on 
the return stroke. 


1633. Fig. 455 shows a diagram for the valve laid out 
in this way. OR, and O R, are the crank positions at cut- 
off, and His the center of the smaller outside lap circle. 
The points R, and RX, are determined by laying off the dis- 
tance Am, on the line A C, equal to? AC. Then, 
produce A C to the left a distance equal to or greater than 
the length of the connecting-rod. With a radius equal to 
the length of the connecting-rod to the same scale as that 
to which the crank-pin circle was drawn—that is, 

ee 
and a center on A C produced, describe the arc 2 R,, which 
cuts the crank-pin circle at XR, A, is the position of the 
crank-pin when the steam is cut off from the head end of 
the cylinder. Also, lay off C 7 equal to 3A C, and with the 
same radius and a center on the line A C produced describe 
the arc m X,, intersecting the crank-pin circleat R,. A,is the 
position of the crank-pin when the steam is cut off from 
the crank end of the cylinder. Draw OR, and OR,. The 
valve travel remains the same; hence, drawing the eccentric 
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circle (sometimes called the valve circle), the center of 
the lap circle must lie on this circle. Consequently, bisect- 
ing the arc included between O R, and xc, the point & is 
obtained, which must be the center of the outside lap circle. 
Drawing £ through QO, it intersects the valve circle in 7, 
Draw O &,, and with H as a center describe a circle which 
shall be tangent to O &,. This circle is the other outside 
lap circle. 

From this it will be perceived that equalizing the cut-off 
by varying the laps is done at the expense of the lead, 
which in this case is nearly }inch for the return stroke. 
It also causes an unequal port opening, which is of minor 
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importance, however, provided the maximum opening onthe 
end at which it is the least is sufficient. 


1634. A better way of equalizing the cut-off is to 
provide for the use of a rocker which, if properly designed, 
will neutralize the irregularities due to the connecting-rod 


C. Il—23 » 


on 
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at the points of cut-off, without disturbing the leads. The 
method of procedure is as follows: 

First, determine from the valve diagram the travel, lap, 
angle of advance, etc., for one end, taking account of the 
connecting-rod. Next, lay out a diagram like Fig. 456, 
where A Cis the stroke of the cross-head, D / B His the 
crank-pin circle, and 2 d f 6 is the valve circle, with a 
diameter in this case smaller than the travel of the valve, 
because of the multiplying effect of the rocker. Cut-off is 
to take place at # stroke. Crank positions corresponding 
are O Fand O H, and we will let crank positions at admis- 
sion be O D and O B. ; 

When a direct-acting rocker is used, the eccentric must 
be 90° + the angle of advance ahead of the crank. In the 
figure, eccentric positions O f and O hare laid off 90° + the 
angle of advance (as found from the diagram) ahead of 
crank positions O #and O H. In like manner, eccentric 


Valve 
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positions O d and O d are drawn corresponding to the 
points of admission. 

Now, we know that a slide-valve is in the same position at 
both cut-off and admission. Hence, with a radius equal to 
the length of the eccentric-rod, and with admission and cut- 
off points d and / as centers, strike arcs d' and f’. The 
point of their intersection will be the point at which the 
eccentric-rod pin should be at admission and cut-off on the 
forwards stroke. In like manner, the intersection of arcs 0’ 
and “#’ gives the point for the return stroke. Connecting 
these points and erecting a perpendicular halfway between 
them, we have the central position of one arm of the rocker. 
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The other arm X J should be perpendicular to the valve 
stem at the central position, and the point of intersection 
K must be chosen so as to make the two lever arms propor- 
tional to the throw of the eccentric and the travel of the 
valve, respectively. 

By methods similar to the foregoing, the release, or com- 
pression, may be equalized. 


1635. Whenever, for any purpose, a rocker is used 
that either increases or diminishes the action of the eccen- 
tric on the valve, the valye’s travel is to be used instead of 
the throw of the eccentric for all calculations and construc- 
tions connected with the valve diagram, as lap, lead, or 
cut-off. 


1636. Modifications of the Slide Valve.—There 
are many modified forms of the slide valve, but the valve 
diagram can be applied to any of them that are operated by 
an eccentric. One of the most common modifications is the 
piston valve, which is illustrated in connection with the 
triple-expansion marine engine in Art. 1309. When a pis- 
ton valve takes steam at the ends and the exhaust steam 
passes out through the center, its action is in every respect 
like that of the plain slide valve. Sometimes, however, 
steam is admitted to the ports through the central part of 
the valve, and steam is exhausted at the ends. The steam 
lap, therefore, is on the inside and the exhaust lap at the 
ends of the valve, and the only difference is that the valve 
must move in the opposite direction to that in which it would 
move if it were a plain slide valve, and the eccentric would 
have to be moved around the shaft 180°. 


1637. A Trick valve is shown in Fig. 457. It was 
designed to give a quick and full opening of the port with a 
small travel of the valve. 

In Fig. 457, A shows the valve in mid-position, while B 
and C show the valve in two other positions. As will be 
seen, the valve is hollow, having a passage way /7 through 
it; otherwise, the valve corresponds very closely to the ordi- 


nary D valve before described. A movement to the right | 


» 


f 
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of a distance equal to 7 will bring the edge p of the valve 
to the edge of the port S, as shown at B, so that any further 
movement to the right will admit steam to the cylinder. 
But this same movement has brought the edge fof the 
passage in line with the edge g, and any further movement 
to the right will admit steam to the passage, and, hence, to 
the left-hand port S, from beneath the valve (see C, Fig. 
457). Suppose the valve to move, say 7," to the right from 
its position at B; then, the edge / will be ~," beyond the 
edge g, and edge will be +,” beyond the outer edge of port 
S. This shows that a movement of the valve which would 
ordinarily have opened the port +” had a D valve been used, 


A IW Wy VC 
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has opened the valve twice 7,” or }’. C, Fig. 457, shows 
the valve in its extreme position to the right, giving full 
port opening to the steam and exhaust. The inside lap is 
shown by z, and the outside lap really equals 7. 


1638. The parts of the valve should have the following 
dimensions; /=4 (S—/); half travel = S+72; e=2m—t. 
The width of the exhaust port d should be equal to S++ m+ 
z+ /—0. The diagram is drawn as for a simple valve, re- 
membering that the width of the opening to exhaust is S 
and of the opening to steam 2/7. In marine engines having 
a large diameter and short stroke, double-ported valves, as 
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shown in Fig. 458, are often used to obtain a sufficient port 
opening with a small 
travel. It will be seen 
to consist of two D valves, 
each with its ports and 
laps. Steam surrounds 
the outer valve and also 
the inner one, entering X 
through BZ at the sides. 
Here, again, the diagram 
can be applied, the actual 
or total port opening being Fic. 458. 

twice that of either valve considered separately, 


TZ 
AN 


TO SET THE SLIDE VALVE. 


1639. Principles Involved.—Setting a valve is more 
a matter of common sense than of rule. If the principles 
are understood there should be no difficulty. 

After the valve and connections are constructed, there are 
usually two available means of adjustment—the valve spindle 
can be lengthened or shortened, and the eccentric can be 
moved about the shaft. 

Lengthening or shortening the valve spindle serves to 
make the valve travel equally each way from mid-position. 
For example, if the valve travels an inch too far towards the 
head end, shortening the spindle by half that amount will 
pull the valve one-half inch towards the crank end and cause 
its displacement to be equal each way. Moving the eccen- 
tric simply hastens or retards the action of the valve, ac- 
cording as it is moved ahead or back; it alters the angle of 
advance. 


1640. To Put the Engine on Dead Center.— 
Valve setting frequently involves setting the crank on the 
dead center, which may be accurately done as follows: Make 
a center-punch mark on the frame of the engine near the 
turned part of the rim of the fly-wheel. Place the crank a 
short distance from one dead point, and with the punch 
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mark as a center, describe an arc on the wheel rim with a 
tram, which is simply a steel rod with its ends bent at right 
angles and sharpened. Also, scratch a mark across the 
cross-head and guide with a scriber. Turn the engine past 
the center until the mark on the cross-head corresponds 
again with the line on the guide, and make another mark on 
the rim with the tram. With the center of the fly-wheel as 
a center, describe a circular arc on the fly-wheel rim which 
will intersect the two short arcs just described. Now, bisect 
the arc included between the points of intersection, and turn 
the wheel until this last point is at a distance from the punch 
-mark on the frame equal to the length of the tram. The 
engine will then be on one center and it can be set on the 
other center in the same way. 

Another less accurate but simpler way is to turn the 
engine over slowly through one revolution and to follow the 
cross-head witha scriber heldinthe hand. Just as the point 
of reversal is reached a line can be scratched on the guide, 
marking one center. 


1641. To Set the Valve for Equal Lead.—It is 
first necessary to make the valve move centrally by adjust- 
ing the valve spindle and then to make it act at the right 
time by moving the eccentric. 

Set the crank on a dead point, and give the eccentric the 
proper angular advance as near as-can be judged. Measure 
the lead. Set the crank on the other dead point and again 
measure the lead. Then, move the valve on the spindle 
half the difference of the two leads, and finally give the 
valve the right lead by moving the eccentric. The lead 
should then come the same at the other end. 


1642. A Second Method.—This method is conven- 
ient when it is difficult to turn an engine by hand. Loosen 
the eccentric and turn it around on the shaft to give maxi- 
mum port opening at first one end and then the other. 
Make the openings equal by changing the length of the valve 
spindle by half their difference. Then, set the engine ona 
dead point and give the valve the proper lead by the eccentric. 
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SHIFTING ECCENTRICS. 


1643. It is very common to regulate the speed of slide. 
valve engines by means of a throttling governor which 
varies the pressure of the steam before it enters the cylinder. 
Steam is often admitted to the cylinder without throttling, 
however, and the speed of the engine is then regulated by 
varying the time during which the steam is admitted; that 
is, by varying the point of cut-off. Slide-valve engines are 
often governed in this way, especially when made to run at 
high speed, the regulation being accomplished by shifting 
either the position or the throw of the eccentric. 


1644. Changing the Angle of Advance.—One 
way of doing this is to have the eccentric loose on the shaft 
and connected with a governor in such a way that it will be 
rotated back and forth with the fluctuations of speed, thus 
changing the angle of advance. The effect of changing the 
angle of advance is shown in Fig. 459. Let OF, be one 
position of the eccentric. Cut-off occurs at crank position 


A 


0 
Fic, 459, 
OR,. Now, move the eccentric back to O /,, which will 
decrease the angle of advance and bring the cut-off later in 
the stroke at O Xk,. It will be seen, however, that the lead 
also varies by a large amount, which is not always desirable. 


1645. Changing the Eccentricity.—Another way 
by which the cut-off can be changed is by varying the throw 
of the eccentric, leaving the angle of advance unchanged. 
Suppose, in Fig. 460, the eccentricity to be changed from 
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Or,to Or, The cut-off will change from crank position 
OR,toOR, The lead will also change, but in this case 


A 
Fic. 460. 


the later the cut-off the greater the lead, whereas in the 
other case where the angle of advance was changed the lead 
decreased as the cut-off became later. 


1646. Changing Both Angle of Adwance and 
Eccentricity.—A combination of the two methods, by 
diminishing the angle of advance and increasing the eccen- 
tricity, or increasing the angle of advance and decreasing 
the eccentricity at the same time, may be made to givea 
variable cut-off with constant lead. In Fig. 461 two posi- 
tions of the eccentric are shown at O /, and OF,. Inthe 
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former position the eccentricity is O r,, and in the latter 
Or,, 7, and r, being in the line D Z, parallel to 4 C, which 
brings the lead 7,, equal to the lead /,. The eccentric, there- 
fore, has to shift across the shaft on the line D Z, as indi- 
cated in Fig. 461. 
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1647. Shifting Eccentric with Variable Lead.— 
Fig. 462 shows in principle another method sometimes used 
that gives a variable lead to the 
valve. A C is a collar keyed to 
the shaft with lugs for bolts. The 
eccentric is slotted for the shaft 
and bolt J, the latter serving to 
clamp the eccentric which swivels 
on the stud s. 

Many devices are used to vary 
the cut-off in some one of the fore- 
going ways by the action of the Fic. 462. 
governor, some of which will be taken up with Shaft 
Governors. 


DOUBLE VALVE GEARS. 


1648. We have seen that an early cut-off with a plain 
slide valve is accompanied by an excessive compression and 
early release. To take advantage of the superior economy 
incident to the use of an earlier cut-off, and at the same 
time to avoid too early release and compression, double 
valves are used. 

A double valve consists of a main valve, which is set to 
give the proper lead and compression, or exhaust, and a 
separate and independent cut-off valve. The latter is some- 
times placed in a separate steam chest communicating with 
the steam chest of the main valve through ports under the 
cut-off valve. By cutting off the admission of steam to the 
main valve chest, steam is prevented from entering the 
cylinder whether the main valve is open for steam or not. 
A better and more common way, however, is to place the 
cut-off valve directly on the back of the main valve, which 
then acts as a valve seat for it. When this arrangement is 
used the cut-off valve is generally made in two parts, which 
may be separated or brought together by means of a right 
and left hand screw, thus varying the lap, and, hence, the 
cut-off. This arrangement is known as the Meyer valve. 
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1649. Meyer Valve.—In Fig. 463 a section of such 
a valve is shown. A is the main valve, which has two pass- 
ageways C and D, the part between the passageways being 
an ordinary D valve. On the back of the main valve 
is the cut-off valve, gee of two flat plates B, BL, con- 


“a nnn _ ae 
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nected by a right and left hand screw. ‘The main and cut- 
off valves are moved by separate eccentrics. A conventional 
way of representing a Meyer valve is shown in Fig. 464 
where both parts are in mid-position—positions they can 


Fic. 464, 
not occupy at the same time when connected with their 
eccefitrics. 
The cut-off valve acts solely to cut off steam, steam being 
admitted by the edges a and 0 of the main ecive Fig. 464. 
Cut-off is effected through the closing of the passages C and 
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D by the cut-off valve. It is evident, however, that the 
steam ports S, Sin the cylinder will be closed by the edges 
aand 6 of the main valve at some point of its travel, so 
that if the cut-off valve is to serve its purpose it must act 
before the edges a and @ cut off. Hence, to allow a wide 
range of cut-off, as well as to avoid excessive compression 
and a very early release, both of which are controlled by the 
main valve, the main valve should have a late cut-off, 


THE CORLISS GEAR. 


1650. A Corliss gear can not be laid out from the 
diagram like a plain slide valve. The dimensions of the 
parts must be proportioned by trial; but there are certain 
requirements that must be fulfilled, and these will be 
explained. 

I.—The steam port should be opened rapidly, so as to 
avoid throttling the steam. This action is aided by the 
position of the eccentric which, in the Corliss engine, has 
only a slight angular advance, being nearly at 90° with the 
crank. The eccentric is, therefore, near mid-position at the 
points of admission and causes a prompt admission. To ob- 
tain the full benefit of this, the rods # and £’ (Fig. 282, 
Art. 1287) should be attached to the wrist-plate so that the 
movement of the attaching pin will be symmetrical on each 
side of the center of the wrist-plate A. 

Following out the motion of the eccentric, it will be seen 
that, as it moves from mid-position, the valve will move less 
rapidly until, when fully open, it will be nearly at rest. It 
is not desirable, however, that the rapidity of motion 
should reduce too quickly; otherwise, as the piston nears 
mid-stroke, and, consequently, moves more quickly, some 
wire-drawing of the steam might occur. This is avoided by 
the arrangement of the rods and levers connecting the 
valves with the wrist-plate, the principle being similar to 
that of the slow-motion mechanism described in Art. 1444. 

Fig. 465 is a skeleton diagram of the wrist-plate and con- 
nections as found on one make of Corliss engines. The 
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center of the wrist-plate is O, and the center of the ad- 
mission and cut-off valve for one end is at C. The parts of 
the diagram have the same letters as the corresponding 
parts of the diagram in Fig. 355, Art. 1448. By plotting 
the motion, it will be seen that when the wrist-plate has 
moved through half its motion, or point J has reached point 
#, the end of the valve lever has been moved only through 
the arc c 2’, while for the other half of the wrist-plate 
motion it moves through the greater arc 7z’d. 

The action of the lever which connects with the exhaust 
valve C’ is similar. 


Fic. 465. 


II.—The amount of travel of the wrist-plate should be 
great enough to cause the valve to give full port opening 
and over-travel from + inch to $ inch besides. For, sup- 
pose the valve gave only full port opening for the extreme 
position of the eccentric; then, for short cut-offs, the valve 
would be tripped by the governor before the port was opened 
wide, and for later cut-offs the valve would move too 
slow, owing to the retarding action of the eccentric spoken 
of above. With over-travel this retarding action does not 
become serious until after the port is wide open. 
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III.—Having decided upon the vaive travel, the lever 
arms and connections can be proportioned, and the next 
point to be considered is the angle which the lever arm Cc 
in Fig. 465 should make with the rod ¢ 4 connecting with 
the wrist-plate. It is clear that the greater this angle the 
more rapid the valve motion, but it should not be great 
enough to permit of there being any danger of the lever arm 
passing the center when in position C d. 


1651. The Lap of the Valves.—The question of 
what lap to give the valves of a Corliss engine is somewhat 
complex. 

A little consideration will show that cut-off by the action 
of the governor can occur only while the wrist-plate is mov- 
ing one way. If the valve is not tripped before the motion 
of the wrist-plate reverses, the cut-off is given by the lap of 
the valve near. the end of the stroke. If, therefore, the 
eccentric was set at right angles to the crank, its motion 
one way would continue until the piston reached about half 
stroke, so that cut-off could occur up to half stroke. More- 
over, with the eccentric in this position, the valve would 
have the most rapid movement possible when opening. 

But the eccentric can be at right angles to the crank only 
when there is no lap, and the greater the lap the more the 
eccentric must be set ahead to give the steam valves the 
proper lead. With the eccentric set ahead it will have 
reached the position of its greatest displacement either way 
before the piston reaches half stroke, the range of cut-off 
will be shortened, and the movement of the valve made less 
rapid. 

It would, therefore, be advisable that the eccentric have 
no angular advance, and the valves no lap other than that 
necessary to make a steam-tight joint when closed, were it 
not for the exhaust valves. These valves are operated by 
the same eccentric as the admission valves, and could have 
no lap if the eccentric should have no angular advance. 

To obtain a good steam distribution, however, both re- 
lease and compression should occur defore the end of the 
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stroke; with no lap they would take place just at the end of 
the stroke. The only way to bring about these events 
earlier is to add lap to the exhaust valves, and give the 
eccentric such angular advance as is necessary to bring about 
an early action. The reason why this is so should be clear 
from what has been stated before regarding the slide valve. 

Since the eccentric is moved ahead, the admission valves 
must also have lap, and thus it will be seen that the whole 
question of lap on Corliss valves is that of making the ex- 
haust valves act properly without interfering with the action 
of the steam valves. Separate eccentrics for the steam and 
exhaust valves will allow each to be set as it should be, but 
usually only one eccentric is used. 


THE STEPHENSON LINK MOTION. 


1652. In Fig. 466 is shown the Stephenson link 
motion as applied to locomotives. It differs from that 
shown in Fig. 316, Art. 1330, in that arocker F is used to 
actuate the valve, and that the link is suspended from above 
instead of being supported from below. The principle of 
the motion is the same, whatever the type of the engine to 
which it is applied. 

In the figure O is the center of the driver axle. The two 
eccentrics / and 4 are keyed to the axle, and connect with 
the slotted link Z through the eccentric rods E and G. The 
slide valve is attached by its stem V to the upper arm of the 
rocker R. The rocker in turn is connected with the link 
through the block A and the rocker pin @, the former being 
free to slide in the slot of the link. 

The eccentric is set to give the forward movement to 
the engine and the eccentric B to give a backward move- 
ment. The raising or lowering of the link is accomplished 
through the hanger 7 attached to the lower lever on the 
tumbling shaft 7. The link itself is suspended from its 
saddle S by the hanger /7, and the upper lever on the tum- 
bling shaft connects with the reversing lever, not shown, 
through the reach rod WV. 
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When the reversing lever is thrown forward, the link is 
lowered and the engine will run ahead; when thrown back, 
the link is raised and the engine will run backwards. In 
Fig. 466 the link is shown lowered so that the rocker pin d 
comes in line with the eccentric-rod #. If the link should 
be raised to the other extreme, @ would be in line with 
eccentric-rod G. In either case the link is said to be in full 
gear. Should the rocker pind be at the middle point of 
the link, the latter would be in mid-gear. If the link is 
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in full gear, so that the forward eccentric actuates the valve, 
it issaid to be in full gear forwards, and when the backward 
eccentric actuates the valve, in full gear backwards. 


1653. It will be remembered that when a reversing 
rocker intervenes between the eccentric and valve, the crank 
leads the eccentric by 90° minus the angle of advance of 
the eccentric. In Fig. 466, therefore, the crank falls within 
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the angle made by the two eccentrics,and, with the link 
lowered, Zeads eccentric /. If no rocker were used the effect 
would be to turn the crank around 180°, and it would follow 
eccentric /, 

In what follows the link motion will be illustrated by 
skeleton diagrams. The link will be represented by an arc 
drawn through the curved slot, called the link are, and 
each eccentric-rod will be represented by a line corresponding 
to the center line in Fig. 466, drawn from the center of the 
eccentric / ‘to the point @ The eccentrics will be repre-’ 
sented by straight lines connecting the center of the 
eccentrics with the center of the axle or shaft. 


1654. Action of the Link Motion on the Valve.— 
While the link motion was designed primarily for reversing, 
it is found to be well adapted for a variable cut-off gear. Its 
action will be understood by reference to Figs. 467 and 468. 


=> 


ro 


Fic. 467, 

In Fig. 467 the solid lines represent the positions of the 
parts when the crank is on a center and the eccentrics are 
turned ¢owards the link; the dotted lines show the positions | 
when the eccentrics are on the side opposite to the link. For 
convenience, the valve is drawn directly above the link, and 
it is assumed that no rocker is used. When the crank is on 
the center at R, the link is at eg, and the point @ is displaced 
a distance Cd to the right of the central position C. The 
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valve is also displaced alike amount, as shownat 7 As the 
crank is on a center, the port is open an amount equal to 
the lead, and the displacement of the valve is equal to the lap 
plus the lead. Ina similar manner, when the crank is at R’, 
the eccentrics / and 4 will be at /' and B’, respectively, and 
the link will be ate’ g’, the valve then being displaced to the 
left a distance Cd’ equal to the lap plus the lead, as shown 
at V’. 

Now, in mid-gear this is the greatest possible displace- 
ment of the valve, its total travel being equal only to the 
distance dd’, or twice the lap plus twice the lead. This will 
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be evident by supposing the crank to be at X and to start to 
rotate in a right-handed direction. The tendency of the 
eccentric / will be to move point ¢ of the link to the right, 
thus increasing the valve travel; but eccentric B will have a 
greater tendency to move the point g to the left, since it is 
approaching a position at right angles with the eccentric- 
rod, while eccentric / is moving away from such a position. 
From what we know of the action of the crank and connect- 
ing-rod, therefore, it is clear that 4 will have a greater in- 
fluence on the movement of the link than F, and point @ will 
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move to the left. From this it follows that the greatest port 
opening in mid-gear ts the lead, and that cut-off occurs very 
early in the stroke. 


1655. Fig. 468 shows the link in mid-gear at eg, and in 
full gear forwards ate’ g'. In the latter position the valve is 
actuated almost entirely by the eccentric /, as in an ordinary 
slide-valve engine. 

The travel of the valve, therefore, is now equal to the 
throw of the eccentric instead of twice the lap plus twice the 
lead, as before. Full port opening is now obtained, and cut- 
off occurs much later. 


1656. Now, suppose the crank to be set on the dead 
center, as in Fig. 468, and the link to be shifted from full gear 
to mid-gear, or from é’ g'toeg. The lead, it will be seen 
from the two positions V and V’ of the valve, increases from 
a very small amount to the large lead obtained in mid-gear. 

The above explanation of the valve’s action may be sum- 
marized as follows: 

In full gear the valve is under the control of one eccentric, 
which gives it a motion like that given to a plain slide valve 
by a single eccentric. 

In passing from full gear to mid-gear, cut-off becomes 
earlier, and, hence, compression greater, the travel of the 
valve diminishes, which makes the port opening less; the 
lead increases. 

In mid-gear the travel of the valve is equal to 2(lap + lead), 
and the maximum port opening is equal to the mid-gear lead. 


1657. Opened and Crossed Rods.—As shown in 
the preceding figures, the rods are said to be open. If the 
eccentric-rods Z and G, in Fig. 466, should be disconnected 
from the link and rod, and E should be bolted to the lower 
end of the link, and rod G to the upper end, we should have 
the arrangement shown in Fig. 469; in this case the rods 
are said to be crossed. The terms open and crossed are 
given according to the position of the rods when the eccen- 
trics are turned towards the link, Thus, in Fig, 467, although 
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the rods are crossed when the eccentrics point away from 
the link, they are still called open links, because when turned 
towards the link they are not crossed. The action of crossed 
rods is different from open rods in that the lead decreases 
from full to mid-gear, in which position the motion usually 
gives nolead. Withcrossed rods the engine may be stopped 
by placing the link in mid-gear. This can not be done with 
open rods, where there is alwaysa small port opening in mid- 
gear, unless the resistance to be overcome by the engine is 
so great that enough steam can not be admitted in mid-gear 
to run the engine. 


= 
—————— 
———— 
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Open rods are mostly used, and as the principle of crossed 
rods is essentially the same, open rods alone will be 
considered. 


DESIGNING THE LINK MOTION. 

1658. The Valve and Ports.—The valve should be 
designed to meet the requirements when the link is in full 
gear. As in this position it is practically under the control 
of one eccentric, the valve diagram may be used. 

Generally, the widths of the ports, the latest point of cut- 
off, the maximum port opening, and the full gear lead are 
known, or assumed, leaving the lap, travel, and angular 
advance to be found, the latter being the same for both eccen- 
trics. When the link is to be used for reversing only, as in 
the case of hoisting engines, this part of the process is in all 
respects like designing a slide valve for an engine without 
the link motion. A hoisting engine is always run with the 
link in full gear, and the valve is designed to give the best 
results in this position. 
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If the link is to be used for varying the cut-off, however, 
as well as for reversing, as in the case of the locomotive, the 
valve should be given enough travel, so that it will not only 
open the port its full width in full gear, but will over-travel 
or will go beyond the inner edge of the porta certain amount, 
thus making what has heretofore been called the “port open- 
ing” greater than the width of the port. If this were not 
done the port opening would become so small for the inter- 
mediate points between full and mid-gear at which the engine 
would usually be run as to cause serious wire-drawing of the 
steam. 


1659. Asa basis to work upon, proportions of the valve 
and ports are here given, taken from locomotive practice. 
They will be convenient for reference in designing a link 
motion for any type of engine. 

The following are average values: Latest point of cut-off, 
% to .9 stroke; lead in full gear 31,” to 35"; lead in mid-gear, 
@”; inside lap, 0 to ?’. 

The accompanying table gives dimensions in inches from 
locomotives having cylinders over 15” in diameter: 


Width of Width of : p 
Steam Port. | Exhaust Port. Outside Lap. | Valve Travel. 


1; 2 2 

1} 3 t 5 
14 Q4 1 54 
1} 23 2 54 
Sy 23 B 54 


The maximum port opening varied in these cases from 
12” to 2". 


‘1660. The Suspension of the Link.—As the eccen- 
trics revolve, the link has a continued vibratory motion 
about its point of suspension and a swinging motion due to 
the vibration of its hanger. The result is more or less verti- 
cal motion, according to the point at which the hanger is 
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attached to the link, which, if excessive, will cause undue 
wear between the link and the block (K in Fig. 466). This 
motion betweén the block and the link is called the slip. 

Ordinarily, the link is suspended at one of three points 
—the center of the link arc, the center of its chord, or at the 
lower end of the link. When at the first point, the slip is 
slight in mid-gear, and increases both ways; at the second, 
the*slip increases from mid-gear, but is always greater than 
in the former case; while, at the third point, the action is 
good when the block is in the lower half of the link, but 
when in the upper half the slip is excessive. When the 
engine is to be run with the block at some one point in the 
link nearly ail the time, the latter should be suspended from 
that point to reduce the slip as much as possible. 

Both the hanger which supports the link and the lever to 
which its upper end is attached should be as long as possible. 
The object should be to so suspend the link that the saddle 
pin will always move approximately parallel to the center 
line of motion. . 


1661. Proportions of the Link.—The length of the 
link should not be less than 24 to 3 times the throw of the 
eccentric; if less, it is difficult to reverse the engine when 
the piston is near the end of the stroke, 
as the link then makes an obtuse angle 
with the valve stem. By the length of the 
link is meant the length / (Fig. 470) of the 
chord connecting centers of the link 
block when it is in the two extreme posi- 
tions. 

The radius of the link is generally made 
equal to the length of the eccentric rods; 
that is, equal to the distance from the 
center of the eccentric to the center of the 
link block when in full gear, or the distance 
Fed in Fig. 466, or Fe’ in Fig. 468, Thisis FIG. 470. 
the length by which the rods are represented in all link 
diagrams. 
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The purpose of curving the link is to make the valve move 
equally on both sides of a fixed point, no matter what is 
the position of the link. The radius above does not exactly 
accomplish this, but it is nearly correct. The effect of curv- 
ing the link will be clearly seen from Fig. 471. The solid 
lines show the positions of the link in mid-gear when the 
crank is on each center. If the link were straight its two 
positions would be at a 6 c and ¢ / g; the center of travel 
would be at the point 7, The two positions of the link, if 
curved, would be at a@ dc and e f g, when the center of 
travel would fall half way between dand for at z. Now, it 
will be observed that the point zis also the center of travel 
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for the link when in full gear, as shown by the dotted lines, 
while the point 7 is to one side of the center. It is neces- 
sary, therefore, for the links to be curved. 


1662. Eccentric-Rods.—The length of the eccentric- 
rod is to be taken equal to the distance from the center of 
the shaft to the middle position of the center of the link arc, 
or equal to O z in Fig. 471. It should not be exactly this 


distance, but any slight error can be corrected in setting the 
valves. 


1663. Laying Out the Motion.—The method of 
laying out a link motion will be best explained by an 
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illustrative example. Let the following data be taken: 
Latest point of cut-off, .9 stroke; full gear lead, 3”; width 
of steam port, 14"; width of bridge, 1"; inside lap, 0”. 
Assume the valve to over-travel }” in full gear, giving a 
maximum port opening 1}-+4= 13", 

Drawing the valve diagram, which is shown in Fig. 472, 
to a reduced scale, it is found that the travel = 5", outside 
lap = 3’, and the angle of advance of the eccentric = 19°. 

From the rule for the width of the exhaust port the latter 
is found to be 24+ 14+4-0—1= 23". In a locomotive it 
would ordinarily be made less than this, say 24”, because 
in full gear, when the exhaust port is contracted the 


Fic. 472. 


greatest amount, the engine is generally drawing a heavy 
load and runs at a slow speed, thus giving ample time for 
the steam to exhaust. - 


1664. In Fig. 473, let O be the center of the shaft and 
V the relative position of the valve and ports. Draw the 
center line a x of the valve stem, and the center line O C of 
the link motion. In locomotive practice this line usually 
makes a small angle with the center line of the valve spindle, 
to allow clearance under the boiler, but in this case we will 
assume the two to be parallel and that the motion is trans- 
mitted from the link to the valve stem through an equal 
armed rocker, each arm being 9” long. The position of the 
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rocker is usually fixed within certain limits by the design of 


os 
MN 
tt 


g 
& 
w% 


“a rocker is used, the 


the engine; in this 
case the center line 
will be taken at 4 ft. 
from the center O of 
the-shatt, or OC = 4 
ft. Inthe figure, the 
distance is propor- 
tionately shorter than 
this, so that the whole 
diagram may be rep- 
resented on one 
page. 

To proceed, de- 
scribe the eccentric 
circle about O witha 


S radius of 24”, and 


draw the center lines 
of the eccentrics for 
crank positions on the 
forward and_ back- 
ward centers. As 


crank leads the ec- 
centric by an angle 
equal to 90° minus 
the angle of advance. 
When the crank is on 
the forward center, 
the forward eccentric 
is at # and the back- 
ward at #&; when 
the crank is on the 
backward center, 
the forward eccen- 
tric is at /’ and the 
backward eccentric 
yaw ese 
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The length of the link is taken at 13’, and it should now 
be drawn in full and mid-gear positions, so that its action at 
these points can be determined. Draw the lines #7 and s ¢ 
parallel to the center line of motion O C, and distant from 
it 64”; these will limit the ends of the link when in mid-gear. 
With O Casa radius, and / and BZ as centers, describe arcs 
cutting the horizontal lines just drawn at f and J; and with 
the same radius and /' and J’ as centers, describe arcs cut- 
ting them at f/’ and 4’. Now, with the same radius and 
with centers on the line O C, draw the link arcs f dand /' 0’, 
which are the positions of the link in mid-gear when the 
crank is on each center. The mid-gear lead may now be 
examined by drawing the valve in the two positions corre- 
sponding to the above positions of the link, and, if not satis- 
factory, the proportions of the valve should be changed. 
An easier and better way, however, is to draw a circle about 
the point C, with a radius equal to the lap of the valve. 

Then, since the valve is always displaced from mid-posi- 
tion an amount equal to the lap plus the lead when the 
crank is on acenter, the spaces between the link arcs and 
the lap circle just drawn, marked / and /’ in the figure, will 
be equal to the lead for each end of the stroke, 


1665. To draw the link in full gear, describe arcs 
f and /', Fig. 474, cutting the center line, with radii 


B_F 


b” 


Fie. 474, 
equal to O C and with centers F and F', respectively. With 


the points of intersection at fand f ' as centers, and radii 
‘equal to the length of the link, describe arcs 0 and 0’, upon 
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which the lower end of the link must fall. Finally, with 
Band B' as centers, draw the link arcs fb and f/f’ 0’. By 
drawing the lap circle about C, it may be determined how 
much the lead varies in full gear. Generally the variation 
can be compensated for by adjusting the length of the valve 


stem, — 
GOVERNORS. 


1666. A governor is used to regulate the speed of a 
motor by varying the amount of energy supplied toit. In 
the water-wheel, for example, it raises or lowers the gate, 
thus supplying more or less water, and in the steam engine 
it varies either the quantity or pressure of the steam used. 
It is driven by the motor it regulates, and is usually so con- 
structed that any variation in the speed of the motor will 
cause the governor to automatically regulate the speed. In 
most governors use is made of the centrifugal force of some 
rapidly revolving body, counteracted by some other force, 
as gravity or the tension of a spring. 


PENDULUM GOVERNORS. 

1667. One of the oldest and most common forms of 
governors is known as the pendulum governor, which is 
based upon the principle of a revolving pendulum. This 
form will be taken up first. 


1668. A simple revolving pendulum is shown in 

O Fig. 475. It may be considered 

to consist of a ball B suspended 

by a cord from the point O, the 

ball revolving about the verti- 

RS cal axis OC. Theoretically, 

a simple revolving pendulum is 

one having the mass of the ball 

\ £& concentrated at its center 

C /” and the cord or arm O B of 
Moa we is material without weight. 

When the pendulum revolves 

about the axis at a uniform speed, the ball remains at a 


Danae 
| 


——— 
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constant distance 7 from the axis and at a constant distance 
O C below O, the point of suspension. The latter distance 
is called the hezght of the pendulum, and is represented by % 
in the figure. Now, suppose the pendulum to be revolved 
at a greater speed; the centrifugal force, and, hence, 7, will 
be increased and / will be correspondingly diminished. 

When the pendulum is revolving there are three forces 
acting, namely: Gravity, which is equal to the weight of the 
ball and always acts downwards; centrifugal force, which 
acts horizontally outwards, and the tension in the cord. 
These three forces may conveniently be represented by the 
parallelogram of forces, as in Fig. 475, where B y represents 
the weight of the ball, B x its centrifugal force, and B z the 
tension of the string. Of these, the weight B y tends 
to turn the pendulum about the point O in a vertical 
plane towards the axis O C, while the centrifugal force 
B x tends to turn it about O in a direction away from 
the axis. 

Now, in order that the ball shall poise at a certain dis- 
tance 7 from the axis, the moment of its weight about O 
must equal the moment of its centrifugal force about the 
same center, or, stated in the form of an equation, 

PPR OMI YP KT) SB OK 

But, letting the weight 4 y of the ball = JZ, the centrif- 
ugal force Bx will be .00034 4 7 N’* (formula 19, Art. 
903), where JV is the number of revolutions. ~ 


Hence, 
Bx 7 =700084 57 N* xh, or 
1 35,294. 
| akon o0sd vi feet = —jya— inches. (158.) 


The height of a revolving pendulum, therefore, ts independ- 
ent of the weight of the ball or the length of the string, and 
depends solely upon the number of revolutions. 


1669. Pendulum Governor.—Figs. 476 and 477 
show two forms of the pendulum governor, as used on cer- 
tain classes of steam engines, and they differ in principle 
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from the simple revolving pendulum only in that the gov- 
ernor balls are connected with arms, links, etc., the weight 
of which modifies their action. 


1670. In Fig. 476 the balls B, B are suspended from 
the collar C,; this has the same effect as though they were 
suspended from the point O, at the intersection of the center 
lines of the arms. Two balls are used for the sake of sym- 
metry andevenaction. The links/, / connect the arms with 
a lever collar C,, which is free to turn in an annular groove 
in a sleeve U which can not turn, but can slide up and down 
on the spindle S. The sleeve extends into the standard J/, 
and is connected with the rod 4, by a stud working in a slot - 


Fic. 476. Fic. 477. 


N. ‘The spindle is driven by the engine through a belt and 
a pair of miter gears which are not shown. As the collar 
C, is pinned to the spindle, the balls revolve with the spindle, 
and, consequently, fly outwards, raising the rod RX, by means 
of the links /, 7, the collar C,, and the sleeve JZ. On Corliss 
engines, on which this style of governor is largely used, the 
rod J, operates the mechanism that trips the steam valves 
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ut the point of cut-off, thus regulating by varying the time 
during which steam is admitted to the cylinder. 


1671. To prevent sudden fluctuations of the governor, 
a second rod X, operates a piston ina cylinder closed at both 
ends and filled with oil. ‘The piston consists of two plates 
through which holes are drilled, and by turning the plates 
one way or the.other they can be adjusted to allow more or 
less opening through the holes. This adjustment deter-- 
mines the freedom with which the oil can pass from one side 
of the piston to the other, and, hence, the freedom with 
which the piston can move. Other constructions are also 
used for the same purpose. 


1672. Fig. 477 shows a throttling pendulum governor 
used to regulate an engine by varying the pressure of the 
steam. JZ isa part of the frame and is bored for a bearing 
in which turns a hollow spindle driven by miter gears. 
Inside of the spindle is the valve stem, the lower end of which 
can be seen. The balls are suspended from the collar C’, 
which receives its motion from the spindle, and the arms to 
which the balls are attached are in the form of bell-cranks 
with their upper arms extending inwards and revolving ina 
groove about the end of the valve. As the speed increases 
the balls fly out and the upper arms of the bell-cranks lower 
the valve stem, thus partially closing the valve and shutting 
off the steam; with a decrease of speed the above operation 
is reversed. A cord can be attached to the lever Z and 
carried to a place within convenient reach. Then, should 
the governor belt run off or break and the engine begin to 
‘““race,” by pulling the cord the valve stem would be lowered 
and the engine brought to normal speed. The screw // is 
for regulating the distance the spindle can be lowered; that 
is, it fixes the lowest speed at which the engine can run. 
The governor in Fig. 477 is a Gardner governor. 


1673. The height of a pendulum governor varies with . 
the speed, and, as in the case of the simple revolving 
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pendulum, it is the perpendicular distance between the center 
of the governor balls and their equivalent point of suspen- 
sion at the center line, or # in Figs. 476 and 477. It is 
evident that the height at which the balls stand at any par- 
ticular speed determines the position of the regulating 
device for that speed, as the rods in Fig. 476 or the valve 
stem in Fig. 479. 

Take, for example, the case of a throttling governor on a 
steam engine. When the engine is running ‘‘light,” with- 
out any load, the governor valve will be open just wide 
enough to admit steam to the cylinder at the pressure neces- 
sary to keep the engine at the proper speed. When the 
engine is running “‘loaded,” however, the valve must be 
opened wider. Now, this variation in the opening of the 
valve can be caused only by a variation in the height of the 
governor, which, in turn, is due toachange in speed. Hence, 
the governor cannot control the speed except within certain 
limits, which manifestly should not be far apart. A well- 
designed engine will not vary more than two per cent. 
either way from a certain mean speed, and the difference 
in the heights of the governor due to these two extremes of 
speed must be sufficient to move the throttle valve through 
its full range of action, 


1674. To show clearly what may be expected of an 
ordinary pendulum governor, Table 36 has been prepared. 


TABLE 36. 


Variation in 


Revolutions Height in Inches. Height, Inches 
i 989 035 
150 1.569 .06 
100 3.529 14 
50 14.118 57 


In the second column the approximate heights of a 
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pendulum governor at different speeds are given, computed 
by the formula 
a ia 

In the third column the variation in height for a speed 
variation of 2% each way, or a total variation of 4% or sy of 
the mean number of revolutions, is given. 

From the table we observe that at high speeds the heights 
and variations are very small. Thus, fora speed of 200 
revolutions, the height is .882 inch, and it would be difficult 
to construct the governor. At 100 revolutions the height 
-would be 3.529 inches. In this case, also, there would be 
constructive difficulties, especially if the governor were to 
be like Fig. 476. The allowable variation for this speed, 
moreover, is only .14 inch, a very small amount to control 
the working of a cut-off mechanism, or throttle valve, 
throughout its whole range of action. 


1675. Weighted Pendulum Governor. — The 
weighted pendulum governor, or Por- O 
ter governor, is designed to run at an i 
increased height fora given speed, and 
to have a greater variation for a given 
variation in speed. Thislatter is called 
increasing the seusztiveness of the 
governor; a governor, for example, 
whose height varies one inch for 24% 
change in speed is more sensitive to 
that change than one whose height 
varies only one-half inch. In the Por- 
ter governor, the counterpoise weight 
is free to revolve and slide upon the 
spindle with the collar. It, therefore, 
adds to the weight of the balls by fall- 
ing down through the links, or arms, 
but does not add to their centrifugal 
force, the result being that the height of the governor for 
any speed is increased. 


Fic. 478. 
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1676. In Fig. 478 the weight of the ball B is repre. 
sented by the line By, and its centrifugal force by B x. 
Suppose the effect of the counterpoise W is to add an 
additional weight y Y to the weight of the balls. The arm 
will then have a direction B z, and the height of the gov- 
ernor will be H. Let B=y Band y Y=W, whence, 
BY=B+4+W. Then, taking moments about O, asin the 
case of the simple pendulum governor, we have for 
equilibrium 

Bax H=(B+ W) xr; 
in which W= entire weight of counterpoiseand 5 = weight 
of one ball. 

But B x = .00034 Br N® (formula for centrifugal 
force). 


Hence, (B+ W) 7 = .00034 Br N® H, or, 


ei) 
H= sai x eed feet = 
35,204(1 wh r) 
Ta eal inches. (159.) 


By reference to formula 158, it will be seen that the 
height of a weighted governor equals the height of a simple 


governor multiplied by (1 + “) 


It follows from this, moreover, that for a given variation 
in speed, the variation in height will be correspondingly 
increased, making the governor more sensitive. 


From formula 159, it is evident that adding to the 
weight of the counterpoise WV will increase the height of 
the governor. That is, the balls will drop lower, and the 
speed of the motor will increase until the centrifugal force 
of the balls is sufficient to restore equilibrium again. We 
thus have a method of increasing or diminishing the speed 
at which a motor will run by adding to or subtracting from 
the weight of the counterpoise. 
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1677. Spring governors are frequently used on 
throttling engines and 
other motors to regu- 
late the opening of the 
valve. They are simply 
pendulum governors, 
with springs added to 
resist the action of the 
centrifugal force, thus 
increasing the height 
and sensitiveness in 
the same way that the 
weight operates with 
the Porter governor. 
4 Fig. 479 shows a Pick- 
palin pu ering governor with 

springs s, s attached 
to the spindle: 7 and 
bearing against the gov- 
ernor arms. This gov- 
ernor has been pre- 
viously described (see 


Art. 1290). 


es << 
NWOT 
= oe 


= 


TO DESIGN A WEIGHTED GOVERNOR. 
1678. Designing a governor consists mainly in so pro- 
portioning the parts that the forces acting will balance. It 
is convenient to assume the weight of the counterpoise as 
acting at the points B, B’ in Fig. 480. W is the counter- 
poise, the weight of which is represented graphically by a 0. 
Completing the parallelogram of forces, we have ac as the 
pull upon the lower arm 7 Laying this off at Bp é¢ and 
again completing the parallelogram, we have B 0d’ as the re- 
sulting downward pull at B. If the upper and lower arms 
are egual (when continued to the center line) as in the 
figure, B b' will equal a 0; that is, the effect of the counter- 
poise acting at a will be the same as though its weight were 
transferred to each ball, making 2 W when acting from B 
C. Il.—25 
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and B’. If the upper and lower arms are not equal, the 

value of B J’ can easily be found by drawing the parallelo- 

grams, In what follows the arms will be considered equal. 
10 


Fic. 480. Fic. 481. 

1679. In any governor the weight and centrifugal 
force of the arms exert an influence upon its action that 
can not be neglected. The effect of the arms is the same, 
however, as though their weights were concentrated at 
their centers of gravity, as at Dand Z in Fig. 481. Here 
there are four weights to be considered; the weight of the 
ball, counterpoise, and the two arms, which we will call 4, 
W, D, and £, respectively. For a condition of equilibrium 
it will be necessary that the sum of the moments of these 
weights about O shall equal the sum of the moments of 
the centrifugal forces of B, D, and Z, as in the simple case 
shown in Fig. 478. Thesum of the moments of the weights 
is evidently 

(B+ W)r+Dm+En. (a) 

For the sum of the moments of the centrifugal forces we 
have, from the formula for centrifugal force, .00034 Dm N? 4 
+ .00034 Br NV? (7+ .00034 En N’ y. This, reduced, and 
with the dimensions expressed in inches, becomes 


-000028 V*(Dmx+BrH+Eny). (0) 
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For equilibrium to exist (2) and (4) must evidently be 
equal so that 


(B+W)r+Dm+En=.000028N?2 (Dmx+BrH+Eny). 
(160.) 


1680. We have seen that to accomplish regulation the 
speed of the governor must increase or decrease. Suppose 
it to increase above mean speed. At first the height will 
not change, because there will be a certain amount of fric- 
tional resistance to overcome. When the speed has reached 
a certain point, however, the centrifugal force of the balls 
and arms will have increased enough to change the height, 
and the governor will regulate. 

In ordinary practice it will be safe to assume a variation 
either way of 2% of the mean speed. Now, let R be the 
resistance in pounds, which is assumed to act at the collar, 
JV the mean speed, and J, the speed just as the resistance is 
overcome. ‘Then, the governor should be so designed that 
two per cent. increase of the mean speed will produce an 
increase in the centrifugal moments in (4) sufficient to 
balance the moment of the resistance R*, which is R 7. 

Hence, from (8), 

-000028 [(1.02 V)?— V?] (Dmx+BrH+Eny)=Rr, or = 

.00000114 V?(Dmx+BrH+Eny)=Rr. (161.) 


Finally, by transposing 160 and 161, we obtain equa- 
tions for deterfnining the weight of the counterpoise and 
balls, as follows: 


W= ~[.000028 N*(Dinx 4- BrH +- Eny)—(Br+-Dm+En)]. 
(162.) 
B= k DEE IF (4 G5) 


-00000114 HV? yr H 


1681. The process is now to first draw the arms, their 
spread, and the height to be taken, of proportions suited to 
the size of the engine, or taken from some example at hand. 


i i f each 
* The resistance is supposed to be transferred to the center o 
ball in the same way that the weight of the counterpoise was treated. 
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Next, compute the weights and centers of gravity of one 
upper and one lower arm, as in Fig. 481, taking the weights in 
pounds, and dimensions in inches. Referring to Fig. 481, 
suppose they are found to be as follows: 


no: Tio 
Pg hee IKE, =A 
y= 1b. D=6hlb. 
m= A, /o— 6D: 
Assuming V = 200rev. and R = 51b., we have from 163, 
aia 5 (6 X4x 6) bX Aaa 
~ 00000114 x 10 X 200? 8 xX 10 
4,96 |b. 


That is, each ball must weigh 5 lb., nearly, to cause the 
governor to operate when the speed has varied two per 
cent: 

From 162, we have 
W=+H. [.000028 x 200°(6 X 4X 5+5X8xX10+6x4xX 
15) -—(5xX 8+6xX4+6 x 4)] = 112.2 Ib. 

W should include, beside the counterpoise, all the dead 
weight coming on the collar. Draw the counterpoise, and 
find whether it will allow the desired play of the arms. If 
not, the process must be repeated with other dimensions. 


1682. When the governor is built it should be tested, 
owing to variations that will exist in the weights and sizes 
and the uncertainty of the resistance R.. The counter- 
poise should be a little too large, so that metal can be turned 
off for adjustment, and the balls should be cast hollow and 
filled with lead to facilitate adding or removing weight. 


SHAFT GOVERNORS. 

1683. Modern high-speed engines, in which slide valves 
of one form or another are almost invariably employed, are 
regulated by governors that act upon the eccentrics and 
vary the points of cut-off according to methods already 
described. The governor is placed on the main shaft of the 
engine, from which it derives its name. It consists of 
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revolving weights whose centrifugal force is entirely bal- 
anced by springs. 

Three different shaft governors will be described, each of 
which shifts its eccentric in a different way. No two makers 
of high-speed engines use shaft governors exactly alike; but 
if the principles of a few of them are understood, the student 
should have no difficulty with any. 


1684. Buckeye Engine Gowernor.—The Buckeye 
engine has a special form of hollow slide valve, with cut-off 
valve inside, and is regulated by a governor that varies the 
point of cut-off by changing the angle of advance. The 
arrangement for effecting this is shown in Fig. 482. A 
governor wheel for supporting the parts of the governor is 


ee 


FIG. 482, 
keyed to the shaft. JZ, Z are two arms pivoted to two arms 
of the wheels at aanda. Two links /, / join these arms 
with lugs on the collar A C. The cut-off eccentric is fast 
to this collar and is loose on the shaft, while the eccentric 
for the main valve is keyed to the shaft. Now, as the speed 
increases the centrifugal force of the weights W, W 
increases, causing the ends of the arms ZL, LZ to fly out 
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towards the rim of the wheel and the eccentric to turn on 
the shaft. The centrifugal force of the weights is balanced 
by the tension of the springs S, S. 

With a single-valve engine this form of governor could 
not be used, because, as we have seen, the variation of the 
angle of advance would produce too great a variation of 
the lead. But in the Buckeye engine, the admission 
of the steam is not governed by the cut-off valve, so that 
in this case, this form of governor is as good as any. 


1685. Erie Engine Governor.— This governor, 
shown in Fig. 483, reg- 
ulates the cut-off by 
moving the eccentric 
2CrOss the shatt, 
frame A Cis keyed to 
the shaft, and two bell- 
crank levers L, L, piv- 
oted to the frame, carry 
the weights W, W at 
one end and at the other 
end are connected with 
the eccentric in the man- 
ner shown. As the 
weights fly out, the ec- 
centric is moved down 
(in the figure), the angle 
of advance is increased, the throw of the eccentric diminished 
and the cut-off shortened. The spring S, by being com- 
pressed, resists the action of the weights. 

It will be well to notice here that in this governor the ec- 
centric moves in a line at right angles to the centerline OR 
of the crank. Why this is so will be clear upon reference 
to the diagram for this form of shifting eccentric in Fig. 
461. There the eccentric is supposed to move in the line 
1); parallel to A°C. (Buty C isethen line frome hene 
angle of advance is laid off. Hence, as when no rocker is 
used, the angle between the crank and eccentric must be 


Fic. 483. 
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90°-+- the angle of advance; the relative position of the 
crank must be at right angles to A C and below it, Of at 
right angles to line D Z in which the eccentric moves. As 
the Erie engine has no rocker, the relative crank and eccen- 
tric positions must be O R and O £, and the eccentric moves 
at right angles to the crank. 


1686. Straight-Line Engine Governor.—Fig. 484 


Fic. 484. 


shows the principle of the governor used on the Straight: 
Line engine. The eccentric is on a plate A C, pivoted at a. 
As the weight W flies out, the eccentric is shifted about the 
center a, the links /, / moving in the direction of the arrow 
and compressing the flat spring S. In this case the gov- 
ernor is attached directly to one of the fly-wheels of the 
engine 


See AW BOLLERS: 


TYPES OF STEAM BOILERS. 


1687. A steam boiler is a closed vessel in which 
steam is generated for power or heating purposes. 

The boiler when in use is but partially filled with water, 
thus dividing the space within it into two parts. 


1688. The water-line is the level of the surface of 
the water in the boiler. 


1689. The steam space is the space in the boiler 
above the water-line. 


1690. The heating surface of a boiler is the part of 
its surface that is exposed to the fire and to the hot gases 
from the fire as they pass from the furnace to the chimney. 


1691. The fittings of a boiler consist of such attach- 
ments as gauges for showing the steam pressure and amount 
of water in the boiler, safety valve, steam stop-valve, etc. 


1692. Inaccordance with the different conditions under 
which boilers are used, they may be roughly divided into 
three classes—stationary, locomotive, and marine 
boilers. Each class is made in a great variety of forms 
that depend on the surroundings, first cost, quality of fuel 
and water used, and the steam pressure required. 


1693. The plain cylindrical boiler is shown in 
Figs. 485, 486, and 487. It consists essentially of a long 
cylinder called the shell, which is made of iron or steel 
plates riveted together as shown in Fig. 485; and the ends 
of the cylinder are closed by flat or hemispherical plates 
called the heads of the boiler. One of the heads is shown 
in Fig. 486, carrying the fittings B, Gat kindoC sain, this 
type of boiler the heads are often made of thick cast iron, 
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eyes Q, Q are placed about one-fourth of the length of the 
shell from each end. This method of suspending the shell 
allows it to expand and contract freely when heated or 
cooled. 

The rear wall is built around the rear end of the shell, as 
is shown in Fig. 485, and continued back to form the 
chamber //, into which opens the chimney or stack K. The 
boiler front, shown in Fig. 486, is of cast iron. Fig. 485 
shows a section of the front. The front end of the shell is 
partly surrounded by the firebrick R. The weight of the 
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shell comes upon the hooks P, P, the rear wall and firebrick 
R simply keeping it in position. 

1694. The furnace / is placed under the front end of 
the boiler shell. The fuel is thrown in through the furnace 
door / and burns upon the grate £, the ashes falling through 
the grate into the ash pit D. To insure a supply of air suf- 
ficient for the complete combustion of the fuel, the furnace 
is sometimes supplied with the blower X. It consists of a 
cylinder leading into the ash pit D, into which is led a jet 
of steam through the pipe Y. The jet rushes into the ash 
pit with great velocity, and carries a quantity of air with it, 
in much the same way as the locomotive blast, described in 
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Art. 1077, carries the air from the space in front of the 
tubes out through the stack. The pressure of the air in 
the ash pit is thus increased, more air is forced through the 
fire, and the combustion of the fuel is more rapid and 
complete. 


1695. Behind the furnace is built the brick wall G 
called the bridge, which serves to keep the hot gases in 
close contact with the under side of the boiler shell. As 
boilers of this type are generally quite long, a second bridge 
G'is usually added. The gases arising from the combustion 
of the fuel flow over the bridges G and G’ into the chamber 
Hf, and escape through the chimney K. The flow of the 
gases is regulated by the damper 7 placed within the chim- 
ney. The space UV between the bridges fs filled with ashes 
or some other good non-conductor of heat. The door Z in 
the boiler front gives access to the ash pit for the removal 
of the ashes. The tops of the bridges, the inner surface of 
the side walls and rear wall, and, in general, all portions of 
the brickwork exposed to the direct action of the hot gases 
are made of firebrick (shown in Figs. 485 and 487 by the 
dark section lining), since it is able to withstand a very high 
temperature. 

It will be seen by referring to Fig. 487 that the firebrick 
work covers the upper portion of the boiler shell in such a 
manner as to prevent the hot gases from coming in contact 
with the shell above the water-line 7. It isa general rule 
in boiler construction and setting that under no circum- 
stances should the fire line be carried above the water-line. 

The top of the shell is covered by brickwork or some other 
non-conducting material to prevent radiation of heat. 
Water is forced into the boiler through the feed-pipe VV 
which leads from a pump or injector. When in operation 
the water stands at about the level V7, the space S above 
being occupied by the steam. The safety valve is shown 
at d. The office of the safety valve is to prevent the steam 
pressure from rising above the desired point. The pipe 0 
is the main steam pipe leading to the engine; the pipe c 
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provides for the escape of the waste steam when the safety 
valve blows.off. The steam gauge B indicates the pressure 
of the steam in the boiler. This gauge is attached toa pipe 
which passes through the front head into the steam space. 

The gauge-cocks C, C,, and C,, placed in the front head 
of the shell, are used to determine the water-level. For 
instance, if the cock C, is opened and water escapes, it is 
evident that the water-line is above the cock C 
steam escapes, the level must be below C, 

The manhole (QO is a hole in the front head through 
which a man may enter and inspect or clean the boiler. The 
hole is closed by a plate and yoke. 

To permit the boiler to be emptied, it is provided with a 
blow-off pipe J/, through which the water or sediment 
may be discharged. 

The safety valve A, the steam gauge SJ, the gauge-cocks 
C, C,, C,, the blow-off J/7, and the manhole O are fittings 
which will be considered in detail later. 

Plain cylindrical boilers are usually made from 30 to 42 
inches in diameter, and from 20 to 40 feet long, though in 
rare instances they have been constructed with a diame- 
ter of 48 or more inches, and a length of 60, or even 100, 
feet. 

They are much used in mining districts where fuel is 
very cheap; but, on account of their small heating surface, 
they are very uneconomical, and, consequently, are not 
generally used where fuel is expensive. The advantages of 
‘this type of boiler are: Cheapness of construction, strength, 
durability, and ease of access for cleaning and repairs. 


while, if 


? 


1696. The flue boiler differs from the plain cylindri- 
cal boiler in having one or more large flues running length- 
wise through the shell, below the water-line. 

Such a boiler is shown in elevation and section in Figs. 
488, 489, and 490. 

The ends of the flues A, A are fixed in the front and rear 
heads of the shell, respectively. The front end of the shell 
is prolonged beyond the head, forming the Smokebas B, into 
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As shown in Fig. 489, the boiler has a cast-iron front, to 
which the furnace door and ash-pit doors are attached. 

The safety valve Gis attached to the top of the dome; 
from the safety valve are led the two steam pipes, one to 
the engine, the other to carry the escaping steam outside 
the building. 

The steam gauge K and gauge-cocks are placed on a 
column Z which communicates with the interior of the shell 
through the pipes s and /¢, the former entering the steam 
space and the latterthe water. The manhole / is placed on 
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top of the shell instead of inthe head. The feed-pipe is shown 
at WV, the blow-off pipe at JZ; both pass through the rear 
wall. Access is given to the rear end of the shell and to the 
pipes 7 and J through the door P. 

This form of boiler may be provided with a blower as 
shown at X, Figs. 488 and 490. 

The brick wall is built and supported in about the same 
manner as the wall of Fig. 485. The cast-iron flue plate 
R rests on the side and rear walls and supports the brickwork 


above it. i 
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1697. The Return Tubular Boiler.—This type of 
boiler isa development of the flue boiler, the two large flues 
of the latter being replaced by a large number of small tubes. 
The object of introducing the numerous tubes is to increase 
the heating surface of the boiler. 

A side view of a tubular boiler is shown in Fig. 491; a 
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cross-section through the tubes is shown in Fig. 492. The 
tubes extend through the whole length of the shell, the ends 
being expanded into holes in the heads of the boiler. The 
front end of the shell projects beyond the head forming the 
smokebox £&, into which opens the stack C. 

The shell is supported by the side walls fad the 
brackets A, A, which are riveted to the shell. The boiler is 
usually provided with a dome J, though this is sometimes 
left off. The wallsare built and supported by buckstaves 
in practically the same manner as those previously described. 
Since this type of boiler is generally short, one bridge only 
is used. Firebrick is used for all parts of the wall exposed 
to the fire or heated gases. The fittings are not shown in 
the figure. The safety valve would be placed on top of the 
dome, and the pressure gauge and gauge-cocks would be 
placed on the front. The manhole is either in one of the 
heads or on top of the shell. The feed-pipe may enter the 
front head, the rear head, or the bottom of the rear end of 
the shell, while the blow-off pipe is placed at the bottom of 
the shell at the rear end. Access is given to the rear end 
of the boiler through the door &. 


STEAM BOILERS. 999 


As usual, the furnace /is placed under the front end of 
the boiler. The gases pass over the bridge, along under 
the boiler into the chamber 7, then back through the tubes 
to the smokebox 4, and out of the stack C. 

The return tubular boiler is probably more used in the 
United States than any other. The details of its construc- 
tion and setting will be shown later. 


1698. Cornish and Lancashire Boilers.—In the 
three forms of boilers so far considered, the furnace is placed 
outside of the shell of the boiler; such boilers are said to be 
externally fired. Upon the invention of the single flue 
boiler, the idea was conceived of placing the fire in the flue, 
and the result is the so-called Cornish boiler, a cross- 
section of which is shown in Fig. 493. 

The boiler is set in masonry in such a manner as to form 
the passages A, A, 
and B. The grate is 
supported in the 
single large flue C. 
The heated gases 
pass from the fur- 
mace to the rear 
through the flue C; 
they then return be- 
neath the boiler 
through the flue BS, 
and finally return to 
the rear through the 
side flues A, A, and 
thence out of the eae 
chimney. This path of the gases constitutes the split 
draft. 

It was formerly the general practice to arrange the brick- 
work setting so that the gases returned to the front through 
the side flues A, A, and returned to the rear through the 
lower flue B. It was found, however, that this practice re- 
tarded the circulation of the water and rendered the shell 
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more liable to strains due to unequal expansion and con- 
traction. Consequently, the first method of producing the 
split draft is used almost exclusively in modern practice. 

As shown in the figure, the brickwork passages are lined 
with firebrick. 


1699. The Lancashire boiler is a modification of 
the Cornish type. In order to give a large grate area and 
a large heating surface for the same diameter of shell, two 
large furnace flues are substituted for the one flue of the 
Cornish type. The brickwork setting (Fig. 494) is precisely 
similar to that of the Cornish boiler, Fig. 493; the split 
draft is also formed 
in the same manner. 


1700. Thelarge 
furnace flues of in- 
ternally fired boilers, 
of which the Cornish 
and Lancashire are 
examples, are sub- 
jected to an external 
collapsing pressure, 
equal to the pressure 
of the steam. The 
greater the diameter 
of the flue, the more 
liable it is to collapse; 
consequently, the Lancashire possesses an advantage over 
the Cornish type in this respect, since each of its two flues 
is necessarily of smaller diameter than the single flue of the 
Cornish boiler. Various measures are taken to strengthen 
the furnace flues of internally fired boilers. They are some- 
times made corrugated, as shown in Fig. 496; again, they 
have channel irons riveted around them. A very common 
method, however, is to stiffen them by transverse conical 
water legs, as shown in Fig. 495. The water legs not only 
stiffen the flue, but also provide an opportunity for the cir- 
culation of the water and split up the gases on their way 
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through the flue, thereby providing an increase of heating 
surface. 


1701. The Galloway boiler is a sort of combination 
of the Cornish and Lancashire types. It has two internal 
furnace flues fitted with grates, ash pit, etc., in the usual 
manner. Instead of extending through the whole length of 
shell, the two flues unite just behind 
the bridge into one large kidney- 
shaped flue which extends from this 
junction to the rear head of the shell. 
This large flue is strengthened by a 
large number of water legs of the 
form shown in Fig. 495. The setting 
or the Galloway boiler is similar to 
that shown in Figs. 493 and 494. The 
draft is split as previously described. 


1702. The Cornish, Lancashire, and Galloway boilers 
belong to the general class known as internally fired 
boilers. The chief objection to these boilers is the liability 
of the collapse of the internal flue, and the straining actions 
set up by the expansion and contraction of the flue. The 
chief point in favor of these boilers, andin favor of internally 
fired boilers generally, is their economy in the use of fuel. 
Generally speaking, all conditions being the same, an inter- 
nally fired boiler is 10 per cent. more economical than an 
externally fired boiler. This fact is due to the loss of heat by 
radiation through the brickwork setting of the latter class 
of boilers. 

The three types of boilers just described are extremely 
popular in England, and on the continent of Europe, but 
they are little used in this country. 

1703. A stationary boiler combining the features of 
the Lancashire and multitubular types is shown in Fig. 496. 
It consists of a large cylindrical shell which is short in com- 
parison with its diameter. Two large furnace flues A, A 
(only one of which is shown in the figure) extend side by side 
lengthwise through the shell, the ends of the flues being 
riveted to the heads of the shell. Above and parallel with 
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these flues, and below the water-line, a series of tubes B 
extend through the shell from end to end. _ The front ends 
of these tubes open into a smokebox F which is connected 
with the chimney or stack. 

The boiler is enclosed in brickwork, which, however, does 
not form the support, but is built to form the chamber £ 
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and to prevent radiation. The shell is supported on the 
beams O, O, O. 

The furnace flues are corrugated to render them stronger 
against acollapsing pressure. The flat heads are restrained 
from bulging and spreading apart by the heavy stayrods G 
and the diagonal braces H, H. 

The furnaces are placed within the large flues, and, as 
usual, consist of the grate C, ash pit P, and bridge D. The 
gases arising from the combustion flow to the rear through 
the flues A into the chamber Zand back to the front through 
the tubes B; thence into the smokebox F and out of the 
chimney. It is evident that this type of boiler has a very 
large amount of heating surface in proportion to its grate 
area. 

Water is fed into the boiler through the feed-pipe 7. The 
various fittings are not shown in the figure. The pressure 
gauge and gauge-cocks are usually placed on the boiler 
front; the safety valve is bolted on to the nozzle K; the 
blow-off is at Z. The main steam pipe is bolted on at JZ. 


STEAM BOILERS 1003 


The steam is collected by the dry pipe WV which is perfo- 
rated with numerous small holes. The dry pipe is effective 
in freeing the steam from any unevaporated water which 
may be mixed with it. It is often used in place of a dome 
on this form of boiler and also upon the other types of inter- 
nally fired boilers just described. The manhole is shown at Z 


1704. The Locomotive or Fire-Box Boiler.— 
Next to the multitubular type, the fire-box boiler is probably 
more used than any other type. It is used exclusively in 
railway service, and also largely as a stationary boiler. A 
large proportion of the small portable combined engines and 
boilers used for agricultural purposes have the fire-box type 
of boiler. The general construction of this type of boiler is 
shown in Fig. 497. The shell is composed of two differently 
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shaped parts riveted together. The front part of the shell 
is cylindrical; the rear part is usually of a rectangular cross- 
section with vertical sides, or of a trapezoidal section with 
inclined sides; in either case the top is semi-cylindrical. 
The furnace / is a box of the same shape as the rear end of 
the shell in which itis placed. A space, called a water leg, 
is left between the sides and ends of the furnace and the 
shell; this space is filled with water as shown at 4, d. A 
series of tubes extend from the front sheet of the furnace or 
fire-box to the front head of the shell. The shell is pro- 
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longed beyond the front head, forming a smokebox & into 
which opens the stack C. 

As shown in this figure, the spaces A, A, called water legs, 
only extend down as far as the grate, the ash pit D being 
formed in the brick setting. In many boilers of this type 
the water legs extend down to the bottom of the ash pit, 
and sometimes there is a water space below the ash pit; 
that is, the furnace and ash pit are entirely surrounded by 
water. 

The boiler is supported at the front end by the cast-iron 
cradle E resting upon the masonry foundation G. The 
rear end is supported upon a brick wall which also forms 
the ash pit. The boiler is usually provided with a dome 
H from which is led the main steam pipe which is bolted 
on at K. In the figure, the dome is provided with a man- 
hole Z. The feed-water may be introduced at any con- 
venient point in the shell. The pressure gauge, water 
glass, and gauge-cocks are attached to the column M7 which 
is placed in communication with the interior of the shell. 
The furnace and ash-pit doors are shown at WV and QO, re- 
spectively. The safety valve is usually attached to the dome. 

Since the flat sides of the furnace and shell are liable 
to bulge on account of the pressure, they must be braced 
or stayed. This is accomplished by the staybolts S, S. 

The flat top of the fire-box is strengthened by a series of 
parallel girders P, / As an additional security, the 
girders are sometimes attached to the shell by the ‘‘sling 
Stays nit tu 

The gases of combustion pass directly from the furnace 
through the tubes 7, 7, to the smokebox J, and out of the 
stack C. In railway locomotives a strong draft is obtained 
by allowing the exhaust steam to discharge through the 
smokestack, as described in Art. 1077. 

The tubes of the locomotive boiler are about 12 feet 
long, 2 inches in diameter, and are made of iron or steel. 
The tubes of stationary and portable boilers of this type 
are generally of larger diameter, as there is less demand 
for great quantities of steam, 
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1705. The locomotive type of boiler is self-contained, 
that is, it requires no brickwork for flues or for setting. 


1706. The Vertical Boiler.—This type is essentially 
a modification of the locomotive type placed on end. 
A. common form of vertical 
boiler is shown in Fig. 498. 
It consists of a vertical cylin- 
drical shell, in the lower end 
of which is placed a fire-box F- 
The lower rim of the fire-box 
and the lower end of the shell 
are separated by a wrought- 
iron ring #, to which both are 
riveted, the rivets! »going 
through both plates and ring. 
The shell and fire-box are also 
stayed together by the stay- 
bolts a,a. Thespace between 
the two is filled with water, 
so that the fire-box is nearly 
surrounded by it. The boiler 
shell, and likewise the grate 
E, rest upon a cast-iron base 
D which forms the ash pit. A 
series of vertical tubes ¢, ¢ ex- 
tend from the top sheet of the 
fire-box to the upper head of 
the shell. The tubes serve as 
stayrods and strengthen the 
Fic. 498. flat surfaces which they con- 
nect. The upper ends of the tubes open directly into the 
chimney or smokestack K. The gases from the furnace 
thus pass directly through the tubes and out of the stack. 
The safety valve is shown at 7 with the main steam pipe 
G leading from it. The pressure gauge Pand gauge- -cocks 
¢, ¢, ¢ are attached to a column L which communicates in 
the usual manner with the interior of the shell. The 
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construction of this type of boiler does not generally permit 
the use of manholes, but handholes J/, JZ are placed in con- 
venient positions for cleaning out mud and sediment. 

The boiler is fed through the feed-pipe V which is con- 
nected to a pump or injector. 

When the tubes extend 
through to the upper head of 
the boiler, as shown in Fig. 
498, their upper ends pass 
through the steam space S 
above the water line V V. 
This construction has the dis- 
advantage that the upper ends 
of the tubes are liable to be- 
come overheated and to col- 
lapse when the boiler is 
subject to rapid firing. 

In the form of vertical 
boiler shown in Fig. 499, this 
danger is avoided. A cham- 
ber, or smokebox /, extends 
down from the upper head of 
the shell so that its bottom 
plate is always below the water- 
line. The upper ends of the 
tubes: 7, ¢ are expanded into 
the lower plate of this cham- 
ber, thus keeping them sur- 
rounded by water from end 
to end. A vertical boiler con- 
structed in this manner is said to havea submerged head. 
Aside from the submerged head the construction of the 
boiler of Fig. 499 is similar to that of Fig. 498. 

Vertical boilers are generally wasteful of fuel; they are, 
however, self-contained, require but little floor space, and 
are easy to construct and repair. For these reasons the 


vertical type of boiler is very popular with a large class of 
steam users. 
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WATER-TUBE AND SECTIONAL BOILERS. 


1707. The varioustypes of boilers previously described 
have been developed from the original plain cylindrical 
boiler by the addition of flues and tubes, for the purpose of 
increasing the water-heating surface. <A similar develop- 
ment along a different line has given rise to a distinct class 
of boilers, known as water-tube boilers. 


1708. The first step in the development was the 
double-deck cylindrical boiler, which consisted simply of 
two cylindrical shells, the larger placed vertically above the 
smaller, the two being united by short water legs. The 
lower, smaller cylinder was placed nearest the furnace, 
- while the upper one contained the steam space. 


1Z09. The French or elephant boiler of which 
Fig. 500 is a cross-section, consists of one large cylindrical 
shell J7 united to two or more 
smaller cylinders or heaters 
N, N by the water legs L, L. 
The heaters V, WV are placed 
in contact with the fire. The 
hot gases pass to the rear 


beneath the heaters and then 
to the front through the 


passages D, D. Consequently, 
the larger cylinder J is ex- 
posed only to the compara- 
tively cool gases, while the 
intense heat of the fire comes 
in contact with the smaller 
heaters only, which are much 
less injured by the alternate 
expansion and contraction due 
to the alternate heating and 
cooling of the furnace. Again, FIG. 500. 

if one of the small heaters is injured it may be more easily 


replaced. 
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There is another important reason in favor of dividing 
the bulk of water among many small heaters instead of 
containing it in one large vessel. It may be shown that, with 
a given pressure of steam per square inch, the bursting 
pressure tending to rupture the boiler shell is directly pro- 
portional to the diameter of the shell. 

Suppose, for example, that steam at a pressure of 80 lb. 
per sq. in. is contained in each of two cylinders, the lengths 
of which are 10 feet, the diameter of one being 12 in., and 
of the other 24 in. The total force tending to rupture the 
12 x (10 X 12) X 80 

2 
= 517,600 lb., while the force tending to rupture the large shell 
24 < (10 X 12) X 80 
2 
That is, the latter is double the former, and, consequently, 
if the shells were made of the same thickness, the smaller 
would be twice as strong as the larger. 
It follows, therefore, that thin cylinders of small diameter 
will withstand a high steam pressure as well as thicker 
Yshells of large diameter. In general, by using numerous 
small water cylinders, the boiler may be made lighter for 
the same capacity, and is less liable to disastrous explosion. 
By increasing the number of small heating cylinders, 
and by substituting for them smaller lap-welded tubes, the 
modern water-tube boiler has been evolved. 


smaller shell along a longitudinal seam is 


in a similar manner is == 115;2002 1b. 


1710. The Babcock and Wilcox water-tube 
boiler is shown in Fig. 501. It consists essentially of a 
main horizontal drum 4 and of a series of inclined tubes 
TZ, ZT. (Only a single vertical row of tubes is shown by the 
figure, but it will be understood that each nest of tubes 
is composed of several vertical rows.) There are usually 
7 or 8 of these vertical rows to each horizontal drum. The 
front ends of the tubes of a vertical row are all expanded 
into a hollow iron casting H, called a header. The rear 
ends are expanded into a similar header, and the front and 
rear headers are placed in communication with the drum by 
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tubes, or risers C and C, respectively. In front of each 
tube, a handhole is placed in the header for the purpose of 
cleaning, inspecting, or removing the tubes. 

The method of supporting the boiler is not shown in the 
figure. The usual methodisto hang the boiler from wrought- 
iron girders resting on vertical iron columns. The brick- 
work setting is not depended upon as a means of support. 
This make of boiler, incommon with all others of the water- 
tube type, requires a brickwork setting to confine the furnace 
gases to their proper field. 

The furnace is of the usual form, and is placed under the 
front end of the nest of tubes. The bridge wall G is built up 
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to the bottom row of tubes; another firebrick wall X is built 
between the top row of tubes and the drum. These walls 
and the baffle plates S, S force the hot furnace gases to 
follow a zigzag path back and forth between the tubes. The 
gases finally pass through the opening A in the rear of the 
wall, into the chimney flue. 

The feed-water is introduced through the feed-pipe £. 
The steam is collected in the dry pipe / which terminates 
in the nozzles M/ and J, to one of which is attached the main 
steam pipe, and to the other the safety valve. 
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The pressure gauge, cocks, etc., are attached to the 
column, which communicates with the interior of the shell 
by the small pipes w and v, the former of which extends into 
the dry pipe, the latter into the water. 

At the bottom of the rear row of headers is placed the 
mud drum ZY. Since this drum is the lowest point of the 
water space, most of the sediment naturally collects there. 
This sediment may be blown out from time to time through 
the blow-off pipe 2 The drum D is provided with a hand- 
hole Q, anda manhole £& is placed in the front head of the 
drum &. The heads of the drums are of hemispherical form, 
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and, therefore, do not require bracing. Access may be had 
to the space within the walls through the doors J and /. 
The circulation of water takes place as follows: The cold 
water is introduced into the rear of the boiler; the furnace 
being under the higher end of the tubes, the water in that 
end expands upon being heated, and is also partially changed 
to steam; hence, a column of mingled water and steam rises 
through the front headers to the front end of the drum 2, 
where the steam escapes from the surface of the water. In 
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the meantime, the cold water fed into the rear of the drum 
descends to the rear headers through the long tubes C to 
take the place of the water which has risen in front. Thus, 
there is a continuous circulation in one direction, sweeping 
the steam to the surface as fast as it is formed, and supply- 
ing its place with cold water. Most of the sediment sinks 
tothe mud drum JY, from which it is blown out from time to 
time. 


1711. The Root water-tube boiler is shown in Figs. 
502 and 503, the latter being an end view with the brickwork 
removed to show the various drums and connections. The 
construction of this boiler is very similar to that of the one 
just described. There is a nest of inclined tubes, the ends 
of which are expanded into cast- 
iron headers. The headers are 
placed in communication by the 
U shaped return bends a, a. A 


continuous channel is, therefore, Bm, ay ay 
. ° . : wudemEe” (ow 
provided for the circulation of By Sox Guo 


the water through the headers. 
There is a horizontal overhead 
drum 4 for each vertical section [y Ml 
oftubes. ThesedrumsA, Aare & 
placed in communication with 
the transverse drum & by the 
tubes C, C. The drum JZ is in 
turn connected with the lower 
drum // by the two large water 
legs D, D. Finally the drum /7 
communicates with the rear YTD: 
headers through the tubes Z, L. at ee 

There is thus an open circuit 

through the tubes 7, drum A, tubes C, drum BZ, water legs 
D, drum H, and tubes Z. The water-line is at about the 
middle of the drums A, A, and the steam arising from the 
surface of the water a passes into the drum /, and then 


into the main steam drum S through the pipes Q, Q, The 
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main steam pipe, the safety valve, and other fittings may be 
attached to the drum S at the nozzles U, V, and W. 

The feed-water is introduced into the drum 4 through the 
feed-pipe VV. The circulation takes place in the same man- 
ner as in the boiler just described. The drum // acts as the 
mud drum, being at the lowest point of the water circuit. 
The sediment may be blown out through the pipe XK. 

Access may be had to the interior of the setting through 
the doors /, /. The steam drum is provided with a man- 
hole. The rear end of the boiler is supported by the brick- 
work foundation; the front end is supported by a beam G 
hung from the I beam &. 

The arrangement of the bridge and baffle plates /, / and 
the course of the heated gases are precisely the same as in 
the Babcock and Wilcox boiler. 

The points of superiority claimed by the makers of the 
Root boiler are: the flexible construction of the headers, 
allowing for expansion and contraction; the use of numer- 
ous small overhead drums instead of one or more large ones; 
the introduction of the feed-water into a separate drum; 
the admission of the circulating water directly into the 
lower tubes, thus protecting them from the intense heat of 
the furnace. 

There are several other makes of water-tube boilers, vary- 
ing only in detail from the two just described. They all 
consist essentially of a bank of 4-inch tubes, inclined at an 
angle of about 15 degrees, connected by headers and tubes 
with a horizontal steam drum, the tubes, headers, and drums 
forming a closed circuit through which the water circulates. 


1712. The Heine water-tube boiler, shown in Fig. 
504, differs in many respects from those already described. 
It consists of a large main drum A which is above and par- 
allel with the nest of tubes 7, 7. Both drum and tubes are 
inclined at an angle with the horizontal that brings the 
water-level to about 4 the height of the drum in front and 
about 3 the height in the rear. The ends of the tubes are 
expanded into the large wrought-iron water legs (BSB 
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These legs are flanged and riveted to the shell, which is cut 
out for about 4 of its circumference to receive them, the 
opening being from 60 to 90 per cent. of the cross-sectional 
area of the tubes. The drum heads are of a hemispherical 
form, and, therefore, do not need bracing. 

The water legs form the natural support of the boiler, the 
front water leg being placed on a pair of cast-iron columns 
£ which form part of the boiler front, while the rear water 
leg rests on rollers (shown at /) which may move freely on 
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a cast-iron plate bedded inthe rear wall. These rollers 
allow the boiler to expand freely when heated. 

The boiler is enclosed by a brickwork setting in the usual 
manner. The bridge G, made largely of firebrick, is hollow, 
and has openings in the rear to allow air to pass into the 
chamber P and mix with the furnace gases. This air is 
drawn from the outside through the channel Q in the side 
wall, and it is, of course, heated in passing through the bridge. 
In the rear wall is the arched opening O which is closed by 
a door and further protected by a thin wall of firebrick, 
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which may be removed when it is necessary to enter the 
chamber P, and afterwards replaced. 

The feed-water is brought in through the feed-pipe JV, 
which passes through the front head. As the water enters, 
it flows into the mud drum D which is suspended in the 
main drum below the water line, and is thus completely sub- 
merged in the hottest water in the boiler. This high tem- 
perature is useful in precipitating the impurities contained 
in the feed-water. These impurities settle in the mud drum 
D and may then be blown out through the blow-out pipe J/. 

Layers of firebrick H, H act as baffle plates, and force the 
furnace gases to pass back and forth between the tubes. 
The gases finally escape through the chimney £& placed 
above the rear end of the boiler. The drum in the vicinity 
of the chimney is protected by firebrick, as shown in the 
figure, to protect the steam space from the action of the hot 
gases. 

The steam is collected and freed from water by the per- 
forated dry pipe X. The main steam pipe with its stop 
valve is shown at X, the safety valve at Z. In order to pre- 
vent a combined spray of mixed water and steam from 
spurting up from the front header and entering the dry pipe, 
a deflecting plate Z is placed in the front end of the drum. 

A manhole Y is placed in the rear head of the drum. The 
flat sides of the water legs, which are made hollow to give 
access to the outside of the tubes, are stayed together by 
the staybolts S, S.A handhole C is placed in front of each 
tube to give access to its interior. 

Where a battery of several of these boilers is used, an 
additional steam drum is placed above and at right angles 
to the drums A, A. 


1713. The Stirling boiler, shown in Fig. 505, is a 
departure from the regular type of water-tube boilers. © It 
consists of a lower drum A connected with three upper 
drums 4, 4, B by three sets of nearly vertical tubes. These 
upper drums are in communication through the curved 
tubes C, C, C. The curved forms of the different sets of 
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tubes allow the different parts of the boiler to expand and 
contract freely without strain. 

The boiler is enclosed, as shown, in a brickwork setting, 
which is provided with various holes H, H, so that the 
interior may be inspected or repaired. The boiler is sus- 


pended froma framework of wrought-iron girders not shown 
in the figure. 
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The bridge £ is lined with firebrick, and is built in con- 
tact with the lower drum A and the front nest of vertical 
tubes. Anarch Dis built above the furnace, and this, in 
connection with the bafflers /, /, directs the course of the 
heated gases, causing them to pass up and down between 
the tubes. The arch and bafflers are made of firebrick. 


C. Il.—27 
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The cold feed-water enters the rear upper drum and 
descends through the rear nest of tubes to the drum 4, 
which acts as a mud drum, and collects the sediment 
brought in by the water. A blow-off pipe V permits the 
removal of the sediment. ‘The steam collects in the upper 
drums £&, &. The steam pipe and safety valve S are 
attached to the middle drum. 

The chimney 7 is located behind the rear upper drum. 
Therefore, the cold feed-water enters the coolest part of 
the boiler, and the circulation of the water is directly 
opposite to that of the escaping hot gases. 

The water column Z, with its fittings, is placed in com- 
munication with the front upper drum. All the drums are 
provided with large manholes g. 

The boiler is made with a cast-iron front. 

The following advantages are claimed for the Stirling 
boiler : 

(1) The vertical position of the tubes prevents the collec- 
tion of sediment, and at the same time encourages the rapid 
rise and separation of the steam as soon as it is formed. 
(2) The boiler is very simple and easy to-construct ; there 
are no flat surfaces to be stayed, and there is little or no 
machine work required in its manufacture. (3) It is very 
accessible for cleaning or repairs; any part of the boiler may 
be inspected by removing the four manhole plates ¢. 

The various water-tube boilers just described are coming 
into extensive use. The most important points in their 
favor are their safety from disastrous explosion and their 
economy in the use of fuel. An objection sometimes urged 
against water-tube boilers is that they require more atten- 
tion; since they usually have much less cubic capacity than 
cylindrical boilers of the same power, the water-level must 
be closely watched. 


1714. The Harrison safety boiler, shown in Fig. 
506, is a sectional safety boiler, but not of the water-tube 
type. It is composed of hollow cast-iron or steel sections 
A, A, called units, which are accurately faced and bolted 
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together. Each section is composed of two or more approx- 
imately spherical vessels, and the sections are bolted together 
in a zigzag manner, as shown in the figure, so as to forma 
solid slab. Each bolt runs from top to bottom through all 
the units as shown at C. There are several of these vertical 
slabs of sections suspended side by side from the girders B, B. 

The boiler is enclosed by brickwork setting, which is lined 
with firebrick. The top of the boiler is likewise covered 
with firebrick to prevent radiation. The wall is pierced with 
the openings ) YP for the purpose of inspecting the 
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interior. The bridge G and bafflers H / direct the hot 
gases back and forth between the sections. 

The feed-water enters the boiler at its lowest point 
through the feed-pipe VV. The steam pipe is bolted on at 
the flange /. The water column Z, placed in front at the 
height of the water-level, is connected by pipes with the 
steam and water spaces, respectively. 

The chimney flue is placed at the rear near the floor; the 
draft is regulated by the damper 7. 
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The boiler is essentially a safety boiler. If the steam 
pressure becomes excessive, the bolts C will elongate a little 
and allow steam to escape through the joints. Even if the 
pressure should be sufficient to burst a unit there would be 
no disastrous explosion, and it would be only necessary to 
replace the unit. 


1715. The Hazelton or porcupine boiler, shown 
in Fig. 507, is a vertical water-tube boiler of peculiar form. 
As shown in the figure, it 
consists of an upright cylin- 
der A, into which are ex- 
panded a large number of 
radial tubes B, B, whose out- 
er ends are closed, while the 
inner ends open into the 
cylinder A. The boiler is 
enclosed in a circular brick- 
work wall, on top of which 
is placed the chimney A, 
provided with a damper for 
regulating the draft. Be- 
low the tubes the wall is 
lined with firebrick and pro- 
jects inwards, forming the 


a 


oO furnace &. In one side of 
the furnace is placed the 

ame smereedy: fire door K. The grate G 

Hh USS forms .a ring between the 

7 \ ) SS central cylinder and the ex- 

i Mi ] x ternal brick wall. The.space 


below the grate serves as 
the ash pit. The water is 
i) zs contained in the cylinder 

Fic. 507. and tubes. The. sediment 

naturally collects in the bottom of the cylinder and is blown 
out through the pipe D or removed through the man-hole 
C. The steam is collected in the perforated dry pipe P and 
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led to the main steam pipe 7. The safety valve is shown 
at V and the water column at Z. The openings O, O are 
left in the wall, so that the interior may be inspected. 

The heated gases pass from the furnace / between the 
tubes L, 4, and by the time they have reached the chimney, 
the heat has been mostly absorbed by the water in the tubes. 

This boiler does not require to be suspended in any way; 
the whole weight rests upon the foundation, which may be 
built in the ground. 

In addition to the types of boilers above described, there 
are many others embodying special features, or of peculiar 
construction. Some of these are modifications of the types 
already described; others have nothing in common with them. 


1716. Of these miscellaneous types, the Field boiler 
may be mentioned. This boiler consists of a vertical cylin- 


SS = = = == drical shell containing a plain flat-top 


= fire-box. A single large flue passes 
from the crown sheet of the fire-box 
through the upper head of the boiler 
shell to the chimney. The remarkable 
feature of this boiler is the use of the 
so-called ‘‘ Field tubes.” The con- 
struction of one of these tubes is shown 
in Fig. 508. It consists of two con- 
centric tubes, the outer one being 
closed at one end and open at the 
other, which is expanded into the 
crown sheet C; the closed end hangs 
down into the fire-box in contact with 
the hot furnace gases. The inner tube 
B is open at both ends and is sus- 
pended inside the outer tube by pins or 
feathers. The upper end of the inner 
tube is expanded so as to give a free 
S entrance to the water. 

Fic. 508. The tubes being suspended in the 
fire-box, and exposed to intense heat, there is a rapid 
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formation of steam which rises to the surface through the 
space between the outer andinner tubes. A stream of water 
is thus kept continually flowing downwards through the 
inner tube to supply the place of the rising steam, and the 
result is a rapid and continual circulation within the tubes. 

Field tubes are also used in other boilers. Sometimes they 
are hung in the furnace flues of Cornish and Lancashire 
boilers. They are also used in some forms of fire-engine 
boilers. 


MARINE BOILERS. 

1717. The many types of marine boilers previously in 
use have been abandoned, and at the present time the ma- 
jority of ocean steamers are fitted with the. ‘* Scotch” or 
‘“drum.” boiler. Very recently, however, there has been 
a tendency to use different forms of water-tube boilers, 
especially for naval vessels and torpedo boats, and it is quite 
likely that in the future the Scotch boiler will be replaced 
to a greater or less extent by some form of water-tube 
boiler. 


1718. The Scotch or drum boiler, shown in Fig. 
509, has a cylindrical shell with flat heads. These boilers 
may vary from 10 to 15, or even 20, feet in diameter and from 
" to 11 feet in length. They are provided with two, three, 
or four large corrugated furnace flues A, A (the one 
shown in the figure has four), the rear end of which opens 
into a combustion chamber B. Usually each flue has its 
own combustion chamber, but in some cases two or more 
flues open into a common chamber. A nest of tubes 7, 7 
extends from the front plate of the combustion chamber to 
the front head of the shell. These flues place the combus- 
tion chambers B, B in communication with the large smoke 
chamber £, which in turn leads directly to the stack. 

The flat heads of the shell are kept from bulging by the 
heavy stayrods R, XR, and further by the diagonal braces 
H, H. About one-third of the tubes (those marked with a 
cross in the figure) are threaded and provided with nuts, and 
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thus act as stayrods for the flat surfaces occupied by the 
tubes. The flat sides of the combustion chambers are 
stayed to each other and to the rear head by the staybolts 
S, S. The flat tops of the combustion chambers, called the 
crown sheets, are strengthened by the girder stays, or 
crown bars, C, C. The manholes J/, 17 give access to 
the various parts of the boiler. The various fittings are 
not shown in the figure, but are attached in convenient 
places. 

The furnaces are placed within the corrugated flues A, A. 
As shown, the grate G is made in three sections, supported 
by the cross-bars K, K. Below the grate is the ash pit D. 
At the rear end of the grate is placed a firebrick plate P for 
the purpose of preventing cold air from sweeping through 
the ash pit into the combustion chamber without first 
passing through the grate. 

The gases arising from the combustion of the coal pass 
into the combustion chamber BL, where they undergo further 
combustion in contact with the air which passes through 
the grate. The hot products of combustion then pass through 
the tubes to the smokebox £ and out through the stack. 

It is seen from the figure that the flues and tubes are 
completely surrounded by water; likewise the combustion 
chambers. It is evident, therefore, that this type of boiler 
has a very large heating surface in proportion to its cubic 
contents. 


1719. In Fig. 510 is shown a section of a double- 
ended Scotch marine boiler. At the left end of the 
figure the section is taken through one of the lower flues, 
and at the right end, through one of the upper flues. The 
furnace flues are placed in each end of the boiler, the com- 
bustion chamber, being near the center. Each chamber is 
connected with the nearest head by a nest of tubes leading 
to the smoke flues H, H. 

The flat surfaces are stayed and braced as above described 
for the single-ended boiler. 

The process of combustion and the path of the gases are 
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the same as for the boiler shown in Fig. 509. The plates 
P, Pare to prevent air from passing from the ash pit to the 
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combustion chamber. 'Thesteam dome or drum is attached 
ave JB} 
1720. Another form of double-ended boiler is shown in 
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Fig. 511. The furnace flues are placed in each end of the 
shell, but each opposite pair opens into a common combus- 
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tion chamber 'C. Each of these combustion chambers has 
two nests of tubes, one nest connecting it with one head, 
the other nest with the other head. The gases from two 
opposite furnaces mix together in the common combustion 
chamber, and then pass through the two nests of tubes, one- 
half to one smoke flue, the other half to the other. In 

other respects the construction of the boiler is similar to 
that shown in Fig. 510. The steam dome is attached at S. 


1721. On account of the high steam pressures used by 
modern marine engines, the marine boiler must be carefully 
designed for strength. It is likewise necessary to reduce its 
weight and size to the lowest possible limits. The following 
data concerning the boilers of a naval vessel will give an 
idea of the principal dimensions of a Scotch marine boiler: 

Boilers of Siemens-Martin steel— 


Diameteriol shell xen aeeataote ee er eer es 1d. its 30 
Length of shell eck.) Miawdetiat Souter eeia eee ree SR Eos i 
Wie rkitng: presSUbes aa). <1 tee <i o-eai<ir ee eee 135 lb. per sq. in. 
Bhicknesssomrsh ell plates. 1.7, aa \a)<.c0 tet eee eee 1," 
PU MICK MESSEOLMNGAUS sta ttnyes 9 een. a%s watsn de ietresie ait ie Y 
INGmberionsuriace Mies... 5. cacap. io apaeetiok i een eee 4 
Diameter.of furnace flués: 2.22.5 3.6. eee ee eon by 
‘hhiekness of Turnacedlues ...-;. <.:m.< sie ee ee 1g” 
Diameterior stayrods. te i). tragcee + dae Cea ee ee 148” 
ijameter Ol esta ybOltss -<).c aatpmeie ea ares cane mee ae 1}’ 
IN DO PROT LO DEG Waren, a tanec tse’ ler, eee Ot ee 490 
Diameter OLSbU Pes wm cary chow pn ie alee nin ceca eRe eee oe a 
Len OUhVOL TUDES c.micinigtns 02 Se ey ee rt Gti" 
Fea IN UNCUTT ACR ra 1.4 es aiak i eee eee 2,500 sq. ft. 
Weiehtumithottwaterctccn |... ieee about 40 tons. 


It is clear from the above table that, for the sake of safety, 
the Scotch type of boiler must be bate extremely heavy 
and bulky when high steam pressures are used, and much 
attention is now being paid to the devising of a new type of 
boiler which, while retaining the good features of the 


Scotch type, will be lighter smaller, and cheaper for the 
same power. 
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BOILER DETAILS. 


BOILER MATERIALS. 


1722. The materials used in boiler construction are 
wrought tron, steel, cast tron, and, to some extent, copper and 
brass. The qualities required of boiler materials are: 1. 
Ductility, in order that the boiler may endure changes of 
form without rupture. 2. Tensile strength, to resist the 
rupturing stresses to which the boiler is subjected. 3. 
Toughness and elasticity. 


1723. Wrought iron was until a few years ago the 
only material of which boiler shells, fire-boxes, and tubes 
were made. It is usually specified that iron for shell plates 
shall be of the best quality, fibrous, free from lamination, 
cracks, or blisters, and shall have a cerfain tensile strength, 
usually 50,000 to 55,000 pounds per square inch. As a 
measure of ductility, good boiler iron should show an elon- 
gation of at least 20 per cent.in a length of 8 inches, that is, 
when a bar 8 inches long is placed in a testing machine, it 
should stretch 8 x 2°, = 1,5, inches before breaking. Iron 
used for rivets should be of the very best quality; the 
tensile strength should be nearly or quite 60,000 Ib. per sq. 
in., and a good rivet should bend double while cold without 
fracture. 


1724. Steel is now rapidly supplanting iron as a boiler 
material. It exceeds iron in tensile strength, thus permit- 
ting the use of thinner sheets; it is more ductile and more 
homogeneous than iron, and by the modern processes it can 
be manufactured more cheaply than iron. The steel used 
in boiler construction belongs to the class known as soft or 
mild steel. It should contain less than $ of one per cent. 
carbon, and as little sulphur and phosphorus as possible. 
The tensile strength should not be much above 65,000 Ib., 
for though higher strengths may be easily obtained, the 
plates will be harder and less ductile. 
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1725. The following are the specifications for the steel 
used in the boilers of the U.S. Navy: For shell plates the 
tensile strength shall be between 58,000 and 67,000 pounds 
per square inch; elongation, 22 per cent. ina length of 8 
inches. For plates requiring to be flanged, the required 
tensile strength is 50,000 to 58,000 lb.; elongation 25¢ in 8 
inches. Chemical requirements: Phosphorus, not over 
.035 of 1%; sulphur, not over .04 of 1%. Cold bending test: 
Specimen to stand being beat flat uponitself. Quenching test: 
Steel heated to cherry red, plunged in water at 82° F., and 
to be bent around curve 1} times the thickness of the plate. 

Steel boiler plate is generally made by the Siemens- Martin 
process, though some is produced by the Bessemer process. 

Greater care must be exercised in working steel than in 
working iron. Punching and shearing are apt to injure 
steel plates, and they must sometimes be annealed after these 
operations. 


1726. Cast iron is used only in sectional boilers like 
the Harrison (shown in Fig. 506), and in these cases, cast 
steel is often substituted for it. Cast iron has some advan- 
tages as a boiler material. It is cheap, durable, and will 
withstand corrosion. Its brittle and treacherous nature, 
however, prevents its use in cylindrical boilers, except for 
mountings and settings. Sometimes, however, the ends or 
heads of plain cylindrical and flue boilers are made of heavy 
plates of cast iron. 


1727. Copper is used in England for locomotive fire- 
boxes and staybolts. Iron and steel are used for this pur- 
pose in the United States. 


1728. Brass was formerly used in the construction of 


tubes. At present it is only used in the construction of some 
of the fittings. 


STRENGTH OF BOILER SHELLS AND FLUES. 

1729. Formula L11, Art. 1365, may be used for 
calculating the strength of boilers and flues subjected to 
internal fluid pressure. Thus, letting S, be the ultimate 
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tensile strength of the material, and substituting it for S, 
the above mentioned formula becomes fp d=2¢S% Repre- 


senting the safe working stress by >, in which f= the factor 
ae 
ie 


1730. When designing boilers, the tensile strength is 
specified, the factor of safety, diameter, and pressure per sq. 
in. are decided upon, and the only quantity remaining un- 
known is the thickness 7. Solving the foregoing equation 

_for ¢ gives, 


of safety, we have, pd= 


_ Spd 
i= aa (164.) 

All plates used for making boiler shells should be tested and 
have their ultimate tensile strength stamped upon them. 
The lowest value stamped on the plate used should be sub- 
stituted for S, in formula 164. For single-riveted joints, 
the factor of safety 7 is taken as 6 by the United States 
Government, and for double-riveted joints, as 5. 


1731. Again, the riveted joints of a shell have only 
from 50% to 80% of the strength of the solid plate. This 
percentage is called the efficiency of the joint; denote it by 
y. It is evident that to obtain the true strength of the 
shell the strength of the weakest part, that is, the riveted 
joint, should be calculated, or, what is the same thing, the 
quantity S, in formula 164 should be multiplied by the 
efficiency y. Formula 164 then becomes 


_ Spa , 
fi Sy (165.) 
Should it be required to find the pressure per sq. in. 


which a given boiler will carry, solve formulas 164 and 
165 for ~. Hence, 


TR lima ae (166.) 


(167.) 
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ExamPpLE.—Find the safe steam pressure, which may be used in a 
boiler 44” in diameter and 55,” in thickness, the efficiency of the joint 
being 64 per cent., the ultimate tensile strength 55,000 pounds, and the 
factor of safety 5. 

SoLuTIon.—By formula 167, 


2¢Siy__ 2x # X 55,000 x .64 
en a 5 x 44 


= 100 1b. persq.in. Ans. 


EXAMPLE.—Required the thickness of a boiler shell which is 5 ft. in 
diameter, under a pressure of 90 1b. per sq. in. he shell is of steel of 
a tensile strength of 60,000 lb., the factor of can 4, and the efficiency 
of the joint is assumed to be 72 per cent. 


SoLuTIon.—By formula 165, 
7= Daf © 905x124 ie 


55.5 3K 60000 K es ee 


EXAMPLES FOR PRACTICE. 


1. Assuming a factor of safety of 6, and an efficiency of joint of 55¢, 
find the pressure which may be used in an iron boiler, 3 ft. 6 in. in 
diameter and 4 in. thick, the tensile strength of the plates being 50,000 
lb. per sq. in. Ans. 54.6 lb. per sq. in., nearly. 

2. Calculate the necessary thickness of a shell 32” in diameter, the 
safe working stress being 10,000 lb. per sq. in., and the efficiency of 
the joint 60 per cent. The working pressure is 120 1b. per sq. in. 

Ans. 5; in. 

Note.—When the calculated thickness comes out as a decimal, take 
the nearest 74. For example, if the calculated thickness is .32 inch, 
take 3," as the proper dimension. 

3. The efficiency of the joint is 66-per cent., the tensile strength of 
the plate 54,000 lb., the steam pressure 80 lbs. per sq. in., the diameter 
of the shell 50 inches, and the thickness of the shell 5; inch. What is 
the factor of safety of the boiler shell? Ans. 5.57. 

4. Find the thickness of a shell 54 inches in diameter, if the steel 
plates have a tensile strength of 63,000 Ib. The efficiency of the joint 
is 70 per cent., and 6 is to be taken as the factor of safety. Steam 
pressure is 150 Ib. : Ans. 3% in. 

5. Assuming the seam to have % the strength of the plate, and allow- 
ing a factor of safety of 4, what is the maximum safe diameter of a 
boiler shell g" thick,and under a pressure of 125 lb.? The tensile 
strength of the plate is 50,000 Ib. Ans. 50 in. 

6. Of two boiler shells made of the same material, one is 30 inches 
in diameter and }" thick; the other is 48 inches in diameter and 3" 
thick. Which is the sunnier and in what ratio? 

Ans. The first is stronger in the ratio of 16 : 15. 
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%. Compute the thickness of the shell of a marine boiler 184 ft. in 
diameter, under a steam pressure of 160 lb. The safe working stress 
of the steel is 12,000 lb., and the efficiency of the seam is 80 per cent. 

Ans. 12 in. 

8. What pressure may be safely carried by a welded water tube, 4 
inches in diameter and ¥," thick? The safe working stress is 11,000 Ib. 
per sq. in. Ans. 8592 lb. 


1732. Flues and tubes subjected to an external 
pressure fail by collapsing rather than by bursting. When 
a cylinder is subjected to internal pressure, as a boiler shell, 
the pressure, being equal in all directions, tends to maintain 
the vessel in a truly cylindrical shape. When, however, 
the vessel is subjected to external pressure, as in the case of 
flues, the pressure tends to distort the vessel from its true 
shape. Thus, supposing a cylinder to be slightly elliptical 


OOK 


Fic. 512. 


as shown at a, Fig. 512, an internal pressure would tend to 
return it to its original form, as shown at 4, while an 
external pressure would tend to collapse it as shown at ¢. 

The formulas for the strength and thickness of flues can 
not, therefore, be deduced by abstract reasoning like 
formulas 165 and 167. 

For this case use formula 114, Art. 1368, 7= 
9.600,000 ¢?7° 

la ; 
thickness may be used instead of the 2.18th power. Then, 
using a factor of safety of 6, the above formula becomes, 
Le 

Ta’ (168.) 
in which f = pressure in pounds per square inch, and all the 
other dimensions are in inches, ' 


For all practical purposes, the square of the 


p = 1,600,000 
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EXAMPLE.—What safe external pressure may be allowed on a pipe 
14 ft. long, 3" in diameter, and =,” thick ? 


SoLuTion.—Applying formula 168, 


P = 1,600,000 relea: = 810 lb. pressure per sq. in. Ans. 


RIVETING AND RIVETED JOINTS. 

1733. Riveting is one of the most important operations 
in boiler making, for upon the character of the riveting 
depends in a large measure the strength and safety of the 
boiler. The flat plates as received from the rolling mill are 
first sheared or cut to the proper size, and the rough edges 
are planed off. The rivet holes are then punched or drilled 
in the edge of the plate; the plate is bent to the required 
shape and is then ready for riveting. 


1734. The common forms and proportion of rivets are 
given in Figs. 513 to 515. In Fig. 513, the rivet before being 
upset is shown by the head and the dotted lines; it is upset 
or headed down to a cone, having a 
base double the diameter of the 
hole and a height 3 the diameter of 
the hole. The rivet shown in Fig. 
514 has a snap or cup head which 
is produced by hammering the rivet 
down roughly and finishing the head 
by a cup-shaped die or set. The 
heads in both these cases are pro- 
duced by hand. The rivets shown in 
Figs. 515 and 516 are examples of 
machine riveting. The rivet is 
placed between two dies which are forced together by heavy 
steam or hydraulic pressure. When carefully done, machine 
riveting is much to be preferred to hand riveting. 


Fic. 518, 


1735. A rivet with countersunk head is shown in Fig. 
517. Such riveting is sometimes necessary where a smooth 
surface is needed to attach boiler mountings, 


< 
“« 
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The proportional parts are given in terms of the diameter 

of the rivet hole. For example, the diameter of the counter- 

,» sunk head of Fig. 517 is 1.6 times the diameter of the rivet 
hole, and the diameter of the other head is 1.7 times the 


Fie. 514, Fic. 515. 


diameter of the hole. As shown in the figures, the rivets, 
before being headed, are slightly smaller than the hole, so 


Fic. 516. Fic. 517. 


that they may be easily inserted. The upsetting action of 


heading the rivets causes them to fill the holes when headed. 


down. 


1736. Riveted joints of different forms are shown in 
Figs. 518 to 521. When one plate overlaps the other, and 
the two are joined with one or more lines of rivets, as shown 
in Figs. 518 and 519, the joint is called a lap joint. When, 
however, the plates are placed edge to edge, as in Figs. 520 


C. Il.—28 


1032 STEAM BOILERS. 


and 521, and the joint is covered with one or two plates, the 
joint is called a butt joint. 


1737. Fig. 518 represents a single-riveted lap joint, 
that is, the plates are overlapped and joined with one row of 


~ kd 
+. B 


pS 


Fic, 518, 


rivets. The distance # from center to center of the rivet 
holes is called the pitch of the rivets. The distance 7 from 
the center line of the rivet hole is usually made 14 times the 
diameter of the rivet hole d. 


1738. Fig. 519 shows a double-riveted lap joint. 
The rivets may be staggered, as shown in the figure, or 
placed one behind 
the other, similar to 
those of Fig. 521. 
In the latter case 
the joint is chain 
riveted. It is quite 
customary in boiler 
construction to sin- 
gle rivet the girth 
seams and double 
rivet the longitudi- 
nal seams, since the latter are twice as liable to rupture as 
the former. 


Fie. 519. 


1739, A butt joint with a single cover plate is shown 
in Fig. 520, while a butt joint with two cover plates is shown 
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in Fig. 521. Either may be riveted with one, two, or more 
rows of rivets; Fig. 521 shows an example of chain riveting. 


The butt joint with two 
plates is stronger than 
one with a single plate, 
since the rivets tend to 
shear off in two places 
instead of one, and may, 
therefore, be of smaller 
diameter. In other 
words, the rivets in the 
former case have double 
the shearing surface 


that they have in the latter. 


Fic. 520. 


Butt joints are generally 


used for plates over $ inch thick, and are taking the place 
of lap joints in good designs of smaller work. When one 
cover plate is used on a butt joint, its thickness is 14 times 


Fic. 521. 


the thickness of the plate; when two cover plates are used, 
the thickness of each should be about $ of the plate thickness. 


1740. Strength of Riveted Joints.—The first 
thing to consider is the manner in which a joint may fract- 
ure. (1) The plate may break along the line of the rivet 
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holes, as shown at a, Fig. 522. (2) The rivet may shear off, 
as shown at 4, Fig. 522. (3) The plate in front of the rivet 


FIG. 522. 


may shear out, as shown at c, Fig. 522. (4) The plate may 
crush in front of the rivet, as shown at d, Fig. 522. 


Let d@ = diameter of rivet hole in inches ; 

i = pitch of rivets in inches; 

zt = thickness of plate in inches; 

Jf = factor of sarety; 

m = number of rivets per foot of length of joint; 

/= distance from center of rivet to edge of plate in 
inches; 

S, = ultimate tensile strength per square inch of plate; 

S, = ultimate crushing strength per square inch of the 
plates. 

S, = ultimate shearing strength per square inch of 
rivets, 


Consider a portion of a single-riveted joint 1 foot (= 12 
inches) in length, then 2 = a and let P be the total 


pressure tending to rupture that portion of the joint. The 
length of plate cut out by rivets is wd. Hence, the sectional 
area of the plate left (a, Fig. 522) is (12 —d) ¢. Its resist- 
ance to rupture is (12 — zd) ¢ S,. 
12 — nd) t¢ 
‘heretore, = MES BOIS, or substituting for z its 


value oe; we have 
1225) 
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The shearing area of each rivet being }zd’, the total 
shearing resistance of the rivets in a foot of length is 


was: SEE r ee 
a? R'S,; therefore, 7 @ n etre S.X 7 = 
ona, 
ey (0) 


For the third case, the shearing area in front of the rivets 
is 2/¢n. Hence, the resistance to shearing is 27¢ S,, and, 
therefore 227#S, = 7 /, or 

ae i) 

For the case of crushing in front of the rivet hole 
(d, Fig. 522), the projected crushing area in front of each 
rivet is d@¢. Hence, the resistance to crushing is dt” S,, 
consequently, d¢#7 S,= Pf, or 


OPS NE fe a) 


If the joint is double riveted, (4) and (2) become, respec- 
tively, 
622° 5. ; 
Se ge EAS, 
24da¢S, : 
pt Sl) 
while (a) will remain the same. If a butt joint with 
double cover plates is used, the rivets are in double shear, 
and, hence, for single riveting (2) becomes 
670° S. 
Te 5 i Pf, 
and for double riveting it becomes 
12x 4 Oo. ey 
In a properly designed joint the thickness 7 and distance / 
should be equal to or greater than that required by the above 
formula, and the pitch /# should be equal to or less than the 
pitch required by (4). 


1741. Asanexample of the use of the equation, let it be 
required to design the riveting and find the thickness of the 
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plate of a steel boiler, 3 ft. 9 in. in diameter, working under 
a steam pressure of 80: big Wet 6057 ==5 4000 ee 
90,000, and S, = 50,000. 

The reason for using such a high value for S, in this case 
is that experiment has shown that the crushing strength in 
front of the rivet is considerably higher than in the case 
of a single isolated piece of wrought iron, and that the aver- 
age crushing strength per sq. in. of the area of the plate 
projected on the diameter is about 90,000 Ib. 

The total tension on a portion of a joint 12 in. long is, 


45 X 80 X 12 
2 
Substituting in (0), a = Pf, we have 


32d? x 50 
=e = 6X 21,600. 


ma* 6 X 21,600 
hk ~ 3 X 50,000 


Assume @ = 3, then ey = .864, 


Pz = 21,600 lb. 


== 664, 


Of 2 =/2 in, nearly, Rat gives 6 rivets to the foot. 
Substituting these values of # and d in (a), 


See 
——" (2 — 8) = 6 x 21,600, 
1 ¢ 
tal eames. .32 in. 


12 X 54,000 x 14 


It will be safe to take ¢ = = in, 
From equation (c), 
2 SEE SA C00 RGR ee 63 j 
~ 2842S, 24X44 x 60,000 5 °°" ™ 
Hence, the usual custom of making /= 14d is perfectly 
safe in Rie case. 


Finally, from equation (2), 


Oa edi 
yee: 
PF Q * ZX 39 X 90,000 = 139,218.75 Ib. 
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Therefore, the plate is safe against crushing in front of 
the rivets, since Pf only equals 21,600 x 6 = 129,600 Ib. 

The thickness of plate is, of course, found by equa- 
tion (a), equation (@) being simply used as a check, 
to prevent the plate from being made too thin to resist 
crushing. 

Combining (2) and (4) and assuming S, and S, to 
be equal, which is substantially true for wrought iron, 
we obtain 
3nd’ S, 
eter a 


zai za? a 
Hence, -—d= Pe and 4= eres = (1+ 78545 )d. 


Bi (a= d) = 


1742. For greater safety the decimal .7854 is increased 
in practice to .875 = {, and the pitch is found by the follow- 
ing formula: 


k= (1 +i2)a. (169.) 


For double-riveted lap joints or single-butt joints, formula 
169 becomes 


ae (1 +i¢)a (170.) 


For double-riveted double-butt joints, formula 170 
becomes 


h=(1+35)4 (171.) 


The ‘‘d” in the above formulas refers to the diameter of 
the rivet hole, or of the rivet after being headed. 

The diameter of the cold rivet is 7," less. 

For single and double-rivet lap joints and butt joints, with 
one cover plate, the diameter of the rivet is 


d=it+¢9’ (172.) 


for values of ¢ between }” and 3”. For butt joints with 
double cover plates, the diameter of rivet may be taken about 
1} times the thickness of the plate. 
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1743. The following table gives the proportions of riv: 
eted joints used by some of the best boiler-making concerns 
in the United States: 

TABLE 37. 


Thick- | Diam- Diam- 


Pitch. Efficiency of Joint. 
ness eter eter 
of of of 
Plate. Rivet. Hole. : 
Zé d. Single. | Double. | Single. | Double. 
2’ BR’ aie 4 Q” ayy 66 ey 
Sra a eee ula ieee jh 
oe re 43" 24" 3}" 62 5 
is oe zy OE ae ines od 60 14 
+" ¥ — ve 34" 58 13 


The preceding table is applicable to lap joints and butt 
joints with single-cover plate. For plates more than 4 inch 
thick, double-covered butt joints are recommended. 

The efficiencies in the above table are obtained from the 
formula 


ena 
y= = (173.) 


For example, the efficiency of a double-riveted plate {j," 
h—d_3%—4% 


thick is y= aaa 
) 


= .74, as given above. 


EXAMPLES FOR PRACTICE. 


1. Find the proper pitch and diameter of rivet holes for a single- 

riveted lap joint, the plate thickness being 13”. aa hak j mone 
“d= ger 
2. Find the pitch and diameter of rivet holes for a double-riveted 

butt joint with two covers, the plate being %," thick. 
| ae . = Si, nearly. 
= 76 * 

3. Let the student design the riveting for a shell 50 inches in diam- 
eter, 100 lb. steam pressure, by using equations (2), (6), (©), and (d). 


Assume the shell to be of steel, and let J =5, S= 50,000, S, = 60,000, 
and S; = 90,000. 
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1744. Arrangement of Joints and Plates.—The 
plates of externally fired boilers should be so arranged that 


Fic. 523. 
the riveted joints are as far as possible from the fire. This 
may be accomplished by using extra large plates for the 
furnace end of the shell. 


Fic. 524, 


1745. Whenever a girth seam occurs, the longitudinai 
seams should break jointsas shown in Fig. 523. In order to 
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make a tight joint where the three plates come together, 
the inner plate of the longitudinal joint must be hammered 
thin at the edge, as shown in Fig. 524. 

In the construction of both vertical and horizontal shells, 
it is customary to have the inside lap facing downwards, 
since, if it faces upwards, a ledge is formed on which 
sediment may be deposited. 

Since wrought-iron plates are stronger in the direction of 
the fiber, they should be arranged so that the fiber runs cir- 
cumferentially around the shell; that is, in the direction of 
the girth seams. 


1746. Connecting Plates.—Different methods of 
connecting plates at right angles are shown in Figs. 525 to 


Fic. 525. Fic. 526, Fic. 527. FIG. 528. 


528. In Fig. 525 the two plates are riveted to an angle 
iron. This construction is used sometimes for connect- 
ing the heads of a boiler to the shell. Figs. 526 and 527 
show the head flanged and riveted to the shell, while in Fig. 
528 the head and shell are connected by a flanged ring. 

Iron for flanging should be of the best quality. The 
radius of the curve to which the head is flanged should be 
at least 4 times the thickness of the plate. 

Some makers of large marine boilers prefer to flange 
the end plates of the shell to receive the head, which is, 
consequently, a flat disk. 


1747. In Figs. 529 to 535 is shown the usual construc- 
tion of the water legs and furnace doors of vertical and 
fire-box boilers. Fig. 529 shows the door constructed by 
flanging the furnace sheet A and the front sheet of the 
boiler B. Single riveting is shown here, although it is fre- 
guently double riveted. An enlarged view of this construc- 
tion is shown in Fig. 530. ‘The door C is generally made of 
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cast iron, and is hinged to a cast-iron frame which is usually 
held in position by four studs {” in diameter. Sometimes 
the frame is omitted and the door is made of wrought iron; 
it is then held in position by riveting the hinges to the 
boiler. 

Around the lower ends of the water legs, or around the 
bottom of the furnace, and between the inside and outside 


Bed 
EDIGWOOOOO O g 


Fic. 531. 


F1G. 532. 


furnace plates, is riveted a wrought-iron ring D. In cheap 
boilers this ring is frequently made of cast iron. The stay- 
bolts £, £ and crown bar / will be considered later. In- 
stead of flanging both sheets in constructing the furnace 
door, as in Figs. 529 and 530, it is sometimes constructed as 
shown in Figs. 531 and 532. Here the furnace sheet A is 
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flanged, and to it is riveted the flanged ring B which has 
been riveted to the shell of the boiler C. An enlarged view 
of this construction is shown in Fig. 532. A flanged ring D, 
Fig. 531, is sometimes used at the bottom of the water leg 
in place of a wrought-iron ring D, Fig. 529, one of the 
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flanges being riveted to the furnace plate and the other to 
the shell, as shown. An enlarged view of this construction 
is shown in Fig. 533. In Fig. 534 is shown another method 
of constructing the furnace door and bottom of the water 
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leg. In this construction the wrought-iron ring A is placed 
between the furnace plate 2 and the shell of the boiler C, 
and riveted to them. An enlarged view of this construction 
is shown in Fig. 535. At the bottom of the water leg the 
furnace plate is flanged and riveted to the shell as shown. 


1748. Rivet holes are either punched or drilled. 
Punching, while cheaper than drilling, is generally believed 
to injure the plates, particularly if they are at all hard or 
brittle. Many makers follow the practice of punching the 
hole smaller than its intended diameter and then reaming 
it out, which cuts away the injured metal around the holes. 
Annealing the plates after punching will partly remove the 
injury. Itis the present practice of good boiler-makers to 
drill all steel plates and punch iron plates. 


1749. Calking is an upsetting process applied to a 
riveted joint in order to make it steam tight. The opera- 
tion is shown in Fig. 536. 
A round-nose calking tool 
is driven against the bev- 
eled edge of the upper 
plate, forcing the metal in 
close contact with the 
lower plate, and effectual- 
ly closing the seam. A 
tool with a sharp edge should never be used, as it is liable 
to score the under plate and lead to grooving. 


Fic. 536. 


FLAT SURFACES—STAYING. 


1750. Thesurfaces of boiler shells are in general either 
cylindrical, hemispherical, or flat. A cylinder or sphere sub- 
jected to an internal steam pressure is self-supporting » that 
is, the steam pressure tends to maintain the cylindrical or 
spherical form of the vessel, and hinders distortion instead 
of producing it. If, on the contrary, the vessel is composed 
of flat surfaces, the steam pressure tends to distort it and 


1044 STEAM BOILERS. 


give it an approximately spherical form. Hence, flat sur- 
faces are not self-supporting, and must be braced or stayed 
to prevent distortion. 

The flat surfaces commonly found in boiler construction 
are the flat heads of cylindrical shells and the flat sides and 
crown of the fire-box in the locomotive type. 


1751. Strength of Flat Surfaces.—The strength of 
a circular plate supported at the edges, as, for example, the 
head of a boiler shell, is given by the following formula: 
Daye 
S = “3f°? (1 7A.) 
where S represents the safe tensile strength of the material; 
r, the radius of the plate in inches; ¢, the thickness of the 
plate in inches, and J, the pressure in pounds per square inch. 
Solving equation 174 for ¢, we obtain 


— ry 22. (175.) 


Suppose, for example, it is required to find the necessary 
thickness of an wxstayed head of a boiler shell 3 ft. in diam- 
eter, under a steam pressure of 80 Ib. Assuming a safe 
tensile strength of say 8,000 lb. per sq. in. and substituting 
in formula 175, we obtain, 


Say PEE 6/2 Se Oe a 
tiene7, g5=9V 5x 8,000 = 1.47 in., or 14 in., nearly. 

The shell plates in the, above case would need to be about 
z, thick. The enormous thickness required by unstayed 


flat plates is very apparent, and it is plain that flat ends of 
moderate thickness should be well strengthened by stays. 


1752. The following formula gives the strength of a 


Square unstayed flat plate fixed along the edge (the length 
of side is 2); 


(176.) 
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As an example of the use of the formula, let it be required 
to find the thickness of a fire-box plate, unstayed, 40 in. 
square and exposed to a steam pressure of 100 lb, per sq. jn. 
Take S = 8,000 lb. per sq. in. 


SOLUTION.— 
a 40 100 ; 
t= /2 Scr Ves = 2} inches, nearly. Ans. 


Such a thickness is, of course, out of the question. Hence, 
when plates of ordinary thickness are used, it is plain that 
they must be strongly stayed, 


BOILER STAYS. 


1753. The principal kinds of stays incommon use are: 
(1) Direct stays which are placed at right angles to the flat 
surfaces which they support; (2) diagonal stays and gusset 
stays which support the flat surface by tying it to 
another surface inclined to the first; (3) girder stays 
which are placed above the flat surface and bolted to it at 
intervals. 

When the length of the shell is short in comparison with 
its diameter, the flat ends or heads are connected by stay- 
rods, as shown in , 
Fig. 496. Stayrods 
are made of wrought 
iron or steel, and 
each endis generally 
threaded to receive 
two nuts, asshown in 
Fig. 537. The wash- 
ers a and # are used 
to strengthen the 
plate. Frequently Fic. 587. 
only one washer is used, as in Fig. 509; it is then placed on the 
outside of the sheet. Sometimes these washers are increased 
in diameter and riveted tothe plate. 
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1754. Another method of connecting the ends of stay- 
rods to the plate is 
shown in Fig. 538. 
Here the ends of the 
stayrod A, instead of 
being threaded, are 
forked to receive the 
connection £, which 
is riveted to the head 
of the boiler and 
joined to the stayrod 
by a bolt C. The 
combined _ effective 

FIG. 538. area of the two legs 
of connection A should exceed the area of the stayrod. 


1755. Figs. 539, 540, and 541 represent different forms 
of staybolts used for strengthening the flat-side surfaces, and, 
in some instances, the circularsurfaces of boilers. The one 


Fie. 589. 


shown in Fig. 539 1s generally used for staying the flat-side 
surfaces of fire-box boilers and the circular furnace sheets of 
vertical boilers, as will be seen by referring to Figs. 531, 
533, and 536. The diameter of these bolts is either } or 4 of 
aninch. ‘The one in Fig. 540 is used for the same purpose. 
Here the bolt is threaded only at the ends, the center being 
of the same diameter as the diameter at the bottom of the 
threads. In each end is drilled a small hole @ for the pur- 
pose of detecting broken bolts, in which event steam will be 
seen issuing from the hole. The staybolt represented in 
Fig. 541 is generally used for staying the flat-side surface of 
marine boilers, as will be seen by referring to Figs. 509, 510, 
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and 511. Instead of riveting the ends, washers and nuts are 
used, the washers serving to strengthen the flat plates. 


Fic. 540. 


When these plates are of sufficient strength, the washers are 
dispensed with, and the nuts screwed close to the plates. 


FIG. 541. 


The staybolts used in marine boilers are of steel, and vary in 
diameter from 1} to 18 inches. 


1756. The diameter of a direct stay may be found as 
follows: 
Let A = area in square inches of plate supported by one 
stay ; 
d@ = smallest diameter of stay in inches} 
p = pressure of steam in pounds per square inch; 
T = safe stress in pounds per square inch allowed on 
stay. 
Then, the total pressure on the stay is A g, and the resist- 
ance of the stay is} zd’ 7. Hence, 


ind*T=Af, 
re Ap (177.) 

Pe Mast Wi SY Vick se 
or V 42, | 


C. Il.—29 
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Fire-box staybolts are generally arranged with the same 
pitch, both vertically and horizontally, as shown in Fig. 
542. Denoting this pitch by a, it is evident that each 


Fic. 542, 


staybolt supports an area a? represented by the dotted lines, 


Hence, the above formula becomes d = 1.13 <, or 
d= ise 2, (178.) 
and a = .885 ays (179.) 


1757. The values of TJ used in formulas 177, 178, 
and 179 may be taken as follows: 


ion copper. Screw. stay bolts «¢ dcwocn eet eee ee T = 4,000 


Iron Stays.—For screw stays, and for other 

Stays not exceeding 1} inches in diameter, and 

for all stays which are welded............... T = 6,000 
For unwelded stays above 1} inches effective 

CIAMCLET pa iss ba «Re ee ee T = %,500 
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Steel Stays.—For screw stays, and for other 
stays not exceeding 14 inches effective di- 
es eee Or ea en Se ch calc ete oe le ee T= 8,000 
For stays above 1} inches effective diameter..... Z-= 9,000 
No steel stays are to be welded. 
EXAMPLE.—Find the effective diameter of the steel stayrods of a 
marine boiler, the rods being spaced 14 inches each way. Steam 


pressure 135 lb. per sq. in. 
SoLUTION.—Using formula 178, we obtain 


da113.0 4/2118 x 14x pe = ME in Ans. 


EXAMPLE.—The copper staybolts of a locomotive fire-box have a 
diameter of in. The steam pressure is 150 Ib. per sq. in. Determine 
the proper pitch of the stays. 

SOLUTION.—By formula 179, 


vf 4,000 


ee, eee Se 
a= .885 ay © — .885 x 3 x “50° = 4inches. Ans. 


1758. Diagonal Stays.—When the boiler shell is 
long in proportion to its diameter, through stayrods are 
seldom used owing to the great 
lengths required, and, there- 
fore, diagonal and gusset stays 
have been adopted. The di- 
agonal or crowfoot brace is 
shown in Fig. 543. Here the 
end A is either bolted or 
riveted to the head, and the 
end £ riveted to the shell. 
In marine boilers, where this style of stayrod is used, in- 
stead of the end A being riveted to the head, it is threaded 
and supplied with nuts 
and taper washers on 
each side of the head, as 
shown in Fig. 544, the 
washers having such a 
taper that when one of 
the faces is against the 
head, the other is parallel 
to the faces of the nuts. The hole through which the stay 


Fic. 543. 


Fic. 544. 
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passes is not threaded, but is made sufficiently large to allow 
the stay to pass through. 

The combined area of the rivets attaching the stay to the 
shell should equal the area of the rod. The angle whicha 
diagonal stay makes with the shell should not exceed 30°, 
and should be as much smaller as possible. 

The size of a diagonal stay may be calculated from formula 


178, by substituting = B for ~, L being the angle between 


the stay and the shell. Formula 178 thus becomes 


=z |_ Ap 
b= il, 13 Tcos B (1 80.) 


EXAMPLE.—(a) Find the diameter of a crowfoot brace which sup- 
ports an area 64" by 8” against a steam pressure of 90 Ib. per sq. in. 
The angle 2 is 25° and the stress J is assumed to be 7,000 Ib. (6) If 
the rod is fastened at each end by two rivets, find the diameter of the 
rivets. 


SoLuTIoN.—_(a) By formula 180, 


Ap 64 < 8 x 90 : : 
A= 1,13 Ses SEY V7 ee Utes lin. Ans. 
V TcosB V 7000 x< cos 25° Soe ote Me 


(4) Since there are two rivets, the area of each must be 3 the area of 
1? x .7854 
2 


the rod, or = .38927 sq.in. The diameter is, therefore, .7 inch 


or }4in., nearly. Ans. 


In the above formula, cos B may be easily obtained 
by dividing the horizontal distance from the inside of the 
head to the point where the stay is riveted to the shell, 
by the length of the stay. 


~ 
= = 


(1S OOn0 OO 


1759. In Fig. 545 is 
shown a gusset stay. These 
Stays consist of a wrought 
iron or steel plate A, se- 
cured to the head and shell 
by either angle or T irons 
B, B. They are much used 
for staying the heads of internally fired boilers of the Lan. 
cashire and Galloway type. (See f7, Fig. 496.) 
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In Figs. 546, 547, and 548 are shown sections of gusset 


B 


Fic. 546. Fic. 547. FIG. 548, 


stays. Fig. 546 shows a method of using two angle irons 
with a plate between them; : 

Fig. 547, a method of using 
a T iron with a plate riv- 
eted to one side, and Fig. 
548, a method in which the 
gusset plate is flanged to 
one side and the angle iron 
riveted to the other. Gus- 
set stays are placed radially 
in a boiler, the largest one 
in the center, and smaller 
ones to the right and left 
of it, as shown in Fig. 549. 


Fic, 549. 


1760. Girder Stays, or Crown Bars.—It was pre- 
viously stated that the side furnace plates of fire-box boilers, 
the side plates of combustion chambers in marine boilers, 
and the circular furnace plates of vertical boilers were 
strengthened with staybolts; but as yet nothing has been 
said regarding the staying of the upper plates or crown 
sheets. For strengthening these sheets in fire-box and 
marine boilers, girder stays, or crown bars, are used; in ver- 
tical boilers no special means are applied, since the tubes 
themselves furnish all the staying that is necessary. See 
Figs. 498 and 499. In Fig. 550 is shown the general stay- 
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ing of the crown sheet of a fire-box boiler in which A is a 
girder stay, or crown bar, resting partly on the crown sheet 
C and partly on the side furnace plates 6, B to which the 


Fre. 550. 


crown sheet is riveted. D, D are distance pieces used to 
prevent the crown sheet from bulging upwards when upset- 
ting the rivets. Fig. 551 shows the general construction of 
the crown bars. Heretwo 
wrought-iron bars 4 and B 
are held apart by distance 


od o 61L6 fo o Co\ pieces C, C at both ends 
and riveted. The rivets 
peer used for staying the crown 


sheets of fire-box boilers to the crown bars are of wrought 
iron, and generally made like the one shown at D, Fig. 552. 
The projections D, D on 
the head are to prevent 
the bars from spreading. 
In staying the crown 
sheets of the combus- 
tion chambers of marine 
boilers, bolts are used 
instead of rivets. The 
bolts are made of steel, 
and provided with nuts 
on each end, as shown at FIG. 552. 


b, b, Fig. 552, the plate or washer d with lugs A, A anda 
hole in the center through which the bolt passes, being used 
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to prevent the bars from spreading. In fire-box boilers the 
crown sheet is additionally strengthened by the stayrods £, 
£, as shown in Fig. 550, one of the ends of the rods being 
secured to the crown bar by pins, and the other toa T iron 
F, which in turn is riveted to the shell of the boiler. These 
rods not only give additional strength to the crown sheet, 
but also brace the cylindrical part of the shell. Rivets used 
for staying crown sheets are usually made from 3 to 4 of an 
inch in diameter, and the bolts 14 inches. 


1761. The dimensions of the girder may be found by 
considering it to be a simple beam uniformly loaded and 
supported at the ends. 

Let /= length of girder in inches; 

h = distance between adjacent girders in inches; 

p = steam pressure in pounds per square inch; 

b= breadth of girder in inches; 

d@ = depth of girder in inches; 

S,= ultimate transverse strength of girder in pounds 

per square inch; 
J = factor of safety. 
From the Table of Bending Moments, the bending moment 


on the above beam is cas But W=phl; hence, bending 


8 
moment = Ze , and the moment of resistance is “se = 
2 h [? ae : 
Se Ponseqriently. cfs = ne . Since the crown 


sheet itself forms part of the beam, though not taken into 
consideration in the above discussion, the high value of 


18,000 lb. may be used for =" it is also customary to 


5 Sie 
make 6=j}d. Substituting these values for 6 and 7 in the 


above equation, and solving for d, we obtain 


Ps s/phl? 
aes 6,000” (181.) 


Sed pee Se MLS (5 22) 
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EXAMPLE.—The girder stays on the combustion chamber of a marine 
boiler are 30 inches long and spaced 9 inches apart; the steam pressure 
being 150 lb., find the depth of the girder. 

SoLuTion.— Using formula 181, 


da 4/ BAF — JIDXKIXEY = 0S Spin! Hine 
6,000 6,000 


} ; a 
The width of each of the bars forming the girder is ; xX = 


4 
Eat, or s in., nearly 
mere ge ray ek 
1762. Flat surfaces which are not exposed to a very 
high pressure are sometimes stayed by simply riveting T 
irons or channel irons to the surface. This method is 
inefficient, and should be avoided. 


1763. Strength of Stayed Surfaces.—Stays are 
designed to withstand the whole of the pressure coming on 
the flat surface, no allowance being made for the strength 
of the plate. Still, the heavy pressure tends to bulge and 
rupture the segments of the plate included between the 
stays, and the plate thickness must be sufficient to withstand 
it. The following formula, which is derived from experi- 
ments made under the direction of the U. S. Navy, may be 
used to compute the safe pressure allowable on a flat surface, 
strengthened by screw staybolts: 


Let = pressure in pounds per square inch; 
h = pitch of staybolts; 
z= thickness of plate; 
& =a constant. 
i 
Then, Dp = hay (183.) 


and¢t=h 2. (184.) 


The constant & has the following values: 


For iron platesjand tron: bolts. es oekeue eee & = 24,000 
For low steel plates and iron bolts.............. & = 25,000 
For low steel plates and low steel bolts.......... & = 28,000 
For iron plates and iron bolts with nuts......... k& = 40,000 
For copper plates and iron bolts................ k& = 14,500 
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EXAMPLE.—What safe pressure may be allowed on the fire-box plates 
of a locomotive boiler, the thickness of the plates being 4 inch, and 
the pitch of stays being 4inches? The plates and bolts are of iron. 

SoOLuTION.—Using formula 183, 


7) 1)2 
p= k=, = 24,000 x GY — 975 1b. Ans. 


EXAMPLES FOR PRACTICE. 


1. What should be the diameter of fire-box steel staybolts spaced 44 
inches apart, the steam pressure being 160 lb.? Ans, 28 in. 
2. Find the proper diameter of wrought-iron welded stayrods, 
pitched 12 inches apart each way and sustaining a steam pressure of 
120 lb. per sq. in. Ans, 125 in, 
3. Determine the pitch of the screw staybolts of a locomotive fire- 
box, the bolts being of wrought iron, }" in diameter, and the steam 
pressure 150 lb. per sq. in. Ans. 4¢ in. 
4. Find the diameter of an unwelded wrought-iron diagonal brace 
which supports an area of 45 square inches against a pressure of 80 lb. 
per sq. in. The angle which the brace makes with the shell is 20°. 
Ans. .9 in. 
5. The steel screw staybolts of combustion chambers of a marine 
boiler are pitched 7 inches apart. The pressure is 135 lb. per sq. in. 
What is the diameter of the bolts? Ans. 1 in., nearly. 
6. What should be the depth of the girders of a locomotive fire-box, 
the girders being 30 inches long, spaced 5 inches apart? The steam 
pressure is 150 Ib. Ans. 4fin., nearly. 
7. What pressure may be allowed on a flat surface, the staybolts of 
which are pitched 8 inches apart? The plate is of iron 4 inch thick, 
and the bolts are of iron with nuts. Ans. 1564 lb. per sq. in. 
8. Calculate the thickness of the wall of a steel fire-box subjected 
to a steam pressure of 145 lb. per sq.in., stayed with steel bolts, 
pitched 44 inches apart. Ans. 44 in., nearly. 
9. What would be the necessary thickness of an unstayed iron 
plate 42 inches square, riveted at the edges, assuming S—= 7,000 lb. and 
the pressure 110 lb. per sq. in.? Ans. 2g in. 
10. Required the thickness of the plate in example 9, on the suppo- 
sition that it is stayed with iron bolts pitched 4 inches apart. 
Ans. 3%; in., nearly. 


BOILER FITTINGS. 
1764. The Feed Apparatus.—Water is supplied to 
a boiler either by a steam pump, by an injector, or by both. 
For the sake of safety every boiler should have two inde- 
pendent feeds, in order to prevent accident, should one get 
out of order. 
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The position of the feed-water pipe, and likewise the point 
where the feed-water discharges into the boiler, have been 
shown in the cuts of some of the boilers described. The 
feed-water pipe may enter the boiler either through one of 
the heads or through the shell. By some engineers it is 
placed in the front head directly over the furnace sheet of 
cylindrical, flue, or return tubular boilers; also, directly over 
the crown sheet of the furnace in vertical boilers, and in the 
head (through the smokebox) as low as possible in fire-box 
boilers; while others place it in the shellon top of the cylin- 
drical, flue, return tubular, and fire-box boilers, and in the 
upper head in case of vertical boilers. Still others place it 


FIG. 553. 

as low as possible in the back head of the cylindrical, flue, 
or return tubular boilers, or through the front or back head, 
just below the water line, near the shell. It isnot good prac- 
tice, however, to let the cold feed-water be delivered near the 
hot furnace plates, as the strains set up by the sudden cooling 
of the plates may seriously injure them. Feed-pipes should 
not terminate immediately at the plate into which they are 
screwed, but between the center of the boiler and the rear 
head. Sometimes two or three feet of the end of the feed-pipe 
are perforated for the purpose of diffusing the feed-water. 


1765. In Fig. 553 is shown an ordinary method of 
arranging the feed-water pipes, where several boilers are 
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supplied by the same pump. The main pipe PY, running 
along the fronts of the boilers, receives the feed-water dis- 
charged from the pump. Each boiler is supplied by a pipe 
branching from the pipe P, and entering the front head C. 
Each of these branches is provided with a globe valve A anda 
check-valve 4. The globe valve shuts off the water from the 
boiler, while the check-valve allows the water to enter the 


boiler when the globe valve is open, but prevents its return. 


1766. The ordinary globe valve is shown in Fig. 554. 
The water enters at A, flows through 
the opening beneath the valve and 
out through Z. It will be noticed 
that the valve seat is flat instead of 
being beveled. Flat-seated valves 
are commonly used, although perhaps 
not quite so good as those with beveled 
seats. 


1767. The construction of a 
swing check-valve is shown in Fig. 
555. It is evident that the water 
entering below the valve at A will 
raise it from its seat and flow through the outlet 4, into the 
globe valve, and from thence into the boiler. The projec- 
tion C on the valve strikes the bottom of the screw and is 
thus prevented from going 
too far. As soon as the pump 
_ ceases working, the pressure 
on the back of the valve forces 
it to its seat, and thus pre- 
vents the water from return- 
ing. The check-valve shown 
in the illustration is better 
suited for a horizontal than a 

Fic. 555. vertical position. 

Every boiler should be supplied with its own independent 
check-valve, as otherwise there is danger that the steam 
pressure may force the water back through the feed-pipe. 
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The capacity of the pump or injector, whichever is used, 
should be considerably greater than is demanded in regular 
work. In this way the pump may be run very slowly and 
continuously for ordinary work, which is better both for 
pump and boiler, and there will be a reserve capacity for 
emergencies. 


1768. Feed-Water Heaters.—lIt is important that 
the feed-water should be introduced into the boiler at as 
high a temperature as possible. The advantages of hot feed- 
water are: (1) The avoidance of the strains produced in 
the plates by the introduction of cold feed-water; (2) the 
saving in fuel effected by the higher temperature of the 
feed. The economy of using hot feed-water may be shown 
by a simple calculation. 

Suppose a boiler to furnish steam at 75 lb. pressure, and, 
in the first case, let the temperature of the feed-water be 60° 
F. The number of heat units required to change a pound 
of water at 60° F. into steam at 75 lb. pressure is, from the 
steam tables, about 1,151 B. T. U. Suppose, in the second 
case, the feed-water enters at a temperature of 210° F. 
Then, the number of heat units gained by heating the feed 
is 210 — 60 = 150 B. T. U., and the gain per cent. is — 

> 
= 13 per cent. 


1769. Feed-water heaters are of two classes: (1) Those 
which make use of exhaust steam from the engine; (2) those 
which make use of the waste furnace gases. 

Heaters of the first class somewhat resemble the surface 
condenser in construction; they usually consist of’a vessel, 
generally of cylindrical form, filled with rows or coils of tubes. 

In some heaters the steam passes through the tubes 
which are surrounded by the feed-water. In other heaters 
the water is pumped through the tubes, which are, in this 
case, surrounded by the exhaust steam. 


17Z0. Acommon form of feed-water heater is shown 
in Fig. 556, which shows two views—a longitudinal section 
through the shell anda vertical section through the inlet 
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feed-pipe /. It will be seen that the heater consists of an 
outer cylindrical shell and of an inner one fitted with numer- 
oustubes. The feed-water enters through Fand fills the space 
in the inner shell not occupied by the tubes. The exhaust 


Zi 


Fic. 556. 


steam enters at A, flows through the tubes, then back 
through the space between the inner and outer shells and 
out through &. The feed-water flows out through C into 
the boiler. Misa handhole; £, the blow-off pipe, and A, 
a manhole. 

When it is desired to economize space, vertical feed-water 
heaters are used instead of the horizontal pattern shown in 
the cut. 


1771. Economizers make use of the heat in the waste 
furnace gases to raise the temperature of the feed-water. 
The temperature of the gases on entering the chamber is 
usually from 450° to 650° F., and by lowering this tempera- 
ture to 250° or 800° a marked saving of fuel must result. 
The draft of the chimney, however, depends upon the 
temperature of the gases. The loss in draft consequent 
on the reduction of temperature may be made up by 
increasing the height of the chimney. 


1772. Fig. 557 shows the location of an economizer 
with respect to the boilers and chimney. As will be seen, it 
is placed directly in the flue. The water enters at / where 
the economizer is coolest, and flows along the pipe G. 
From G, the water flows out at right angles to its former 
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direction through a series of horizontal radiating headers 
K, &, etc,, and up the rows of vertical pay Ve Ae Les ki 
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which connect with them. Each of these vertical rows has 
an upper header JV, J, etc., which has one outlet into the 
delivery pipe /, to which is connected the pipe /, leading to 
the boilers Z, Z. The hot gases from the boilers pass 
through the rows of tubes on their way to the chimney, 
coming in contact with the rows containing the hottest 
water first. The feed-water may be heated by this means 
to as high as 300° F., and the temperature of the gases 
reduced from the neighborhood of 600° to 250° or 300°. 

The hot gases deposit soot and other unconsumed parti- 
cles upon the tubes. Since soot is a very bad conductor of 
heat, the efficiency of the economizer would soon be greatly 
impaired unless means were provided for removing the soot. 
This is accomplished by scrapers O, O, etc., which are 
moved up and down by means of a suitable mechanism on 
top of the economizer. JV, MZ are openings for the removal 
of the soot scraped from the tubes. 


SAFETY VALVES. 

1773. Asafety valve is attached to a boiler to pre- 
vent the steam from rising above its safe working pressure. 
When steam is made more rapidly than it is used, its 
pressure must of necessity rise; and if no means of escape 
is provided for it the result must be an explosion. 


1774. The dead-weight safety walwe, shown in 


LN at 


Fie. 558. Fic. 559. ; 
Fig. 558, consists of a hollow seat 4 attached to the boiler 
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shell B, over which is fitted the valve disk C. The disk is 
loaded with a heavy weight W which hangs down into the 
steam space of the boiler. Fig. 559 shows another form 
of dead-weight valve, in which the load is carried outside 
the boiler shell. 

Let A = area of opening in valve seat in square inches; 

p=pressure at which the valve is to blow off (in 
pounds per square inch); 

Wz= dead weight in pounds (including weight of 
valve). 

As soon as the total pressure on the valve is slightly in 
excess of the dead weight, the valve is lifted and the steam 
escapes. Therefore, the dead weight must equal the pres- 
sure per sq. in. multiplied by the area of the opening; that 
is; Wit A DP. 

1775. Two forms of lever safety walves are 
shown in Figs. 560 and 561. The valve Vis held toits seat 


Fic, 560. 


by the weighted lever Z. The position of the weight Wis 
adjustable, so that the valve may be set to blow off at different 
steam pressures. The valve shown in Fig. 560 is attached 
directly to the boiler shell; the steam enters from the boiler 


* 
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at S and is discharged through the orifice R. The valve 
shown in Fig. 561 differs from the other in being attached 
to the supply pipe. The steam passes on its way from the 
boiler through the passage S 0, When the pressure rises 


Fic. 561. 


above the normal pressure, the valve V opens and the steam 
escapes into the air through the opening A. 


1776. In the skeleton diagram, Fig. 562, the valve 


Fic, 562. 


stem and weight are attached to the lever at C and B, re- 
spectively; the fulcrum is at /. 
Let d= / B = distance from fulcrum to weight in inches; 
c= FG = distance from fulcrum to center of gravity 
of lever in inches; 
a= FV = distance from fulcrum to center of valve in 
inches; 
A = area of orifice beneath bottom of valve in inches; 


Cc. I1.—3o0 


% 
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W = weight of weight Pin pounds; 

W, = weight of valve and stem in pounds; 

W, = weight of lever in pounds; 

~ = blow-off pressure in pounds per square inch. 


According to the rule given in Art. 1380, it is a neces- 
sary condition of equilibrium that the algebraic sum of the 
moments of all the forces about a given point shall equal 
zero. Hence, taking / as the center of moments and 
treating all the forces acting downwards as positive and the 
upward pressure of the steam as negative, we have, since 
the upward steam pressure is f A, 

Wd+ W,at W,c—pAa=0O, or 
ya A We Ae ines 
a(pA— W,)— W,c 
W ; 


suauel @/ = 


(186.) 


1777. From these formulas may be obtained the re- 
quired weight WV, when its distance from the fulcrum is 
known, or vice versa ; the point of attachment may be calcu- 
lated when the weight is known. 

EXAMPLE.—The area of the orifice is 10 sq. in., the distance from the 
valve to the fulcrum is 3 in., and the length of the lever is 832 in. The 
valve and stem weigh 5 lb., the lever weighs 12 Ib., and the steam 
pressure is 9) lbs. What should be the weight W, if placed 2 in. from 
the end of the lever, assuming the lever to be straight ? 

SOLUTION.—Substituting in formula 185, 

3(9 — 5)— 12 
Va we) aa! seas 16 area ts Ans. ; since c= 
this case. 


Having decided upon the weight to be used, formula 
186 will give the distances from the fulcrum at which the 
weight may be placed in order to allow the boiler to blow 
off at different steam pressures. 


w| Ge 


= 16 1noior 


EXAMPLE.—Suppose all of the quantities to remain the same as in 
the solution of the last example, except that it is desired to have the 
boiler blow off at 75 1b. instead of 90 lb., what will be the distance of 
the weight from the fulcrum ? 

SoLuTion.—Applying formula 186, 


3C7o X10: 5) — 19 Se 
dx AEX X16 04 58 in, Ans, 
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1778. The practical method of graduating a valve 
lever is to attach the valve to the lever and balance both 
over a knife edge; then, measure the distance from the 
point of suspension to the center of the pin upon which the 
lever turns (fulcrum). Calling this distance 4 and letting 
W,= W,+ W, in formula 186, formula 186 may be 
written 

acs pAa—W,b 
W ; 

To show that formula 187 will give the same results as 
formula 186, let all conditions remain the same as in the 
preceding example. Imagine the lever and valve to be 
balanced on the knife edge and take the center of moments 
at the balancing point. The weight of the lever per inch 


(187.) 


2 ; 
of length is a ce lb. Consequently, applying the rule for 


8 
moments, 
3 32—b 3 b 
82 -- —~—(0—: = 
3 (3 b) 5 g°X 9 (6—3) X 5=0, or 
b = 12,3,”. 


Substituting this value of 4 in formula 187, 
we "5 x 10x 3—17 X 124 


the same as before. Boon 


= 24.58 in., 


1779. Neither of the foregoing methods will give exact 
results in practice, owing to the slight friction of the mov- 
ing parts. An exact method for graduating a safety valve 
lever, or of ascertaining whether a safety valve lever has 
been graduated correctly or not, is the following, in which 
an ordinary platform scale may be used: 

A 83-inch safety valve has been set to blow off at 100 pounds 
per square inch, but fails to do so when the steam gauge indi- 
cates 100. To ascertain if the lever has been graduated cor- 
rectly proceed as follows: Remove the valve and cover, and 
bolt the cover Z to a couple of short heavy timbers AandB 
suspended above the platform of the scale as shown in Fig. 563. 

The timbers A and B should be bolted to the floor to 
prevent them from tipping over. Now, adjust the height 
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of the valve C so that the lever D wili be horizontal. If 
the lever is too low, slip pieces of sheet iron or other metal 
under the rollers of the scale until the lever is horizontal; 
if too high, slip pieces under the cover &. Having gotten 
the lever into a horizontal position, place the weight W at 
the 100-lb. notch. The diameter of the valve being 3 in., 
its area is 37x .7854— 7.0686 sq. in. The total steam 
pressure necessary to raise the valve when the weight WV is 
at the 100-lb. notch is 7.0686 X 100 = 706.86 Ib., say 707 Ib. 
If the scale balances when set for 707 lb., the lever has 
been graduated correctly. If it does not balance at this 


FIG. 563. 


point, shift the weight slightly to the right or left until the 
scale balances; mark this point on the lever, and it will be 
the correct 100-lb. notch. In the same way, test the gradu- 
ation of the other points of the scale, for example, the 
80-lb. notch. For this point the scale should balance at 
7.0686 X 80 = 565.488 lb., say 565 Ib. 


1780. Spring safety walves are mostly used at 
present, especially on locomotive and marine boilers. The 
valve is held to its seat by a spring acting either directly on 
it or onashort lever. The Crosby ‘‘pop” safety valve is 
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shown in Fig. 564.. The main valve V is held down on 
the two circular seats J7 and WV against the steam pres- 
sure by the spring S acting on the rod 7. The outer seat 
NV is formed on the body A of the valve, while the inner and 
smaller seat M7 is formed on the upper edge of a cylindrical 
chamber £8 which is con- 
nected to the body A by 
arms containing the pas- 
= ee sages C, C. The hollow 
| chamber 4 forms a guide 
for the valve V. Ordinarily, 
the steam exerts a pres- 
sure on the annular space 
| | between JZ and WV; when 
TIT the valve rises a little the 
— steam rushes over the seat 
a | JV into the air, and over the 
seat J7 into the chamber B, 
- | whence it escapes through 
\ the channels C, C. The chan- 
\ nels are, however, not large 
enough to allow the steam 
to escape from the chamber 
as fast as it enters, and 
hence the pressure in the 
chamber rises and acts on 
the area inside the seat J. 
This additional pressure 
throws the valve wide open, 
and quickly relieves the 
pressure in the boiler. 


| 


Fic. 564. 1781. “The area of a 
safety valve should be much larger than necessary to dis- 
charge the maximum quantity of steam the boiler can make. 
For finding the area of valves the following formula may be 


used: 
Ow 
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where ais the area of the valve opening in sq. in., w the 
maximum weight of the steam generated in pounds per hour, 
and f the gauge pressure in pounds per sq. in. 


Norr.—When the area of a safety valve is spoken of, the area of 
the orifice leading to the bottom of the valve is always meant; in other 
words, it is the projected area of the surface of the valve in contact 
with the steam before the valve has opened. 


Examp_Le.—A boiler evaporates 1,800 pounds of water per hour, and 
works under a pressure of 110 pounds. What should be the area of 
the valve opening ? 


SoLuTion.—Using formula 188, we obtain 
Bbw _ .5x 1,800 
7=5+10 110+ 10 


= 7isq.in. Ans. 


1782. The safety valve should be placed in direct con- 
nection with the boiler, so that there is no possible chance 
of cutting off the communication between them. <A stop 
valve placed between the boiler and safety valve is a very 
fruitful cause of boiler explosions. Again, the safety valve 
must be free to act, and to prevent it from corroding fast 
to its seat, it should be lifted from the seat occasionally. 
Care must be taken to prevent ignorant persons from rais- 
ing the blow-off pressure by adding to the weights or 
increasing the tension of the spring. To this end the 
weights of lever safety valves are often locked in position 
by the boiler inspector. 


EXAMPLES FOR PRACTICE. 


1. A boiler generates 1,400 pounds of steam per hour at a pressure 
of 85 pounds per sq. in. (a) What should be the dzameter of the 
safety valve opening? (d) Supposing the valve to be of the dead- 
weight type, what should be the weight ? LE | (a) 325 in. 

" ((8) 626 Ib. 

2. The diameter of the valve opening is 48 inches, the length of 
the lever is 85 inches, the distance from fulcrum to vaive stem is 
3} inches, and the steam pressure is 80 pounds. The weight of the 
lever is 16 pounds and of the valve 6 pounds. How far from the ful- 
crum should a weight of 130 pounds be placed ? Ans. 30 in, 


8. If the weight in example 2 were hung at the end of the lever, 
what would be the blow-off pressure ? Ans. 92.4 Ib. 
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4. A boiler evaporates 3,500 pounds of water per hour, and gene- 
rates steam at an average pressure of 95 pounds. What should be the 
diameter of the safety valve opening ? Ans. 48 in., nearly. 

5. Assuming the safety valve of example 4 to be of the lever type, 
what weight should be placed 40 inches from the fulcrum, the valve 
being 4inches from the fulcrum? Neglect the weight of valve and 
lever. Ans. 159.3 Ib. 


1783. The steam gauge indicates the pressure of the 
steam contained in the boiler. The most common form is 
the Bourdon pressure gauge, Fig. 565. It consists of 
a tube a of elliptical cross-section, which is filled with water 


=, 


Il 
SMT a MT 
OULU AUAAAnAnEnU 


de 


and connected at end 4 with a pipe leading to the boiler. 
The other end c is closed and is attached to a link which is 
in turn connected with a sector ¢; this rack gears with a 
pinion f, to which is attached the index pointer g. When 
the water contained in the elliptical tube is subjected to 
pressure, the tube tends to take a circular form, and the 
tube as a whole straightens out, throwing the free end out a 
distance proportional to the pressure. The movement of the 
free end is transmitted to the pointer by the link, rack, and 
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pinion, and the pressure is thus recorded on the graduated 
dial. 

The gauge connections must be so made that the gauge 
may not be injured by 
heat. This is accomplish- 
ed by placing a coil or 
bend in the gauge pipe 
as shown in Fig. 566. 
The coil fills up with com- 
paratively cool water 
condensed from _ the 
steam, which protects the 
spring from being in- 
jured by the heat of the 
steam. 


1784. Gauge-cocks 
and water gauges indi- 

S cate the height of the 
Pic. 566. water in the boiler. The 
cocks, which are three or more in number, are placed on the 
head, or shell. The lower cock is placed at the lowest level 
that the water may safely attain, and the upper cock at the 
highest desirable level. Upon opening a cock above the 
water-level, steam will issue forth, and upon opening one 
below the water-level, water will appear. Hence, the level 
may be easily located by opening the cocks in succession. 


1785. The gauge glass is a glass tube, the lower end 
of which communicates with the water space of the boiler, 
the upper end with the steam space. Hence, the level of 
the water in the gauge should be the same as in the boiler. 

Boilers should be provided with both cocks and gauge 
glasses. Fig. 567 shows an arrangement of cocks and gauge 
glass recommended by the Hartford Boiler Insurance Com- 
pany. /7 isa round cast-iron column, whose inside diame- 
ter is about 4”. The upper end communicates with the 
steam space of the boiler by means of the pipe connection /, 
and the lower end with the water space through the pipe 
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connection /. XK isa drip pipe for removing the condensed 
water from the column. 


The water glass £ communicates 
with the column through the 
connections £ and JZ. There 
are three gauge-cocks, 2, 7, and &. 
The center line of the lowest one 
k should be located at least 3” 
above the level of the tops of the 
upper row of tubes in the boiler 
to insure them always being cov- 
ered with water. The gauge V 
is connected to the pipe / by 
means of the inverted siphon 
pipe P, which answers the same 


? 


purpose as the bend in Fig. 566. 


1786. Fusible plugs are 
placed in the crown sheets of 
furnaces as a safeguard against 
overheating through shortness of 
water. The plug consists of an 
alloy of tin, lead, and bismuth, 
which melts at a low tempera- 
ture. So long as the furnace 
crown is well covered with water, 
the plug is kept from melting by 
the comparative coolness of the 
water, but should the water sink 
low enough to uncover the top of 
the plug, it quickly melts and 
allows the steam and water to 
rush into the furnace, thus re- 
lieving the pressure and extin- 
guishing the fire. 


1787. A good form of fusible plug is shown in Fig. 
568. The plug Pis screwed into the crown sheet Q, and the 
fusible cap R laid on top of it and kept in place by the 
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nut U. S is a very thin copper cap placed over the 
top of K to protect .the 
fusible cap from any chemi- 
eal action» of ther water: 
The top of & extends from 
14” to 2” above the crown 
sheet, so that when it melts 
on account of the water be- 
ing too low, there will still 
be enough water to cover 
the crown sheet and pre- 
vent its burning. In many 
q places fusible plugs are re- 
ee IT quired by law. 


1788. The blow-out apparatus serves the double 
purpose of emptying the boiler, when necessary, and of dis- 
charging the mud and sediment which collects from the feed- 
water. This latter may be accomplished by partially blow- 
ing off the boiler when under steam pressure. The position 
of the blow-out pipe has been shown in the cuts of most of 
the boilers described; in ordinary tubular boilers, it is 
usually led from the bottom of the rear end of the shell 
through the rear wall; if the boiler is supplied with a mud 
drum, the blow-out is attached to that. 

The blow-out pipe may be closed either by a valve or by 
a plug tap. The former is the easier to manage, but care 
must be taken that it does not leak. The valve, though 
screwed tight, may not be closed properly on account of a 
chip of incrustation or similar obstruction on the seat; as a 
result, the water may leak out of the boiler unperceived 
and an explosion oceur. Some good engineers insist that 
taps only should be used. 

The blow-out pipe should be led into a sewer or waste 
pipe entirely removed from the boiler. 


1789. Dome and Dry Pipe.—Domes are placed on 
cylindrical boilers for the purpose of increasing the steam 
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space, and also for the purpose of drying the steam, the 
supposition being that the steam will be dried on account of 
being further removed from the water. The hole cut in the 
shell to give communication between the boiler and dome 
should be made only large enough to allow a man to pass 
through, since a large hole materially weakens the shell. 
The edge of the plate around the hole should be reenforced 
by a wrought-iron ring riveted to it. The flat top of the 
dome must be stayed by diagonal braces. 

In the case of internally fired boilers, the dry pipe has 
nearly superseded the dome, especially in England. The 
dry pipe was mentioned in the description of Fig. 496, and 
a reference to that cut may be made in regard to the 
manner of supporting it. 


1790. The manhole gives access to the boiler for the 
purpose of cleaning or repairing it; it is elliptical in form 
and large enough to admit a man. The manhole is closed 
by a cover, or plate WV, Fig. 569, of cast or wrought iron, 
the latter being preferable. The plate is held to its seat by 
one or two yokes J/, W and 
mots Ys. ¥,9 The “joint™ be- 
tween the plate and shell must 
be made steam-tight by some 
kind of packing. 

The edges of the plate 
around the manhole should be 
strengthened by riveting on a 
wrought-iron ring. The ring 
may be flanged and used as 
the seat of the cover; &, Fig- 
570, shows one form of a ring 
used in a construction of this 
kind. The edge of the hole is 
strengthened by the flanged 
- ring, the inner edge of which is faced to receive the cover, 
which is also faced. A steam-tight joint is thus formed 
without the aid of packing. 


FIG. 569. 


1074 STEAM BOILERS. 


1791. Mudholes and handholes are placed in boilers 
whose construction does not permit the entrance of a man, 
as, for example, in vertical boilers. They are also placed in 


Fic. 570. 


other boilers in convenient positions; thus, in a return tubu- 
lar boiler it is customary to place a handhole in the front 
head below the tubes. The handhole is a convenient place 
to rake out sediment and scale, and to admit a hose for the 
purpose of washing out the boiler. 

The handhole and its cover are constructed very much 
like the manhole and cover; the handhole, being the smaller, 
requires but one yoke and bolt to close up the cover. 


COMBUSTION AND FUELS. 


1792. Combustion may be defined as a rapid chemi- 
cal combination of two or more substances producing heat. 
The ordinary combustion which takes place in the furnace 
is the chemical combination of the carbon and hydrogen, of 
which the fuel is composed, with the oxygen of the air. 
This chemical combination produces intense heat, which 
may be used for generating steam or for any other desired 
purpose. 


1793. Carbon and oxygen, or hydrogen and oxygen, 
will not combine at ordinary temperatures; their temper- 
ature must be first raised to a fixed temperature, called the 
igniting temperature, before the attraction between the 
two is sufficient to cause them to combine. As soon, how- 
ever,.as the combustion is once begun, the temperature is 
kept up to the igniting point, or above it, by the combus- 
tion itself, and, as long as the oxygen and carbon or hydro- 
gen are supplied the combustion will continue. 
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1794. Products of Combustion.—The combination 
of oxygen with the carbon and hydrogen of the fuel pro- 
duces gaseous compounds, which pass away through the 
flues and chimney. Carbon and oxygen form two com- 
pounds, carbon monoxide, usually called carbonic oxide, 
and carbon dioxide, usually called carbonic acid. Hydro- 
gen and oxygen form a single compound, steam (or water). 
Carbonic acid is the product of complete combustion of car- 
bon; each pound of carbon unites with 23 pounds of oxygen 
and forms 32 pounds of carbonic acid. Carbonic oxide is 
the product of zuzcomplete combustion ; the pound of carbon 
in this case unites with 14 pounds of oxygen to form 24 
pounds of carbonic oxide. The formation of carbonic oxide 
is an incomplete combustion, because the carbon does not 
combine with as large a quantity of oxygen as it is possible 
for it to do. The 24 pounds of carbonic oxide may itself 
combine with another 14 pounds of oxygen, thus completing 
the combustion and forming the 33 pounds of carbonic acid. 
One pound of hydrogen requires 8 pounds of oxygen for 
complete combustion, the resulting product being 9 pounds 
of steam or water. 


1795. Sulphur appears as a combustible constituent in 
some fuels, but in such small quantities that its presence 
may be neglected. We may safely assume that all fuels 
used for engineering purposes are composed of carbon and 
hydrogen, and, in some cases, oxygen. 


1796. The oxygen required for combustion is taken 
from the air. Air is composed of 23 parts (by weight) of 
oxygen and 77 parts of nitrogen. More exactly, the per 
cent. of oxygen is 23.185 and of the nitrogen 76.815, but for 
practical purposes, and for the solution of the following 
problems, the values 23¢ and vv% may be used. The nitro- 
gen takes no part in the combustion, and simply passes off 
through the chimney, carrying a certain quantity of heat 
along with it. 

The process of combustion in air may be shown by the 
following diagrams: 
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COMBUSTION OF CARBON—COMPLETE. 


Elements. Process. Products. 
ielibpacarooneee 1 lb. carbon } eT sie 
ILGL toot | 2.67 lb. oxygen 
; ART a 8.94 lb; nittogen. see 8.94 lb. nitrogen 
WAUGIL Al 6y. HDL Alloy 1261 lb: 


COMBUSTION OF HYDROGEN. 


1 lb. hydrogen 1 Ib. hydrogen f _... 91b. water 
Daiigene | 8 Ib. oxygen 
o4. 6 IRS go Sho. 26.8 Ib, nitrogen...... 26.8 lb. nitrogen 
35.8 35.8 35.8 


The weight of air required for complete combustion is, of 
; oe = 4.35 times the weight of oxygen required for 
the combustion, since air is 23 per cent. oxygen. Thus, as 
1 pound of hydrogen requires 8 pounds of oxygen for com- 
plete combustion, it requires 8 x 4.385 = 34.8 pounds of air 
for the same purpose. 


course 


1797. The minimum quantity of air required for 
the complete combustion of any given fuel may readily be 
found when its chemical composition is known. It has been 
shown that a pound of carbon requires 11.6 pounds of air, 
and a pound of hydrogen requires 34.8 pounds of air for 
complete combustion. Letting C represent the per cent. of 
carbon and // the per cent. of hydrogen contained in the 
fuel, the minimum quantity of air required for the complete 
combustion of a pound of fuel must be 11.6 C+ 34.8 H. If 
the fuel contains oxygen, the oxygen will unite with 4 its 
weight of hydrogen to form water, and the weight of air 
(W) required will be 


W = 11.6C+348 (7 $) (189.) 


where O represents the percentage of oxygen in the 
fuel, 
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EXAMPLE.—A certain kind of coal has the following chemical com- 
position: 


WARDON Reney fice sehen cicte dein clas we chic ease .80 
UV GO SEIN, «stir ieycemrs cis MiKo. a cele Fee steer Srolers .08 
(Ob VES MUSH ope DAD OSE CEE nee a .12 

~ 1.00 


Find the minimum quantity of air required for complete combustion 
of one pound of coal. 
SoLuTiIon.—Using formula 189, 
oN 
W = 11.6 C-+ 84.8 (7-9) = 11.6 x 8+ 348 (08-2) = 11.54 1b. 
Ans. 


1798. The minimum volume of air in cubic feet may be 
found by multiplying the result obtained from formula 189 
by 13.14, which is the number of cubic feet occupied by a 
pound of air at 62° F. 


1799. Owing to the difficulty of perfectly mixing the 
air with the thick bed of burning fuel, complete combustion 
cannot be attained in practice by using the theoretical 
quantity of air given by the formula. 

Furnaces with ordinary chimney draft require about 
double, and furnaces with forced draft about 1} times the 
theoretical quantity of air. 


1800. Heat of Combustion.—It has been determined 
by direct experiment that a pound of carbon, burned to 
carbonic acid gas, gives out 14,500 British thermal units of 
heat; burned to carbonic oxide, it gives out only 4,400 
B. T. U. Thecomplete combustion of a pound of hydrogen 
gives out 62,032 B. T. U. The heat of combustion of a 
given fuel may be determined approximately by the 
following formula: 


h = 14,500 C-+ 62,032 (7- £). (190.) 


where / is the heat of combustion in heat units and C, H, 
and O have the same meaning as in formula 189. 
EXAMPLE.—The composition of a variety of coal is as follows: 


Carbon, 82%; hydrogen, 4%; oxygen, 6%; other substances, 8%; total, 
100%. Find the approximate amount of heat developed by the con 


bustion of one pound of the coal. 
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_ SoLuTIon.—Using formula 190, 


D .06 
fh = 14,500 C + 62,082 (7- $) = 14,500 x .82 + 62,032 (.04 rte ae 


13,906 B. T. U. Ans 


1801. Formula 190 gives only approximate results, 
and where the heating power of a fuel needs to be accurately 
known, as, fof example, in evaporative tests of steam boilers, 
it is better to determine the heat of combustion by direct 
calorimetric experiment. 

The total heat required to raise a pound of water at 
62° F. to 212° F. and completely evaporate it at the latter 
temperature is, from the steam table, 1,116.6 B. T. U., and 
the heat required to evaporate a pound of water.at 212° 
is 966.1 B. T. U. Consequently, a pound of carbon com- 


jee ; 4,500 
pletely burned to carbon dioxide should raise ae =) 
pounds of water, nearly, from 62° to 212° and evaporate 
it at the latter point, or it should vaporize a 


pounds of water from and at 212° F. In a similar manner 
the evaporative power of any fuel may be obtained by 
dividing its heat of combustion by 1,116.6 for an evapora- 
tion from 62° or by 966.1 for an evaporation from 212°. 

In actual practice the above theoretical values of the 
evaporative powers of fuels can not be attained on account 
of the loss of heat by radiation and other causes. The best 
boilers can evaporate about 11 to 124 pounds of water from 
and at 212° per pound of combustible. 


1802. The temperature of the fire depends upon 
the total heat of combustion and upon the products of com- 
bustion. The specific heats of the products of combustion 
are as follows (see Table 21, Art. 1134): 


VaNih SOV ae Pete cae ee 6238751 Carbonicmacidy a. 2217 
ORV CRE Ne clas 4 21751 Nitrogen s.. sssprcsi .2438 
SXC shea rt, Wee Meh Nem .4805 Carbonic oxide.... .2479 


Suppose we take the case of the complete combustion of 
carbon. It was found that per pound of carbon there were 
given off 3.67 pounds of carbonic acid and 8.94 pounds of 
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nitrogen; and the heat of combustion was found to be 
14,500 B. T. U. per pound of carbon. 

The heat of combustion is given up to the products of 
combustion, the carbonic acid and nitrogen. The heat 
required to raise these products one degree in temperature 

bis o.01 < fli 9.94 x ..2498 = 25976 B. T.U. Hence, the 
total rise in temperature above atmosphere is 14,500 + 2.976 
= 4,872° F. 

To take a more complicated case, suppose the fuel is coal 
containing the elements in the following proportions: Car- 
bon .84, hydrogen .06, and oxygen.10. Required to find the 
temperature of the furnace, supposing that double the 
theoretical quantity of air is mixed with the fuel. 

Making allowance for the water due to combination of 1 
and QO in the fuel, we have for the free hydrogen, 

O 110 
BD ee WO = 0475, 
and the composition of the coal may be written, carbon .84, 
hydrogen .0475, and water .1125, since .10 + .06 = .16 and 
16 — .0475 = .1125. The heat of combustion per pound of 
coal is, therefore, by formula 190, .84 x 14,500 + .0475 x 
62,032:'= 15,126.52 B. T. U. 

The minimum air required is, by formula 189, 11.6X.84 
+. 34.8 x .0475 = 11.4 pounds, nearly; the air furnished is, 
therefore, 11.4 x 2 = 22.8 pounds. 

The products of the combustion are 


lat POM Ol ACU merase no, <) Scha e078 ay, <4 384 X 3.67 = 6.08. Ib. 
Water (Stéam).. «1.2. +- 1125 + .0475 X 9= .54 Ib. 
INICOROD re cae aes < gci i2 o> * s Ties ae eae OD. 
eee OTE Oh oir oie abe eae bk ae ares oS orate 11.4 Ib. 
23.8 Ib. 


The extra 11.4 pounds of air simply pass up the chimney 
with the other products of combustion. The object of 
supplying it was to insure perfect combustion. 

From the total heat of combustion must be subtracted 
the heat required to change the water into steam, that is, 
54x 966.1 B. T. U. The resulting temperature is 


C. Il.—31 
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15,126.5 — .54 X 966.1 
~ 3.08 X .217 + .54 x .4805 + 8.78 x .24388 4 11.4 X .2375 
== 2,528.5° F. above the temperature of the atmosphere. 

If the theoretical quantity of air had been supplied instead 
of double that amount, the temperature would have been 
about 4,800° F.; hence, it is apparent that air in excess of 
minimum amount required for combustion dilutes the 
products of combustion and lowers the temperature of the 
furnace. It is very important that just the proper amount 
of air be supplied to insure complete combustion; a greater 
quantity leads to loss of heat by diluting the products of 
combustion, while, on the other hand, an insufficient 
quantity leads to loss through incomplete combustion. 

1803. The rate of combustion of the fuel in the 
furnace is usually stated in pounds per hour burned on each 
square foot of grate. 

For coal the usual rates of combustion are as follows: 


CHIMNEY DRAFT. 


zt 


Pounds per sq 


ft. per hour. 
1. Slowest rate of combustion in Cornish 
DDOUOES Fey. 0 ha s:<.5.05j sonia eee ee ee ee 4 to 6 
2. Ordinary rate of combustion in Cornish 
DOUETS.. rs. 2h. ici wcceesiaceee Sahel < cetera 10 to 15 
ay Ordinary tates in factory Doers. cae. 12 to 18 
4. Ordinary rates in marine boilers.......... 15 to 25 


5. Quickest rates of complete combustion of 
anthracite coal, the supply of air coming 
ErOn ther erateronl ya ion oki. eels nearer 15 to 20 
6, Quickest rates of complete combustion of 
bituminous coal, with airholes above 


the fuel yi. aPeanOr Tater. ete een 20 to 25 
| FORCED DRAFT. 
Toms OCOMOLIVES 55, cthiclameca ane eee 40 to 100 
Sr POrped O:ROaES vipers huts ee te ie 60 to 125 


1804. The fuels used in the generation of steam are 
chiefly coal, coke, wood, the mineral oils, such as petroleum, 
and natural gas. Other fuels are sometimes used under 
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exceptional conditions; such as straw, bagasse (refuse from 
sugar cane), dried tan bark, and peat. 

All of these fuels are composed either of carbon alone 
or carbon in combination with hydrogen, oxygen, and 
non-combustible substances. 


1805. There are five leading varieties of coal: 

1. Anthracite, or hard coal, consisting almost entirely of 
pure carbon. 

2. Dry bituminous coal, containing 70 to 80 per cent.carbon. 

3. Bituminous coking coal, containing 50 to 60 per cent. 
carbon. 

4, Cannel coal, containing 70 to 85 per cent. carbon. 

5. Lignite, or brown coal, containing 55 to 75 per cent. 
carbon. 

Anthracite coal is difficult to burn, and requires a strong 
draft, high temperature, and much attention. It burns 
without flame or smoke, which gives it a peculiar value for 
some purposes. 

The bituminous coals burn freely and rapidly, and give 
off flame and smoke. The best bituminous coals have a 
higher heating value than anthracite, and are more highly 
esteemed as steam coals. 

Lignite is a sort of incomplete coal, and is not a very 
valuable fuel. 

Coke is made from bituminous coal by driving off its 
volatile constituents. It is used chiefly for metallurgical 
purposes, though it is a valuable fuel for steam generation. 

Wood is much used for steam purposes in localities where 
it is abundant. The chemical composition of ordinary 
seasoned firewood is as follows: 


Cav Mein ee ee ot iale ebvate ae oie nin tet oc Sd aters 875 
Hydrogen ooo coe on ne ese evel Oy ee eos ba ae 045 
OXYGEN ss west s pes a ateele es lle dine eg ties The 38075 
NUELOR EN, 7 ie core oF ale a2 se sivisinw nels wes meee 0075» 
WN Glo bie veclactice © cine Ries Saletee le curly oresetine whic shine biota 015 
Wa EeTad 2 tig tame Simi oie cite hie eee a ak, eta teiutio ai ates 25 
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The effective heating value of all kinds of wood is about 
the same, and is usually estimated at 0.4 the heating value 
of the same weight of coal. 

Slack, or screenings from coal, when burned upon a prop- 
erly constructed furnace with a blast, give nearly as good 
heating results as coal. 

Petroleum is coming into quite common use as a fuel for 
boilers, and offers many advantages, among which are the 
ease of lighting and controlling the fire, the uniformity of 
the combustion, and the economy of labor. The objections 
to the use of petroleum are: Danger of explosion, loss of 
fuel by evaporation, and high price of petroleum. 

The average chemical composition of petroleum is as 
follows: 


Carbon) nay. ew biac ates here asso ne ene ee -847 

Hydrogen. s 0. ice sess = ours cee Poems eee eee 131 

OXY POR Saisie Ses Ble ee. tee eee ee Saas 
1.000. 


A pound of petroleum completely burned generates about 
20,500 B. T. U. 

Natural gas is abundant in parts of Ohio and Pennsyl- 
vania, and is used as a boiler fuel. It is worth from 2 to 24 
times the same weight of coal, or about 30,000 cubic feet 
are equal to a ton of coal. 

Attempts have been made without great success to use 
artificial gas of various kinds for fuel purposes. Their chief 
disadvantage is high cost. 


1806. The transfer of heat from the furnace to the 
water of the boiler is accomplished by radiation, conduction, 
and convection. It is estimated that when the fire is burn- 
ing brightly about one-half of the heat received from the 
furnace by the boiler is radiated. The transfer of heat 
through the water is due to convection, since liquids are 
poor conductors of heat. The particles of water next to 
the shell become heated and immediately rise into the main 
body of water, giving place to fresh particles of cold water. 
The rapidity with which heat will be absorbed by convec- 
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tion, therefore, depends upon the effectiveness of the water 
circulation in the boiler, and upon the extent and conduc- 
tivity of the heating surfaces. The transference of heat 
through the shell and furnace plates takes place by conduc- 
tion. It has been experimentally shown that the quality or 
thickness of the material has little influence, thick iron 
tubes working practically as well as thin brass ones. Very 
thick plates are, however, liable to be injured by burning 
when exposed to direct action of the fire, and hence in some 
cases the thickness of furnace plates is limited by law. 


1807. Water circulation is essential to the efficient 
operation of a boiler. It has just been shown that the 
rapidity of the transfer of heat by convection depends upon 
the rapidity of circulation; besides this, the circulation is 
useful in preventing, to a certain extent, the deposits of 
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sediment which accumulate from the feed-water. Again, a 
rapid circulation keeps the parts of the boiler at a uniform 
temperature, and is a safeguard against overheating. ; 
Fig. 571 shows the circulation of water in a plain cylin- 
drical boiler. ‘The heated currents rise from the hottest part 
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of the shell directly over the furnace, and carry the bubbles 
of steam to the surface. The cooler water rushes in to take 
their places over the furnace, and thus the circulation is 
maintained. As shownin the figure, there are two currents; 
one carrying the cold water from rear to front, and the other 
carrying it down the outside of the shell and up through 
the center. It will also be noticed that the circulation is in 
a direction contrary to that of the furnace gases. 

Since in all cylindrical shells the water is contained in a 
solid mass, broken only by flues or tubes, the circulation is 
more or less interfered with by opposing currents. The 
circulation is more rapid and effective if the water is con- 
strained to follow a eee path. This is one of the 


oie 


Fic. 572. Fic. 573. 


strong points of the water-tube boiler. The water must pass 
in one direction through a series of tubes; hence, the circula- 
tion is strong and uninterrupted. The difference between 
the cylindrical and water-tube boilers in this respect may 
be illustrated as follows: The cylindrical boiler, with its 
contained mass of water, may be compared to an ordinary 
kettle in the process of boiling. (See Fig. 572.) The water 
rises rapidly around the outer edges, and flows downwards 
in the center. If, however, the fire is quickened, the 
upward and downward currents interfere and the kettle 
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boils over. The water-tube boiler is identical in principle 
with a U tube depending from a vessel of water (Fig. 573) 
with the heat applied to one leg. The circulation is set up 
immediately and proceeds quietly, no matter how fierce the 
fire may be. 


1808. Loss of Heat.—A portion of the heat gener- 
ated in the furnace is usefully expended in evaporating 
water. There is, however, more or less loss of heat due to 
the following causes: 

1. A certain amount of heat is carried up the chimney 
by the waste gases, the temperature of which is between 
500° and 700°. 

2. In some cases heat is lost by incomplete combustion, 

3. Heat is required to vaporize the water formed by the 
combustion of hydrogen. ) 

4. The escape of free carbon in the form of smoke is a 
loss. 

5. Heat is lost by radiation. 

The loss due to the first of the above causes can not be 
avoided where chimney draft is used, since the temperature 
of the ascending gases must be 300° to 600° F. to insure a 
good draft. The loss may, however, be aggravated by 
using an excess of air. 

The loss due to the second cause may be avoided by using 
a sufficient quantity of air to insure complete combustion. 

The loss of the heat required to vaporize the water is 
unavoidable; it is, of course, much greater with wet fuels. 

The formation of smoke is a very common and very fruit- 
ful source of waste. Bituminous coals which are rich in 
hydro-carbon gases produce the most smoke. The volatile 
hydro-carbons are driven off by the high temperature, and 
come in contact with the air; the oxygen of the air unites 
with the more inflammable hydrogen, leaving the carbon in 
a finely divided condition; upon being cooled down, the fine 
particles of carbon appear as smoke. 

Smoke may be avoided by bringing a supply of fresh air 
in contact with the carbon while it is red hot in the flame; 
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that is, before it coolsdown intosmoke. After being formed 
smoke is hard to burn, and the skill of the fireman should be 
exerted in preventing its formation. A successful method 
of smoke prevention, devised by D. K. Clark, consists in 
forcing air into the furnace adove the fuel by means of steam 
jets. 

The loss of heat by radiation may be made small by cover- 
ing exposed parts of the boiler with non-conducting mate- 
rials. The radiation from an internally fired boiler is less 
than from one externally fired, the excess of the latter over 
the former being due to the brickwork furnace walls. 


EXAMPLES FOR PRACTICE. 


1. A certain coal has the following chemical composition: 


Car boty ceinice cose aaeier cette toes 90.4 per cent. 

FivdrOoen Wye eee een score ee 3.3 per cent. 

OXY Ben se ciicis dew sisisiel tie eSieieert ae eimees Us DELICE Es 

Othersilbstancesmerer testers 3.3 per cent. 
100.0 


Calculate the heat of combustion of one pound. 
Ans. 14,922.4 B. T. U. 
2. The chemical composition of some marsh gas is, 
Carbon temanceestee onto cee eee 85.7 per cent. 
PIV ATOGeNa 4. cele akan eee 14.3 per cent. 
(a) Find the heat of combustion of one pound. 
(4) Find the weight of air per pound necessary for complete com- 


bustion. ee | (@) 215201 Bate Ue 
(6) 14.92 Ib. 
3. The chemical composition of a certain kind of peat is as follows: 
Carbon acm aceincinws stiee cee oes 60 per cent. 
Five rOPEN Hsia etsisrecrac ene ee eee 6 per cent. 
OXY PEN aan eae eee nae ee 31 per cent. 
CA Sli coh cate vehiie Ce cis eee aie eter aie en 3 per cent. 


(2) Find the heat of combustion of one pound of peat. 
(4) Find the weight of-air per pound of peat required for complete 
combustion. neck | (a) 10,018.2 B. T. U. 
(2) 7.7 Ib. 


THE FURNACE—FURNACE FITTINGS. | 
1809. The proper combustion of the fuel depends to a 
great extent upon the proper design of the furnace and its 
fittings. The furnace, as has already been shown, comprises 
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the grate, ash pit, bridge, opening for introduction of fuel, 
doors, and dampers. 


1810. The grate, which supports the fuel, is usually 
made of cast-iron bars (A, Fig. 574) placed side by side, and 
supported by wrought-iron bearers. The lugs cast on each 
bar determine the size of the air space between them. 
For anthracite coals the air space is 2 to 4 inch wide, 
while for coals that cake much the width of space may be # 
inch. The bars are about 3? inch wide at the top and taper 
towards the bottom. For long furnaces the bars are gener- 
ally made in two lengths of about 3 feet each, with a bearer 


—————s 
= ae eee 
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in the middle of the grate. Long grates are generally set 
with a slope towards the bridge to facilitate the firing. In 
stationary fire-box boilers, and vertical boilers, it is prefer- 
able to support the grate independent of the shell of the 
furnace. 


1811. Shaking grates are to some extent taking the 
place of the ordinary grate. By their use the fire may be 
cleaned with little labor and without opening the fire door. 

The McClave shaking grate is shown in Fig. 575. The 
grate bars ¢, ¢, etc., are supported by trunnions ¢, ¢ which 
fit into a bearing bar on both sides of the grate. A portion 
of the bearing bar has been removed in order to show the 
grate bars properly. By working the lever / backwards and 
forwards, the rod 7 which is connected to the lever / by the 
stub lever m, and also with the grate bars at 7, ”, eCes, 
transmits the motion of the lever to the grate bars and 
causes them to rotate to and fro on the trunnions. 
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which receive the ashes and clinkers; when the bars are 
thrown back to their upright position the ashes are deposited 
in the ash pit, and thus a quantity of ashes is removed from 
the bottom of the fire at each sweep of the lever. 

This grate has been recently improved so as to allow one- 
half of the grate to be shaken without disturbing the other 
half. Thisisan advantage, inasmuch as the front half of the 
fire may be all right, while the back half may need shaking, 
and vice versa. 

This method of cleaning is particularly applicable to 


* anthracite coal fires, since the main body of the fuel is left 


undisturbed. The grate may also be used for shaking and 
breaking up the solid bed of fuel, as is necessary in fires of 
caking bituminous coals. For this purpose the lever is vibrated 
rapidly back and forth through a small arc. The ashes are 
shaken through the grate, and the mass of fuel is broken up. 
This grate is extensively used for burning the smaller sizes 
of anthracite, such as the pea and buckwheat sizes, and culm. 


1812. The Argand steam blower (Fig. 576) is used in 


Fic. 576. 


connection with the McClave grate to furnish a forced draft. 
The blower consists of a long air tube / discharging from 
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the end s into the space below the grate. In the other end 
of the tube is placed a ring-shaped tube 7 perforated on the 
right with small holes around the face. Steam from the 
boiler is led into the ring by the pipe Z and escapes in jets 
through the perforations, carrying air along with it through 
the opening 7 into the ash pit. This method of producing a 
draft by means of an air blast below the grate is particularly 
valuable in burning the small sizes of anthracite coal. 


1813. The bridge is a low wall at the back end of the 
grate; it forms the rear end of the furnace. The bridge is 
usually built of firebrick, though in some cases it is made of 
wrought iron, with an interior water space communicating 
with the inside of the boiler. It is the duty of the bridge 
to bring the flame in close contact with the heating surface 
of the boiler. The passage between the bridge and boiler 
shell should not be too small; its area may be approximately 
% the area of the grate. Likewise, the space between the 
grate and shell should be ample for complete combustion. 
Thurston advises that the distance between grate and boiler 
shell should be $ the diameter of the shell. 


1814. Mechanical stokers are used in many boiler 
plants in preference to firing by hand. The fuel is fed into 
the hopper and rests upon a feed plate which is given a back 
and forth motion by a pusher.. The fuel is thus gradually 
pushed forward on to another plate called a dead plate, 
and thence on to the grate. The shaft of a disk crank is 
connected with some source of power and rotates from 7 to 
10 times a minute. The motion of this crank is transmitted 
through the link to the pusher, and likewise to the connect- 
ing-rod; the latter, connecting with the grate bars, gives them 
a continuous rocking motion, which gradually works the coal 
down the grate, and finally lands the ash and cinders upon the 
dumping grate, from which they are dumped into the ash 
pit. The rate of feeding may be adjusted by the hand 
wheel, and the rock of the grate bars may be adjusted by 
the nuts on the rod. Mechanical stokers are particularly 
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valuable for furnaces burning the small sizes of coal, culm, 
slack, or sawdust. 


FIRING. 

1815. The thickness of the bed of fuel depends upon 
the nature of the fuel and the force of the draft; a strong 
draft demands a thick fire, a light draft a thin one. The 
larger sizes of coal may be burned in deeper beds than the 
smaller, and in general, hard coals can be used in beds of 
greater depth than can the soft coals. With ordinary chim- 
ney draft, the depth of the fire varies from 3 to 14 inches, 
while with forced draft, as in locomotive or marine boilers, 
the depth may be greatly increased. 


1816. Thereare three styles of hand firing ordinarily 
practised, spreading, alternate, and coking firing. 
Where spreading firing is employed the coal is spread evenly 
over the whole surface of the fire, commencing at the bridge 
and working towards the door. In alternate firing the coal 
is thrown alternately on each side of the furnace; at one 
firing, one side of the grate is spread with coal, and at the 
next firing, the other side receivesthe charge. This method 
is preferable to the spreading system in that the whole of 
the furnace is not cooled off at once by the fresh fuel. The 
coking system of firing is used with bituminous coals contain- 
ing a large proportion of hydro-carbons. The coal is first 
piled on the dead plate near the door and there allowed to 
coke. The hydro-carbon gases are driven off and burned at 
the front of the furnace, and then the coal is pushed back- 
wards towards the bridge, and another charge of fresh coal 
placed on the dead plate. 

The smaller sizes of coal can not be burned economically 
without almost continuous firing with small charges, It is 
best to use a mechanical stoker in this case. 


1817. The points to be observed in successful firing are 
as follows: Find the best depth for the fire and keep it at 
that thickness. Fire often enough to prevent the fire from 
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burning into holes, or in irregular thickness. Never allow 
the back of the grate to become bare. Fire quickly to avoid 
as much as possible the rush of cold air into the furnace. 
The ash pit should be kept clean to avoid checking the draft 
or burning out the grates. If the ash pit is shallow it is 
often filled with water toa depth of about twoinches. There 
are two methods of cleaning a fire by hand. In the first 
method, the live coal is pushed to the left side of the fur- 
nace, the right side of the grate is cleaned, and all the live coal 
is put on this side. The left side of the grate is now cleaned, 
the live coal is spread evenly over the grate, and alight 
charge of fresh coal put on. In the second method, the live 
coal is pushed back against the bridge, the front half of the 
grate is cleaned, the live coal is pulled to the front, and the 
clinkers and cinders on the back of the grate are pulled 
forwards over the top of thelivecoal. Thelive coals arethen 
spread and lightly covered with fresh fuel. ‘The damper in 
the chimney should be partially closed while cleaning the 
fire to prevent the rush of cold air cooling the hot parts of 
the boiler. For the same reason, and to prevent the loss of 
steam pressure as well, the cleaning should be done as quickly 
as possible. 


1818. Liquid fuels are generally sprayed into the fur- 
nace by jets of steam or compressed air. The chief care of 
the fireman is to guard against an explosion arising from the 
vapors of the fuel, and to regulate the supply of air so as to 
obtain the most economical combustion. 


FORCED AND NATURAL DRAFT. 


1819. The necessary quantity of air is supplied to a 
furnace by a draft—either artificial or natural. 

Forced draft, or artificial draft, is produced mechanically 
by fans or blowers; natural draft is produced by a chimney, 
the impelling force being the difference between the weight 
of the hot gases in the chimney and the weight of an equal 
column of cold air. 


STEAM BOILERS. 1093 


1820. Forced draft is extensively used in marine 
work. The draft is practically applied in one of three 
ways: 


1. The air is forced by a fan into an air-tight fireroom. 

2. The air is forced by the fan into air-tight ash pits. 

3. The fan is placed in the uptake, and by driving out the 
waste gases createsa partial vacuum, which draws in the air 
through the grates. 

The pressure of the draft is measured in inches of water; 
thus, in the above cases the air is forced into the fireroom or 
ash pit under a pressure of 1 to 3 inches of water; an inch of 
water corresponding to a pressure of .036 pound per square 
inch, or about 5.2 pounds per square foot. 


1821. The horsepower necessary to furnish a forced 
draft may be calculated by the following formula: 


Let # = pressure of draft in pounds per square foot; 
W = weight of fuel burned per minute; 
V = volume of air in cubic feet per pound of fuel; 
y = efficiency of draft apparatus. 


pwV 


Then, leh, R= 33,0007" 


(191.) 


ExAMPLE.—What horsepower is required to supply air at a pressure 
of 24 inches of water to a total grate area of 120 sq. ft., burning 50 
pounds of coal per sq. ft. per hr., and requiring 220 cu. ft. of air per 
pound of coal? Assume the efficiency to be 60 per cent. 


SoLutTIon.—By formula 191, 


50 
pwr 24 X 5.2 X ay X 120 x 220 


SS SS ee Z 
33,000 7 33,000 <.60 14.44 horsepower. Ans. 


iat eS 


1822. The third method of producing a forced draft 
mentioned above is at present being applied successfully to 
stationary boiler plants. It is particularly applicable where 
economizers are used, since the draft depends in no way upon 
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the temperature of the furnace gases. The use of econo- 
mizers with ordinary chimney draft has in some cases re- 
sulted in a decrease of economy, because the lowering of 
the temperature of the waste gases weakened the draft so 
much as to overbalance the gain of heating the feed-water. 
By using a forced draft, however, the temperature of the 
gases may be reduced to the lowest possible point without 
affecting the draft pressure. When so used, in connection 
with an economizer, the gases of combustion pass from the 
boilers into the main flue which communicates with the fan. 
When the fan is in operation, the gases are sucked through 
the flue and forced out of the chimney, which rises a short 
distance above the building. The economizer is placed in 
the main flue and extracts the heat from the gases to raise 
the temperature of the feed-water. It consists of a series 
of vertical pipes connected top and bottom, and so arranged 
that the feed-water circulates through them in a direction 
opposite to the course of the gases. An average of several 
tests of this system showed that the gases were reduced in 
temperature from 525° to 270° F. and that the temperature of 
the feed-water was raised from 150° to 295° F., representing 
a gain in fuel of about 14 per cent. 


1823. Forced draft may also be produced by blowers, 
actuated by jets of steam, as in the Argand blower already 
referred to. The forced draft of locomotives is produced 
by forcing the exhaust steam through the smokestack, as 
described in Art. 1077. 


1824. The chimney serves the double purpose of 
creating a draft and carrying away obnoxious gases. The 
production of the draft depends upon the fact that the fur- 
nace gases (the products of combustion) passing up the 
chimney have a high temperature, and are consequently 
lighter than an equal volume of outside air at ordinary tem- 
perature; that is, the pressure within the chimney is slightly 
less than the pressure of the outside air. Consequently, the 
air will flow from the place of higher pressure to the place 
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of lower pressure—that is, into the chimney through the 
furnace. 

Suppose, for example, the average temperature of the 
gases in a chimney 150 feet high is 500° F. A pound of 
burned gases at 62° F. has a volume of 12.5 cu. ft.; its 
12.5 X (500+ 460) 

62 + 460 
Therefore, a column of burned gases 1 foot square and 150 
150 
23 


volume at 500° is, then, == 23. cubictteet, 


feet long would weigh = 6.52 pounds. A similar column 


a 


150 
Hence, the pressure of the draft is 11.42 — 6.52 = 4.9 pounds 
per sq. ft. =.947 in. of water. It is evident that the pres- 
sure of the draft depends upon the temperature of the 
furnace gases and the height of the chimney. The higher 
the chimney, the lower may be the temperature of the 
gases to produce the same draft, and the greater will be 
the economy of the furnace. In general, chimneys are not 
built much less than 100 feet in height. 


of air at 62° F. would weigh = 11.42 pounds, nearly. 


1825. The relation between the height of the chimney 
and the pressure of the draft in inches of water is given by 
the following formula: 


(Aces 
p= He —7) 
where # is the draft in inches of water, 7 the height of 
chimney in feet, and 7, and 7, the absolute temperature of 
the outside air and of the chimney gases, respectively. 


(192.) 


EXAMPLE.—What draft pressure will be produced by a chimney 120 
feet high, the temperature of the chimney gases being 600° F.; of the 
external air 60° F.? ¢ 

SoLtuTiIon.—By formula 192, 

Wks SMbO) 7.6 7.9 
p=H(z- 7) = 120 (gan-pa0 160 + 600 
The draft pressures ordinarily produced by chimneys vary 

from 0 to 2 inches of water. Wood requires least draft, and 


=.85in. Ans. 


C. Il.—32 
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the small sizes of anthracite coal the greatest draft. To 
successfully burn anthracite, slack, or culm, a draft of 14 
inches is necessary. 


1826. To find the height of chimney to give a specified 
draft pressure, formula 192 may be transformed. 


jg oe ah 
Teles, wat bat (193.) 
L, J, 

EXAMPLE.—Required, the height of the chimney to produce a draft 
of 14 inches of water, the temperature of the gases and of the external 
air being, respectively, 550° and 62°. 

SoLuTIon.—By formula 193, 


ee SEED Sie ody 
Ey "6, nam oak teeta 


CF ed cy ee | AOLO 


1827. The height of the chimney being decided upon, 
its cross-sectional area must be designed to easily carry off 
the products of combustion. The following formulas for 
finding the dimensions of chimneys are in common use : 


Let H = height of chimney in feet; 

ff, P. = horsepower of boiler or boilers; 
A = actual area of chimney in square feet; 
£ = effective area of chimney in square feet 
S = side of square chimney in inches; 
@ = diameter of round chimney in inches. 


hen, bal aA —.6VA. (194.) 
HP. = 3.38 £i/H. (195.) 
S128 4/2 + 4, (196.) 
2=13:549/2 14, (197.) 


Table 38 has been computed from the above formulas. 
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EXAMPLE.—What should be the diameter of a chimney 100 feet high, 
which furnishes draft for a 600 horsepower boiler ? 


SoLuTion.—By formula 194, 
_ ah BE, _ :3 X 600 _ 4. 


WH 4/100 
Now, using formula 197, 
d = 18.54/18 + 4= 61.44 inches. Ans. 


EXAMPLE.—For what horsepower of boilers will a chimney 64 inches 
square and 125 feet high furnish draft ? 


SOLUTION.—By simply referring to Table 38, the H. P. is found to 
be 934. 


1828. Chimneys are usually built of brick, though in 
some cases iron stacks are preferred. The external diameter 
of the base should be +4 the height in order to provide 
stability. The taper of a chimney is from ;4 to} inch to 
the foot on each side. The thickness of brickwork is usually 
one brick (8 or 9 inches) for 25 feet from the top, increasing 
% brick for each additional 25 feet from the top downwards. 
If the inside diameter is greater than 5 feet, the top length 
should be 14 bricks, and if under 8 feet, it may be } brick 
in thickness for the first 10 feet. 

A round chimney is better than a square one, and a 
straight flue better than a tapering one. If the flue is 
tapering, the area for calculation is measured at the 
top. 

The flue through which the gases pass from the furnaces 
to the chimney should have an area equal to or a little 
larger than the area of the chimney. Abrupt turns in 
the flue, or contractions of its area, should be carefully 
avoided, as they greatly retard the flow of the gases. 
Where one chimney- serves several boilers, the branch 
flue from each furnace to the main flue must be somewhat 


larger than its proportionate part of the area of the main 
flue. 


1829. The maximum rates of combustion attainable 
under natural draft are given by the following formulas, 
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which have been deduced from the experiments of Isherwood: 


Let /' = weight in pounds of coal per hour per square foot 
of grate area; 
fT = height in feet of chimney or stack. 
Then, for anthracite coal burned under the most favorable 
conditions, 


F=2/7H —1; (198.) 
and under ordinary conditions, 
Fea Vb it — 1, (199.) 
For best semianthracite and bituminous coals, 
F=2.25/H; (200.) 
and for less valuable soft coals, 
Fis FE (201.) 


The maximum rate of combustion is thus fixed by the 
height of the chimney; the minimum rate may be anything 
less. The customary rates have been given in Art. 1803. 


EXxAMPLE.—Under ordinary conditions, what is the maximum rate 
of combustion of anthracite coal if the chimney is 120 feet high? 


SoLuTIon.—By formula 199, 
F=1.,5 7/120 — 1 = 15} Ib. per sq. ft. per hr. Ans. 


EXAMPLES FOR PRACTICE. 


1. What should be the height of a chimney to give a draft pressure 
of $ inch of water, the temperature of the air being 60° F. and of the 


gases 440° F.? Nass MO EE 
2, A chimney is 135 feet high and 5 feet square inside. Calculate 
the horsepower for which it will furnish draft. Nios feloil Jets 12 


8 What isthe maximum rate of combustion of best bituminous 
coal in a marine boiler with chimney stacks 100 feet high? Ans. 22.5 Ib. 
4, Calculate the power required to furnish a forced draft at a pres- 
sure equal to 2} inches of water for a grate area of 100 sq. ft., the rate 
of combustion being 60 lb. per sq. ft. per hour, and the volume of air 
200 cu. ft. per min. for each pound of coal. Assume the efficiency of 
the apparatus to be 70 per cent. Ans. 11} H. P. 
5. Calculate the side of a square chimney 150 feet high, which fur- 
nishes draft for boilers of 1,000 H. P. Ans. 68.4 in. 
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6. What draft pressure will a chimney 80 feet high furnish, the 


temperatures of the air and gases being, respectively, 60° and 600° F. ? 
Ans. .57 in. 


%. Under the most favorable conditions, what height of chimney 
will allow a maximum rate of combustion of anthracite coal of 28 Ib. 
per sq. ft. of grate per hour? Ans. 144 ft. 


PROPORTIONS OF BOILERS. 


1830. The grate area depends upon the rate of com- 
bustion, the evaporation per pound of fuel, and the total 
weight of steam evaporated per hour. For example, a 600 
H. P. boiler plant generates per hour 600 x 30 = 18,000 
pounds of steam having a pressure of 70 pounds from a 
feed-water temperature of 100°. 

Supposing the rate of combustion to be 16 pounds of coal 
per square foot of grate per hour, and the evaporation to be 
9 pounds of water per pound of coal, the necessary grate 
18,000 
16 X 9 
would necessarily be divided between several furnaces, as a 
grate longer than 6 feet cannot be easily fired, while the 
width is limited to 4 or 6 feet by constructive considerations. 
Assuming the dimensions of the grate to be 4 x 6 feet, the 

sees 5 furnaces 
4x 6 

From the above method of calculating grate area, the 

following formula may be readily deduced: 


area must be = 125 square feet. This grate area 


above grate area would require 


Let G = area of grate in square feet; 
f= rate of combustion in pounds per square foot 
of grate surface per hour; 


W = weight of steam generated per - hour by boiler 
or boilers; 
é= evaporation in pounds of water per pound of 
coal. 


W 
Then, G= Fe (202.) 
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In using this formula care must be taken that Wand e 
are taken at the same pressure and temperature. That is, 
if the boiler generates JV pounds of steam per hour at a 
pressure of 80 lb. from a temperature of 60°, ¢ must repre- 
sent the number of pounds of water which a pound of coal 
will raise from 60° and evaporate into steam at 80 Ib. pres- 
sure. As will be explained later, it is customary, for the 
purpose of calculation, to reduce both Wand ¢ to the equiva- 
lent evaporation from and at 212° F. 


EXAMPLE.—Find the grate area of an 80 H. P. boiler, evaporating 
30 lb. of water from and at 212° per H. P. per hour, the rate of com- 
bustion being 12 1b. per sq. ft. of grate surface per hr., and the evapora- 
tion 10} lb. of water from and at 212° per pound of coal. 


SoLtuTion.—Using formula 202, we obtain 


_ W_ 80x80 _ 
ety rect E IE gees ae Ans. 


1831. The heating surface of a boiler includes the 
entire surface of the shell and flues coming in contact with 
the flame and furnace gases on one side and water on the 
other; this includes, in the case of externally fired boilers, 
the portion of the shell below the fire line, portions of the 
heads, and the inner surface of fire tubes and flues, or the 
outer surface of water tubes. In the case of internally fired 
boilers, the heating surface includes the interior of the fire- 
box, or furnace flues, and the inner surface of the tubes, if 
there are any. 

The area of the heating surface of each of the various 
types of boilers bears a nearly constant ratio to the grate 
area. The ratios usually adopted are as follows: 


Plain cylindrical boilers.......+--++eeseseeseees 12 to 15 
OTRAS hae ci ches onl ein ns eins ocunsla heaps» 15 to 30 
Cylindrical Hie iia. -iclericte ors - neice Anite one 7 20 to 25 
Cylindrical tubular <7. «enc ee pete es 25 to 35 
Marine fire tubular.......----se+eeereeesertet 30 to 35 
Marine water tubular........-----+eeeeerrecce 35 to 40 


Locomotive tubular........+-+-- NESS A a ee 50 to 100 
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1832. From a large number of tests of horizontal 
tubular boilers, Mr. G. H. Barrus concludes that the ratio of 
heating surface to the grate area for that type of boiler 
should be 36 to 1, where the rate of combustion is not above 
12 lb. per sq. ft. of grate; this applies to anthracite coal. 
For bituminous coal the ratio may be 45 to 50to1. He 
also finds that the highest efficiency with anthracite coal is 
obtained when the combined cross-sectional area of the 
tubes is from + to +5 the grate area, and the greatest effi- 
ciency is obtained with bituminous coal when the tube area 
is from } to 4 the grate area. 


1833. Since the greater part of the heating surface of 
tubular, and especially of locomotive, boilers is furnished by 
the tubes, particular attention must be paid to their 
arrangement. The tubes are from 24 to 4 inches in diam- 
eter; their length should not exceed 5 feet per inch of diam- 
eter, and a less length would probably be an advantage. 
The tubes should be arranged in horizontal and vertical 
rows; if staggered, they hinder the circulation of the water. 
The pitch of the tubes—that is, the distance from center to 
center—should be from 14 to 14 times the diameter of the 
tube; and the distance between the two center rows should 
be double the distance between the other rows. The dis- 
tance between the shell and outer row of tubes should 
be 3 inches or more. It is good practice not to carry the 
tubes down near the bottom of the shell, as the lower tubes 
receive only the coolest gases, and do not, therefore, furnish 
efficient heating surface. By leaving them out a large 
body of water rests directly over the fire and a good circula- 
tion is insured. The distance from the top of the tubes to 
top of the shell should be about % the diameter of the shell; 
if steam drums or domes are used this height may be 3 or 4 
the diameter of the shell. 


1834. The calculation of the heating surface of boiler 


tubes may be facilitated by reference to the following 
table: 
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diam- 


The boiler is so set 


in 


Iculate the heating surface of a boiler 5 ft. 
d to the fire. 


and containing 82 3-inch tubes. 


EXxAMPLE.—Ca 
eter, 15 ft. long, 


that half the shell is expose 
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SoLuTION.—The heating surface of the shell is4 «5 x 3.1416 x 15 = 
117.8 sq. ft.° 

The heating surface of each head is 4 its area less the cross-sectional 
area of the tubes; the area of the tubes may be taken from Table 39. 

a 82 x 7.069 
Hence, heating surface of heads = als xX 5? & .7854 — <i —— eG 
sq. ft. 

The total length of tubes is 82 x 15 = 1,230 ft., and from Table 39 
the length per sq. ft. inside surface is 1.873 ft. Hence, the heating 
1,230 | 
i337 896 sq. ft. 

The total heating surface is, therefore, 
117.8 + 11.6 + 896 = 1,025.4 sq. ft. 


surface of tubes is 


Since the front head or tube plate is an inefficient heat- 
ing surface, some authorities do notinclude it in cal- 
culating the effective heating surface. Leaving it out 
in the above example, the heating surface will be 1,019.6 
erat ts 


1835. The steam space required by a given boiler 
depends upon the purpose for which the steam is required. 
Where the steam is under high pressure, and where rela- 
tively small quantities are withdrawn at very frequent 
intervals, as in locomotives, the steam space need not be so 
large as where large quantities are withdrawn less fre- 
quently. Where the boiler supplies steam to an engine it 
is a general rule that the steam space should hold enough 
steam to supply the engine for 20 to 25 seconds. When 
steam is supplied for heating purposes it need not neces- 
sarily be dry, and, hence, the steam space may be 
smaller. As ordinarily designed, from 4 to 4 the cubic 


contents of the boiler is steam space, the remainder water 
space, 


1836. The proportions of horizontal tubular and verti- 


cal boilers adopted by a leading manufacturing company 
are given in the following table: 
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HORSEPOWER OF BOILERS. 


1837. The horsepower of a boiler is a measure of its 
capacity for generating steam. Boiler-makers usually rate 
the horsepower of their boilers as a certain fraction of the 
heating surface. Thus, in Table 40, just given, it will be 
noticed that for the vertical boilers the horsepower is +1, the 
heating surface, and for the horizontal type, it is about +, 
the heating surface. The ratio of heating surface to horse- 
power, when the boiler is run under ordinary conditions, is 


about as follows: 


Sq. ft. of Heating Surface 


Type of Boilers. per Horsepower. 


Water ti uber nor ate cee ae eee 10 to 12 
MeICabiular Ae seni ae 14 to 18 
POOR RS Sao Rot at ee ee 8 to 12 
Plain Oy imuricet.. kino ao ee ee 6 to 10 
Locomotive (stationary practice).... 12 to 16 


The above method of rating boilers is extremely indefinite; 

with the same heating surface, different boilers of the same 

type may, under different circumstances, generate very 
different quantities of steam. 


1838. In order to have an accurate standard of boiler 
power, the American Society of Mechanical Engineers has 
adopted as a commercial horsepower az evaporation of 80 
pounds of water per hour from a feed-water temperature of 
100° F. into steam at 70 pounds gauge pressure, which is con- 
sidered equivalent to 344 units of evaporation; that is, to 344 
‘pounds of water evaporated from a feed-water temperature 
of 212° F. into steam at the same temperature. 

Since 966.1 heat units are required to evaporate a pound 
of water from and-at 212°, a horsepower is equal to 966.1 
X 384} = 33,330 B. T. U. per hour. 

Different boilers generate steam at different pressures 
and receive the feed-water at different temperatures; in 
order to compare the relative performances of boilers it is 
necessary to reduce the actual evaporation to an equivalent 
evaporation from and at 212° F. per pound of combustible ; 


STEAM BOILERS. 1107 


that is, what the evaporation would have been if the fuel 
had been without ash, the feed-water at 212° F., and the 
steam delivered at 0 gauge pressure. 


Let W= the actual evaporation; 
fT = total heat of steam above 82° at pressure of 
actual evaporation; 
= observed temperature of feed-water; 
W’ = equivalent evaporation from and at 212°. 
Then, W(H —7¢-+ 32) = 966.1 W’, 
; W (H — t+ 82 
or W' = eo ee 2) 
966.1 
EXAMPLE.—A boiler generates 2,200 lb. of steam per hour at a pres- 


sure of 120 lb.; the temperature of the feed-water is 70° F. (a) What 
is the equivalent evaporation, and (4) the horsepower of the boiler ? 


(203.) 


SoLuTIon.—(a) From the steam table, the total heat H, correspond- 
ing to a pressure of 120 lb., gauge, is 1,188.64 B. T. U. Hence, from 
formula 203, 

Wie 2,200(1, 188.64 — 70 + 382) 
a 966.1 


9 
ae 1G) des eat VAS. 


= 2,620 lb. Ans. 


(6) The horsepower = 


a FT — t+ 82 

1839. The quantity (sa 7 : 

tual evaporation to equivalent evaporation from and at 212° 
is called the factor of evaporation. 

To facilitate the calculation of the equivalent evapora- 

tion, the following table of factors of evaporation is inserted: 


) which changes ac- 


Oa ee Vie) 
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ExAMPLE.—A boiler is required to furnish 1,800 lb. of steam per 
hour at a gauge pressure of 80 lb. If the temperature of the feed- 
water be 48°, what will be the rated horsepower of the boiler ? 

SoLtuTIon.—From Table 41, the factor of evaporation for 80 Ib. 
pressure and a feed-water temperature of 40° is 1.214, and for the 
same pressure and a feed-water temperature of 50°, 1.208. Difference 
= 1.214 —1.203=.011. Difference of temperature = 50° — 40° = 10°. 
Difference between the lower temperature and the required tempera- 
ture = 48> —402=.8% Then, 10° 3:8> 33.011 <a50 or e009; 1214 — 


.009 = 1.205. 1,800 x 1.205 = 2,169 Ib., and = 
nearly. Ans. i 


= 63 horsepower, 


ExAMPLE.—What is the factor of evaporation when the feed-water 
temperature is 122° and the gauge pressure 72 |b.? 

SoLuTIon.—In Table 41, under the column headed 70 and opposite 
120 in left-hand column is found 1.128; in column headed 80 and 
opposite 120 is found 1.181; difference =.003. In the same vertical 
columns and opposite 130 are found 1.117 and 1.120; difference = .008, 
same as above. Hence, for an increase of 10 lb. in gauge reading, 
there is an increase of .003 in the factor of evaporation, or an increase 
of .0003 for 1 1b. and of .0003 « 2=.0006 for 21b. Therefore, for a feed- 
water temperature of 120° and 72 Ib. pressure, the factor of evaporation 
is 1.128 + .0006 = 1.1286. 

The difference between the numbers opposite 120 and 130 in the two 
columns headed 70 and 80, respectively, is 1.128 — 1.117 = .011, and 1.181 
— 1.120 =.011, showing that, for an increase of temperature in the feed- 
water of 10°, there is a decrease in the factor of .011, and for 15 
a decrease of .0011, or for 2° of .0022. Hence, the value of the factor 
for a temperature of 122° and a pressure (gauge) of 72 Ib, is 1.1286 — 
.0022 = 1.1264, using four decimal places. ADS 


——— 


BOILER TRIALS. 

1840. The object of a boiler trial may be to deter- ~ 

mine : the efficiency of the boiler under given conditions; 

the comparative value of different boilers working under 

the same conditions; the comparative value of fuels; the 

evaporative power or the horsepower of the boiler; or the 
quantity of coal and steam consumed by a given engine. 


1841. The efficiency of the boiler may be defined as 
the ratio of the heat utilized in evaporating water to the 
total heat supplied by the fuel. The amount of heat 
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supplied is determined by accurately weighing the fuel used 
during the test, and deducting all the ash and unconsumed 
portions. The total heat of combustion of the fuel obtained 
by experiment or calculation, multiplied by the quantity of 
combustible, should give the heat units supplied by the 
combustion, assuming it to be perfect. The heat utilized 
in useful evaporation is obtained by weighing the feed-water 
delivered to the boiler and multiplying this weight by the 
number of heat units required to change water at the tem- 
perature of the feed into steam at the observed pressure. 

The essential operations of a boiler trial are the weigh- 
ing of the feed-water and fuel, and the observations of the 
steam pressure, temperature of feed-water, and various 
other less important pressures and temperatures. 


1842. Method of Making a Boiler Trial.—A 
standard method of making boiler trials has been adopted 
by the American Society of Mechanical Engineers. The 
method is as follows : 


CODE OF RULES FOR BOILER TRIALS. 


1843. I. Preliminaries to a Test.—In preparing 
for and conducting trials of steam boilers, the specific object 
of the proposed trial should be clearly defined and steadily 
kept in view. 

II. Measure and record the dimensions, position, etc., 
of grate and heating surfaces, flues, and chimneys; propor- 
tion of air space in the grate surface; kind of draft, natural 
or forced. 


III. Put the boilers in good condition. Have heating 
surfaces clean inside and out, grate bars and sides of furnace 
free from clinkers, have dust and ashes removed from back 
connections, leaks in masonry stopped, and all obstruction 
to draft removed. See that the damper will open to full 
extent, and that it may be closed when desired. ‘Test for 
leaks in masonry by firing a little smoky fuel and immedi- 


ately closing damper. The smoke will then escape through 
the leaks, 


STEAM BOILERS. 1111 


IV. Have an understanding with the parties in whose 
interest the test is to be made as to the character of the 
coal to be used. The coal must be dry, or, if wet, a sample 
must be dried carefully and a determination of the amount 
of moisture in the coal made, and a calculation of the results 
of the test corrected accordingly. Wherever possible, the 
test should be made with standard coal of a known quality. 
For that portion of the country east of the Alleghany 
Mountains, good anthracite egg coal or Cumberland semi- 
bituminous coal may be taken as the standard for making 
tests. West of the Alleghany Mountains and east of the 
Missouri River, Pittsburg lump coal may be used. 


V. In all important tests a sample of coal should be 
selected for chemical analysis. 


VI. Establish the correctness of all apparatus used in 
the test for weighing and measuring. ‘These are: 

1. Scales for weighing coal, ashes, and water. 

9. Tanks or water meters for measuring water. Water 
meters should be usedas arule as a check on other measure- 
ments. For accurate work the water should be weighed or 
measured in a tank. 

3. Thermometers and pyrometers for taking tempera- 
tures of air, steam, feed-water, waste gases, etc. 

4. Pressure gauges, draft gauges, etc. 


VIL Before beginning a test, the boiler and chimney 
should be thoroughly heated to their usual working tem- 
perature. If the boiler is new it should be in continuous 
use at least a week before testing, so as to dry the mortar 
thoroughly and heat the walls. 


VIII. Before beginning a test, the boiler and connec- 
tions should be free from leaks, and all water connections, 
including blow-off and extra feed-pipes, should be discon- 
nected or stopped with blank flanges, except the particular 
pipe through which the water is to be fed to the boiler during 
the trial. In locations where the reliability of power is so 
important that an extra feed-pipe must be kept in position, 
and, in general, when for other reasons water pipes other 
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than feed-pipes cannot be disconnected, such pipes may be 
drilled so as to leave openings in their lower sides, which 
should be kept open throughout the test as a means of 
detecting leaks or accidental or unauthorized opening of 
valves. During the test the blow-off pipe should remain 
exposed. If an injector is used it must receive steam 
directly from the boiler being tested, and not from a steam 
pipe or any other boiler. 

See that the steam pipe is so arranged that water of con- 
densation can not run back into the boiler. If the steam 
pipe has such an inclination that the water of condensation 
from any portion of the steam-pipe system may run back 
into the boiler, it must be trapped so as to prevent this 
water getting into the boiler without being measured. 


1844. IX. Starting and Stopping a Test.—A 
test should last at least ten hours of continuous running, and 
twenty-four hours whenever practicable. The conditions of 
the boiler and furnace should be, as nearly as possible, the 
same at the end as at the beginning of the test. The steam 
pressure should be the same, the water-level the same, the 
fire upon the grates should be the same in quantity and 
condition, and the walls, flues, etc., should be of the same 
temperature. To secure as near an approximation as pos- 
sible to exact uniformity in conditions of the fire and in the 
temperatures of the walls and flues, the following method 
of starting and stopping a test should be adopted: 


1845. X. Standard Method.—Steam being raised 
to the working pressure, remove rapidly all the fire from the 
grate, and as quickly as possible start a new fire with 
weighed wood and coal, noting the time of starting the test 
and the height of the water-level while the water is in a 
quiescent state just before starting the fire. 

At the end of the test; remove the whole fire, clean the 
grates and ash pit, and note the water-level when the water 
is in a quiescent state; record the time of hauling the fire 
at the end of the test. The water-level should be as nearly 


STEAM BOILERS. 1113 


as possible the same as at the beginning of the test. If it 
is not the same, a correction should be made by computation 
and not by operating the pump after the test is completed. 
It will generally be necessary to regulate the discharge of 
steam from the boiler, tested by means of the stop-valve, 
for a time when firesare being hauled at the beginning or at 
the end of the test, in order to keep the steam pressure in 
the boiler at those times up to the average during the test. 


1846. XI. Alternate Method.—Instead of the 
standard method above described, the following may be 
employed where local conditions render it necessary: 

At the regular time for slicing and cleaning fires, have 
them burned rather low, as is usual before cleaning, and 
then thoroughly cleaned; note the amount of coal left on 
the grate as nearly as it can be estimated; note the pressure 
of steam and the height of the water-level—which should be 
at the medium height to be carried throughout the test—at 
the same time; and note this time as the time of starting 
the test. Fresh coal which has been weighed should now be 
fired. The ash pits should be thoroughly cleaned at once 
after starting. Before the end of the test the fires should 
be burned low, just as before the start, and the fires cleaned 
in such a manner as to leave the same amount of fire and in 
the same condition on the grates as atthe start. The water- 
level and steam pressure should be brought to the same 
point as at the start, and the time of the ending of the test 
should be noted just before fresh coal is fired. 


1847. XII. During the Test.—Keep the Con- 
ditions Uniform.—The boiler should be run continuously 
without stopping for meal-times or for rise or fall of steam 
due to change of demand for steam. The draft being 
adjusted to the rate of evaporation or combustion desired 
before the test is begun, it should be retained constant 
during the test by means of the damper. 

If the boiler is not connected to the same steam pipe with 
other boilers, an extra outlet for steam, with valve in same, 
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should be provided, so that in case the pressure should rise 
to that at which the safety valve is set, it may be reduced 
to the desired point by opening the extra outlet, without 
checking the fires. 

If the boiler is connected to the main steam pipe with 
other boilers, the safety valve on the boiler being tested 
should be set a few pounds higher than those of the other 
boilers, so that in case of a rise in pressure the other boilers 
may blow off and the pressure be reduced by closing their 
dampers, allowing the damper of the boiler being tested to 
remain open, and firing as usual. 

All the conditions should be kept as nearly uniform as 
possible, such as the force of draft, pressure of steam, and 
height of water. The time of cleaning the fires will depend 
upon the character of the fuel, the rapidity of combustion 
and the kind of grates. When very good coal is used and 
the combustion is not too rapid, a ten-hour test may be run 
without any cleaning of the grates other than just before 
the beginning and just before the end of the test. But in 
case the grates have to be cleaned during the test, the inter- 
vals between one cleaning and another should be uniform. 


1848. XIII. Keeping the Records. — The coal 
should be weighed and delivered to the firemen in equal 
portions, each sufficient for about one hour’s run, and a 
fresh portion should not be delivered until the previous one 
has been all fired. The time required to consume each por- 
tion should be noted, the time being recorded at the instant 
of firing each new portion. It is desirable that at the same 
time the amount of water fed into the boiler should be 
accurately noted and recorded, including the height of the 
water in the boiler, and the average pressure of steam and 
temperature of feed during the time. By thus recording 
the amount of water evaporated by successive portions of 
coal, the record of the test may be divided into several 
divisions, if desired, at the end of the test, to discover the 
degree of uniformity of combustion, evaporation, and 
economy at different stages of the test. : 
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1849. XIV. Priming Tests.—In all tests in which 
accuracy of results is important, calorimetric tests should be 
made of the percentage of moisture in the steam, or of the 
degree of superheating. At least ten such tests should be 
made during the trial of the boiler, or so many as to reduce 
the probable average error to less than one per cent., and 
the final records of the boiler test should be corrected accord- 
ing to the average results of the calorimeter tests. 

On account of the difficulty of securing accuracy in these 
tests, the greatest care should be taken in the measurement 
of weights and temperatures. The thermometer should be 
accurate to within a tenth of a degree, and the scales on 
which the water is weighed to ;4, of a pound. 


1850. XV. Analysis of Gases.—The analysis of 
gases and measurement of the air supply are not generally 
necessary in ordinary commercial tests; they are, however, 
valuable in determining the relative values of different 
methods of firing or of different kinds of furnaces. Care 
must be taken to procure average samples of the gas, and 
the analysis should be made by a competent chemist. 


1851. XVI. Record of the Test.—A “log” of the 
test should be kept on properly prepared blanks containing 
headings as follows: 
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1852. XVII. Reporting the Trial.—The final 
results should be recorded upon a properly prepared blank, 
and should include as many of the following items as are 
adapted for the specific object for which the trial is made. 
The items marked with a * may be omitted for ordinary 
trials, but are desirable for a comparison with similar data 
from other sources. 


Results of the trial of 
Boilers at 
To determine 


ITEMS. 
1. Date of trial. 
2. Duration of trial. hours. 
DIMENSIONS AND PROPORTIONS. 

3 Grate surface, wide long area sq. ft. 

4. Water-heating surface. Sqivres 

5. Superheating surface. sq. ft 

6. Ratio of water-heating surface to grate 

surface. 
AVERAGE PRESSURES. 

”. Steam pressure in boiler by gauge. Ib. 
*8. Absolute steam pressure. Ib. 
*9_ Atmospheric pressure per barometer. in. 
10. Force of draft in inches of water. in. 

AVERAGE TEMPERATURES, FAHR. 
*11, Temperature of external air. deg. 
*12. Temperature of fireroom. deg. 
*13. Temperature of steam. deg. 
14. Temperature of escaping gases. deg. 
15. Temperature of feed-water. deg. 


FUEL. 
154. Cost of coal per 2,000 Ib. at boilers. 
16. Total amount coal consumed (includes 

wood xX 0.4). it, 
17%. Moisture in coal. per cent. 
18. Dry coal consumed. - lb. 
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io Total retucse diver 7 eee pounds = per cent. 
20. Total combustible (Item i8 less Item 19). Ib. 
*21. Dry coal consumed per nour. Ib. 
*22. Combustible consumed per hour. Ib. 


RESULTS OF CALORIMETRIC TESTS. 
23. Quality of steam (dry steam taken as 


unity). per cent. 
24. Percentage of moisture in steam. per cent. 
25. Number of degrees superheated. deg. 

WATER. 

26. Total weight of water pumped into boiler 

and apparently evaporated. lb. 
27. Water actually evaporated corrected for 

quality of steam. lb. 
28. Equivalent water evaporated into dry 

steam from and at 212° F. lb. 


*29. Equivalent total heat derived from fuel. Ber: 
30. Equivalent water evaporated into dry 
steam from and at 212° F. per hour. Ib. 
ECONOMIC EVAPORATION, 
31. Water actually evaporated per pound of 
dry coal from actual pressure and tem- 


perature. Ib. 
314. Equivalent water evaporated for $1.00 

from and at 212° F. Ib. 
32. Equivalent water evaporated per pound 

of dry coal from and at 212° F. Ib. 
33. Equivalent water evaporated per pound 

of combustible from and at 212° F. lb. 


COMMERCIAL EVAPORATION. 
384, Equivalent water evaporated per pound 
of dry coal with one-sixth refuse at 70 
pounds gauge pressure from tempera- 
ture of 100° F. (= Item 33 x 07249). Ib. 
RATE OF COMBUSTION. 
84 Dry coal actually burned per square foot 
of grate surface per hour. Ib. 


*36. 


ae 


*38. 


39. 


*40. 


*41, 


*42, 


43. 
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Consumption of ] Per square foot of 
dry coal per grate surface. 
hour, coal as- | Per sq. ft. of water- 
sumed with heating surface. 
one-sixth ref- | Per sq. ft. of least 
use. area for draft. 


RATE OF EVAPORATION. 


Water evaporated from and at 212° F. 
per sq. ft. of heating surface per hr. 
Water evaporated ) Per sq. ft. of grate 

per hour from surface. 
temperature of | Persq. ft. of water- 
THO settee Into heating surface. 
steam of 70 Ib. | Per sq. ft. of least 
gauge pressure. area for draft. 
COMMERCIAL HORSEPOWER. 

On a basis of 30 pounds water per hour 
evaporated from a temperature of 100° 
F. into steam of 70 pounds gauge 
pressure (= 34} pounds from and at 
212° F.). 


434. Number of horsepower obtained for $1. 


45. 


Horsepower, builders’ rating at...square 
feet. per HP, 

Per cent. developed above or below 
rating. 


1119 


lb. 


Ib. 


Ib. 


Ib. 


Ib. 


Ib. 


Ib. 


rd 


rw 


per cent. 


Some of the items of the above schedule are derived from 
the others as follows: 


Item 27 = Item 26 X Item 23. 


Item 28 = Item 27 X Factor of evaporation (taken from 


Table 40). 
Item 29 = Item 28 X 966.1. 
Item 31 = Item 27 + Item 18. 


Item 32 = Item 28-+Item 18 = Item 31% Ractor of 


evaporation. 
Item 33 = Item 28 + Item 20. 
Item 43 = Item 30 + 34$. 
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1853. The quality of the steam (Item 23) must be 
determined by the use of a calorimeter. The barrel calorim- 
eter is quite commonly used for this purpose, though great 
care must be exercised 
injopératins “ita 
trustworthy results 
are to be obtained. 
The method of pro- 
cedure is as follows: 
Ajiparrel Or tankee 
Fig. 577, holding 400 
or 500 pounds of water, 
is placed on a platform 
scale S, filled with 
water and weighed. 
The temperature of 

Fic. 577. the water is registered 
by a thermometer inserted in the side of the barrel. Steam 
from the boiler is led through a pipe or hose U, into the 
barrel until the temperature of the water reaches 130° to 
140° F. The steam is then turned off, and the barrel and 
contents are again weighed. The average steam pressure 
throughout the observation must be observed. It is also 
well to have the tube bent as shown in the figure. 

Knowing now the weight of the cold water in the barrel, 
the weight of steam run in, the initial and final tempera- 
tures of the water, and the steam pressure, the quality of 
the steam may be readily found as follows: 

Let W= original weight of water in barrel; 

w= weight of steam and water condensed in the 
cold water; 

Z= latent heat of steam at observed pressure; 

#= temperature of steam at observed pressure; 

z, = initial temperature of water; 

¢. = final temperature of water: 

+ = the portion of w which is dry steam, 

Q = quality of steam; that is, the percentage of the 
mixture evaporated, which is pure dry steam. 
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The x pounds of dry steam give up x / heat units on 
changing from steam to water; the combined steam and 
water w becomes lowered in temperature from 7° to 7,° upon 
becoming mixed with the cold water in the barrel. Hence, 
the total number of heat units given up to the water in the 
barrel is 

rl+w(t—t,), 
and this heat raises the temperature of the cold water from 
Pato ww ence, 
rl+w(t—7,)= W(t, —24,), 


V Sot ce ap pies 
ee pede A) zu(t t) 


and Q=2=F[F(4,-1)-¢-4)] (204) 


If Q is greater than 100 per cent. the steam is super- 
heated, the amount of superheat being 
(Q—1)2 
0.48 


EXAMPLE.—In a calorimetric test, the weight of cold water was 420 
pounds, of steam condensed 36 pounds. The initial temperature of 
cold water was 40° F., the final temperature was 130° F., and the steam 
pressure was 60 pounds. Find the quality of the steam. 


degrees F. 


SoLuTIon.—By formula 204, 
1;WwW 
Q =5[(—@ bq) —S = 1,)| = 


1 [2 (130 — 40) — (307.2 — 130) | = 97.14 per cent.; 


898.51 36 
that is, the boiler generates a mixture which is composed of 97.14 per 
cent. dry steam and 2.86 per cent. water. Ans. 

The one point in favor of the barrel calorimeter is its 
availability. A barrel, platform scale, a length of hose, and 
a fairly good thermometer can be procured without trouble 


or great expense. 


1854. For refined measurements of the quality of 
steam, more accurate instruments must be used. The 
greatest care must be exercised in reading the thermometer 
(which, for this purpose, should be so divided as to read 
tenths of a degree) and in weighing the water. ‘The scales 
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should be as finely graduated as possible, also the gauge 
which records the steam pressure. If possible, a barometer 
should be used to obtain the exact atmospheric pressure 
which should be added to the gauge reading in order to 
obtain the absolute pressure for use in determining /and ¢ 
when the steam tables are employed. Slight errors in 
weighing and reading the thermometer and gauges will 
make a considerable difference in the value of Q. For 
example, suppose that the observed readings were W= 
200.5 lb., w= 9.9 Ib., steam pressure (gauge) p= 78 Ib., 
ft, = 44.5°, and ¢, = 100.5°. Suppose, further, that the true 
readings should have been W=200 1b., w=10 Ib.,, 
p= 80 Ib., 7, = 45°, and¢,=100°, Substituting in formula 
204, 


@moisture %error 


the true readings, the value of DQ seve 1.26 = 0.00 
For all readings true except W7= 200.5, Q= .9906= 0.94 = 0.32 
For all readings trueexcept w= 9.9, Q=1.0000 = 0.00 == 1-26 
For allreadings trueexcept = 17.8,Q= .9880= 1.20 = 0.06 
For all readings trueexcept ¢,= 44.5,Q= .9989 = 0.11 = 15, 
For all readings true except f= 100.5,Q= .9994= 0.06 =e 
For all readings incorrect, Q=1.0272= —2.72 = 3.98 


The last case indicates that the steam has been super- 
heated 50.1°, since 
(Q—1)2_ (1.0272) —1) x 887.687 
Stier .48 
1855. The Separator Calorimeter.—Fig. 578, as 
designed by Prof. R. C. Carpenter, is perhaps as simple and 
reliable as any in use. It consists of a chamber A, into 
which is led the steam pipe S from the boiler. The lower 
end of this pipe is perforated with numerous $-inch holes. 
The exhaust pipe S’ is connected with the top of the 
vhamber. Across this exhaust pipe extends a diaphragm 
with a center orifice + inch in diameter. As the steam 
enters through the pipe B S its velocity is checked and 
the particles’ of entrained water are carried on to the 
bottom of the chamber A by their inertia, while the steam, 
now practically dry, passes out through the exhaust pipe S’, 
In conducting the test, the water-level in the beginning is 


So Uri ee 
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noted on the gauge glass C by tying a thread around it, or 
by some other simple means. The waterseparated from the 
steam is drawn off through the pipe JV and weighed. The 
water-level at the end of the test is brought down to that at 
the beginning and hence 
the water withdrawn 
represents exactly the 
amount separated from 
the steam. A steam 
gauge may be attached 
to the pipe D if deé- 
sired, although it is 
not necessary to know 
either the pressure or 
the temperature of 
the steam when using 
this instrument, lhe 
steam from the pipe 
S' is led into a tank of 
cold water and weighed. 
Hence, if 
W=weight of dry 
steam dis- 
charged from 
pipe S'; 
w= weight of water 
drawn from 
separator , 
R= water condensed 
by radiation ; 
and. i= qspaletays Of 
steam ; 


Els 578. WER lw (205.) 


The radiation loss K may be determined by coupling two 
calorimeters together; since the first gives off dry steam, 
any water collecting in the second must be due to radiation. 
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Therefore, the water collected in the second calorimeter is 
the quantity of formula 205. 
EXAMPLE.—In a calorimetric test, the dry steam condensed during 


the test was 8.5 pounds, the weight of water separated $ pound, and 
the radiation loss #4, pound. What was the quality of the steam ? 


SoLuTion.—Formula 205 gives 
gu UR _ _85+01 
~“W+R+_w 85+ 0.14 .25 
1856. In conducting a boiler trial, the various observa- 
tions of temperatures, pressures, etc., should be made simul- 
taneously at intervals of about fifteen minutes. The coal 
supplied to the furnace is weighed out in lots of 500 or 600 
pounds. It is aconvenient plan to have a box with one side 
open placed ona platform scale. A weight is then placed 
on the scale beam sufficient to balance the box. The scale 
may then be set at 500 or 600 pounds, the coal shoveled in 
until the beam rises, and then fed directly from the box to 
the furnace. 


== Ji} per cent.) Ans 
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After the test, the ashes and clinkers must be raked from 
the ash pit and grate and weighed. This weight subtracted 
from the weight of the coal used gives the amount of com- 
bustible—Item 20. 


1857. A convenient way to measure the feed-water 
delivered to the boiler is to have two tanks A and B, Fig.579, 


STEAM BOILERS. 1125 


one above the other. The supply of water is fed into 
the upper tank through the pipe C, which rests on a plat- 
form scale D. After balancing the tank, the scale may be 
set to weigh 500 or 600 pounds of water, the water being 
run in until the beam rises, and then shut off. The upper 
tank is provided with a pipe “and valve F, by means of 
which the water may be discharged into the lower tank, 
from which it is fed to the boiler through the pipe G. 


1858. The attendant who keeps the record of coal 
supply or water supply should become accustomed to making 
the tally on his blank just before or after some regular oper- 
ation. For example, the person who weighs the feed-water 
should record each tankful, say immediately after closing 
the valve in the supply pipe, or, perhaps, after emptying the 
upper tankintothelower. If this precaution is not observed, 
the attendant is liable to become uncertain as to whether he 
has recorded the previous data, and a mistake is almost 
certain to result. 


ExAmpLe.—Given the following data observed during a boiler trial; 
required to make the necessary calculations for economic evaporation 
and horsepower: 


Wuration o£ test jarastelestee sets» prowielste o/sivietsi sje LO) LT, 
JAVerateIQ Allee PLeSSUTe’s|.1. clesisielsieisiecie ieisyele © 72 Ib. 
Average temperature of feed-water........ 122° F. 
Pounds Of Coal Murned <..c.00/0 e016 aire ori «xe 15,232 lb. 
SLCC OAM rO IASI et terereiste -ielelolels oicle ctietetslee inisien 444. 
Water evaporated at temp. of feed...... 124,600 Ib. 
Average quality of steam.....0.00+2sseeees> 97.24. 
RaAtedeBOrsepOwe teense isor sets olslalcieseln s slelele = oe 9° 300. 


CALCULATIONS.—Water evaporated = 124,600 X.972 = 121,111.2 Ib. 

Water evaporated per pound of coal—actual conditions = 121,111.2 
++ 15,232 = 7.95 Ib. 

Water evaporated per pound of combustible = 121,111.2 + (15,232 x 
954) = 121,111.2 + 14,546.6 = 8.33 Ib. 

From Table 40, the factor of evaporation for the given pressure and 
temperature of feed-water is 1.1264. 

Hence, the equivalent evaporation from and at 212° per pound of 
coal is 7.95 1.1264 = 8.96 Ib. 
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The equivalent evaporation per pound of combustible is 8.33 % 1.1264 
= Foon Dy ; 
The total equivalent evaporation from and at 212° F. per hour is 
ee EEN En 
The horsepower is, therefore, 
18,641.966 + 344 = 395.42 H. P. 
The per cent. above rated capacity is 


395.42 — 300 
arn FY eee oe 31.81 per cent. 
INCRUSTATION. 


1859. Incrustation is the deposit formed in a boiler 
by the precipitation of mineral substances held in solution 
by the feed-water, or by the settling of mud or earthy mat- 
ters which are held in suspension by the feed-water. The 
gradual accumulation of these foreign substances sometimes 
leads to the formation of a hard coating of scurf or scale, + 
to 4 inch thick, over the plates and tubes covered by water. 
A very thin scale is regarded by some engineers as beneficial, 
since it protects the plates from the corrosive action of the 
water; but when it becomes at all thick, the conducting 
power of the plates is largely decreased, it being stated that 
a scale +g inch thick demands an increase of 15 per cent. in 
fuel, and scales of greater thickness in proportion. A thick 
incrustation may become a source of danger, since the heat 
from the furnace is not carried away by the circulation of 
the water as fast as it would otherwise be, and hence the 
furnace plates are liable to become overheated or even burned 
through. 

The most troublesome scale-forming substances are the 
carbonates and sulphates of lime and magnesia. Carbon- 
ate of lime (which is the same thing as marble or limestone) 
will dissolve in water which contains carbonic acid. By 
heating the water the carbonic acid is driven off, and the 
carbonate is precipitated in the solid form, The carbonate 
of magnesia acts in a similar manner. The sulphates are 
soluble in water at low temperatures, but are completely 
insoluble in water at a temperature of about 300° F. Thus, 
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it is evident that if the feed-water is heated to about 300°, 
the greater part of the scale-forming materials will be pre- 
cipitated in the solid form. The incrustation formed by 
carbonate of lime is soft and granular, while that from the 
sulphate is hard and crust-like. 

The presence of grease or organic matter, in combination 
with carbonate of lime, greatly aggravates the danger of 
overheating the plates, and makes the scale harder and more 
troublesome. For this reason only mineral oils should be 
used in engine cylinders, if the condensed steam is to be 
fed back to the boiler. 


1860. Prevention of Incrustation.—Incrustation 
may be prevented: 1. By separating out the scale-forming 
substances before the water is fed into the boiler. 2. By 
removing the soft scale before it has had time to solidify 
and bake into a solid crust. 


1861. The water may be freed from its impurities to a 
greater or less extent by passing it through a purifier 
before allowing it to enter the boiler. In the purifier the 
temperature is raised until the water will no longer hold the 
carbonates and sulphates in solution; they are therefore pre- 
cipitated and remain in the purifier, while the water, now 
freed from them, passes on to the boiler. Where the water 
holds an excess of foreign matter in suspension, it may be 
advisable to filter it through beds of pebbles, bones, or other 
material. 


1862. The readiest method of removing impurities 
after they are deposited in the boiler is by the blow-out appa- 
ratus. A large part of the scale is naturally carried to the 
coolest part of the boiler (to the mud drum, if there is one), 
and may be removed by blowing off the boiler while under 
steam pressure. 


1863. The fact that many impurities are held in sus- 
pension and float as ascum on the water for some time 


C. Il.—34 
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before settling has led to the use of the surface blow-out 
apparatus. The Hotchkiss mechanical cleaner is a form of 
surface blow-out apparatus. 

It consists of a cast-iron spherical vessel situated on top 
of the boiler. This vessel is connected to each end of the 
boiler by a pipe. On one end of the pipe leading to the 
front end of the boiler (called the uptake pipe) is a large 
funnel, so placed as to be partially submerged in water. 
When the boiler is in operation, the natural circulation of 
the water causes it to rise in the uptake pipe and flow into 
the spherical vessel, the funnel scooping in the impurities 
floating on the top. The water then flows out through the 
downtake pipe into the rear, or cooler, end of the boiler. 
The water in the vessel being comparatively quiet, the 
impurities are deposited at the bottom and may be blown 
out at intervals. 

A frequent use of both surface and bottom blow-outs will 
keep a boiler comparatively free from incrustation. 


1864. Incrustation is prevented to a large extent by a 
rapid water circulation. This is one of the chief merits 
claimed for the water-tube boilers; the sediment is swept 
through the tubes and shell and deposited in the lowest part 
of the boiler—the mud drum. 


1865. Various chemical substances are introduced into 
the boiler to combine with the scale-forming material and 
change its character. The cheapest and most effective of 
these substances is carbonate of soda. When the scale con- 
sists of sulphate of lime, the combination of the soda and 
sulphate results in the formation of sulphate of soda, which 
is soluble, and carbonate of lime, which forms a soft scale, 
which is easily blown off. Where the water contains car- 
bonate of lime, sal ammoniac or caustic lime may be used to 
prevent a hardincrustation. Sometimes organic substances 
containing tannic acid, such as oak bark, hemlock, or sumac, 
are employed to loosen or prevent scale. They are liable to 
injure the plates by corrosion, and hence should not be 
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used. The following is a list of troublesome scale-forming 


substances and their remedies: 


Troublesome Substances. Trouble. 
Sediment, mud, 
clay, ete. Incrustation. 
Readily soluble : 
Incrustation. 
salts. 
Bicarbonates of 
lime, magnesia, Incrustation. 
iron. | 
Sulphate of lime. Incrustation. 
Chloride and sul- 
phate of magne- Corrosion. 
sium. 
Carbonate of soda | meee 
; Priming. 
in large amounts. 
Acid (in mine ) . 
Corrosion. 
water). j 
Dissolved carbonic ; 
acid and oxygen. Corrosion: 
Grease (from con- 
densed water). Corrosion. 
Organic matter maak 
(sewage). eae: 
Organic matter. Corrosion. 


Remedy or Palliation. 
| Filtration. 
Blowing-off. 


Blowing-off. 


Heating feed. 

Addition of caus- 
tic soda, lime, or 
macnesia. 


bonate of soda or 
barium chloride. 
Addition of car- 
bonate of soda, 


ane of bar= 
ium chloride. 


{mass of car- 
| 
i 
| 


Alkali. 


Heating feed. 

Addition of caus- 
tic soda, slacked 
lime,etc. 


Slacked lime and 

filtering. Car- 

bonate of soda. 

Substitute mineral 

oil. 

Precipitate with 
alum or chloride 
of iron and filter. 


Same as last. 


1866. Zinc is largely used in marine boilers for the 


prevention of both incrustation and corrosion. 


\ 


The scale 
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may acquire thickness and hardness, but can easily be re. 
moved from the plates. It is supposed that the zinc in con- 
nection with the iron of the plates keeps up a feeble gal- 
vanic action, and that the hydrogen liberated at the surface 
of the plate by this action prevents the incrustation from 
adhering to it. The zinc is distributed through the boiler in 
the form of slabs. About one square inch of zinc surface 
should be supplied for every 50 pounds of water. 


1867. Kerosene oil has been found useful in preventing 
and removing scale. It is claimed by those who have used 
it that one quart per day per 100 horsepower is sufficient to 
keep boilers free from scale, though using very hard and 
impure water. It is also effective in breaking up and 
loosening hard scale after it is formed. 

The most certain and effective remedy for incrustation 
after it has been once deposited is to remove it mechanically 
at certain intervals. The boiler should be entered and the 
scale chipped off or pulled off by hand. 


WEAR AND TEAR. 

1868. Corrosion may be defined as the eating away 
or wasting of the plates due to the chemical action of im- 
pure water. It is probably the most destructive of the 
various forces which tend to shorten the life of the boiler. 
Corrosion is of two forms—internal and external. Internal 
corrosion may present itself as: 1, uniform corrosion; 2, 
pitting or honeycombing; 3, grooving. 


1869. Incases of uniform corrosion, large areas of plate 
are attacked and eaten away. There is no sharp line of 
division between the corroded part and the sound plate, and 
oftentimes the only way of detecting the corrosion is to 
drill a hole through the suspected plate and thus ascertain 
its thickness. Corrosion often violently attacks the staybolts 
and rivet heads. 


1870. Pitting and honeycombing are readily perceived. 
The plates are in spots indented with holes and cavities from 
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yz to } inch deep. The appearance of a pitted plate is 
shown in Fig. 580. 


1871. Grooving is generally caused by the buckling 
action of the plates when under pressure. Thus, the ordi- 
nary lap joint of a boiler distorts the shell slightly from a 
truly cylindrical form, and the steam pressure tends to bend 


ss, Bs 
MAUE cetiieee 4 é 


FIG. 580. FIG. 581. 


the plates at the joint. This bending action is liable to 
start a small crack along the lap, which being acted upon by 
corrosive agents in the water, soon deepens into a groove, 
as shown in Fig. 581. The mark made along the seam by 
the sharp calking tool, when used by careless workmen, is 
almost certain to lead to grooving. 


1872. To prevent corrosion, the feed-water should be 
as free as possible from corrosive impurities. When bad 
water must be used, the corrosive impurities must be neu- 
tralized by adding alkaline substances, such as caustic soda 
or soda ash. The remedies for corrosive impurities were 
given along with those for incrustation. 

Zinc is used to prevent corrosion in marine boilers. It is 
believed that corrosion is due in some measure to galvanic 
action between the non-homogeneous portions of the iron or 
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steel plates. By placing the plates in connection with slabs 
of zinc, a galvanic action is set up between the iron and the 
zinc, which destroys the latter and leaves the former 
untouched. 

In the British Navy zinc slabs 12 by 6 inches and 4 inch 
thick are attached to the boiler stays, there being one slab 
to every 20 horsepower. These are eaten up and renewed 
about every 60 to 90 days. The zinc is reported to perform 
its duty very effectively. 


1873. External corrosion frequently attacks stationary 
boilers, particularly those set in brickwork. The causes of 
external corrosion are dampness, exposure to weather, leak- 
age from joints, moisture arising from the waste pipes or 
blow-out. When leakage occurs in a joint which is hidden 
by the brickwork setting, the plates may be corroded very 
seriously without being discovered. 

External corrosion should be prevented by keeping the 
boiler shell free from moisture, and by repairing all leaks as 
soon as they appear. Joints and seams should be in position 
where they may be inspected for leaks. 


1874. Leakage at the seams may be caused by deliv- 
ering the cold feed-water on to the hot plates; another cause 
is the practice of emptying the boiler when hot and then 
filling it with cold water. The leakage in both cases may be 
traced to the sudden contraction of the plates due to the 
sudden cooling. In any case abrupt changes in the tem- 
perature of the shell should be avoided. The rush of cold 
air into the furnace of an externally fired boiler when the 
door is opened is a fruitful source of leakage and fracture. 
For this reason the shell should be constructed, if possible, 
so that none of the Seams are in contact with the fire. 


1875. Overheating may be caused by low water or 
by incrustation. When-the plate is covered by a heavy 
scale, the heat is not carried away by the water fast enough 
to prevent a rise of temperature, the plate becomes red hot 
and soft, and yields to the steam pressure, forming a pocket 
A as shown in Fig. 582. 
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If the pocket is not discovered and repaired, it stretches 
until finally the material becomes too thin to withstand the 
steam pressure; the pocket bursts, and an explosion follows. 


FIG. 582. 

The vegetable or animal oils carried into the boiler from the 
condenser are particularly liable to cause the formation of 
pockets. 


INSPECTION AND TESTING. 


1876. The condition of a boiler as regards safety can 
be determined only by careful inspection. Insured boilers 
are periodically inspected by experienced inspectors in the 
employ of the insurance company. The inspector notes the 
condition of the plates, whether or not they are corroded or 
incrusted, inspects the interior in search of broken stays or 
rivets or fractured joints. The condition of the plates is 
generally determined by tapping the plates with a light ham- 
mer; any weakness will immediately reveal itself to the 
skilled inspector, who is able to judge the thickness and 
soundness of the plate by the sound of the blow and the 
rebound of the hammer. When the thickness is a matter 
of doubt, a small hole may be drilled through the plate, and 
afterward plugged up. 


1877. Boilers subject to government inspection are 
submitted to the hydrostatic test. The boiler is filled with 
water, a pump is applied and more water is forced in, until 
the pressure exceeds that which the boilers are expected to 
carry. If the boiler stands the water pressure without fract- 
uring or developing leaks, it is assumed that it will carry 
the required steam pressure in safety. 

In making the hydrostatic test the pressure must be 
applied very slowly and carefully, and the gauge watched 
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for any drop of pressure which would denote a yielding of 
some part of the boiler. New boilers are tested by hydro- 
static pressure to reveal leaky joints or rivets. When the 
seams or rivets are not tight, water trickles out in drops or 
spins out in a stream. Such places are marked with chalk 
and afterwards re-calked. Boilers are usually tested hydro- 
statically to 1} times the pressure they are to carry. 

It is objected against the hydrostatic test that there is 
danger of straining the plates beyond the elastic limits, and 
thereby a boiler may be permanently injured which would 
have been safe at the working steam pressure. The insur- 
ance companies in most cases depend upon the hammer test, 
but use the hydrostatic test for new boilers, old boilers exten- 
sively repaired, and all boilers which can not be examined 
thoroughly inside and outside. 

A method of applying the hydrostatic test used by many 
engineers is to fill the boiler full of cold water and build a 
gentle fire in the furnace. As the temperature of the water 
rises it expands, and thus subjects the shell to pressure. It 
is urged in favor of this method that the pressure is raised 
steadily, and the boiler is not as liable to be injured as it is 
when subjected to sudden and jerky rises of pressure due to 
the working of a pump. The temperature of the water 
should in no case be made to rise above 212°, since, other- 
wise, if a rupture should take place, the pressure of the 
water would lower to that of the atmosphere, and the tem- 
perature of the water being above the boiling point at 
atmospheric pressure, a quantity of the water might sud- 
denly flash into steam and cause an explosion. 

The inspection of steam boilers should begin at the place 
where the plates are manufactured, and continue as long as 
the boiler is in use. ~ 


BOILER EXPLOSIONS. 


1878. Boiler explosions are in nearly all cases due 
to one cause only—over-pressure of steam. Either the 
boiler is not strong enough to safely carry its working pres- 
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sure, or else the pressure has been allowed to rise above the 
usual point by the sticking or overloading of a safety valve, 
or some similar cause. 

A boiler may be unfit to bear its working pressure for any 
of the following reasons: 1. Defective design. 2. Defects 
in workmanship or material. 3. Corrosion, and, wear and 
tear in general. 4. Mismanagement in operation. 

The following are faults in design which often lead to 
boiler explosions: The boiler is insufficiently stayed—the 
stays being too small or too few in number; the cutting 
away of the shell for the dome, manhole, and other mount- 
ings, without strengthening the edge of the plate around 
the hole; the boiler may be too rigidly fixed in its setting 
and thus fracture on account of unequal expansion; defec- 
tive water circulation in a boiler may lead to excessive 
incrustation and consequent explosion; a poorly designed 
feed apparatus, or safety valve, often leads to explosion. 

Defects of workmanship and material may include the 
choice of faulty material, containing blisters, lamination, 
etc.; the careless punching and shearing of the plates; 
burned and broken rivets; plates burned, or otherwise 
injured in flanging, bending, or welding; scoring of the 
plates along the joints by sharp calking tools; injury of 
plates by the reckless use of the drift pin. Old plates may 
be injured in patching them with new plates by the opera- 
tion of removing the old rivets and putting in the new ones, 
and also by the greater expansion and contraction of the 
new plate when exposed to fire. 

The strength of the shell may be weakened by corrosion, 
pitting, and grooving. In some boiler explosions, the plates 
have been found wasted to little more than the thickness of 
paper. r 

Fractures which ultimately end in explosion may be pro- 
duced by letting the cold feed-water come directly into con- 
tact with the hot plates. It has already been remarked that 
the feed should be introduced into the coolest part of the boiler. 

Vertical boilers hold the first place in the list of those 
liable to explosion. The ends of the tubes and the crown 
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sheet are very liable to corrode; the crown sheet bulges 
downwards, and the reaction of the escaping steam may 
throw the boiler high in the air. Again, explosion may be 
the result of the collapse of the upper ends of the tubes—an 
event which may occur when the tubes pass up through the 
steam space (see Fig. 498). 

It has been previously explained how incrustation or the 
presence of grease may lead to the formation of pockets. 
If the pocket is not removed and replaced by a patch, rup- 
ture and explosion are liable to result. 

The pressure of the steam may be allowed to rise above 
the normal blowing-off pressure by neglect or mismanage- 
ment. The safety valve may be neglected and allowed to 
stick fast to its seat. In one case a safety valve recovered 
from a boiler explosion was found to be corroded to such an 
extent that a pressure of 14 tons was required to start it 
from its seat. Again, the safety valve may be temporarily 
shut off from the boiler by a stop-valve; numerous very dis- 
astrous explosions have been due to this cause. It cannot 
be too strongly emphasized that @ stop-valve should never be 
placed between the safety valve and boiler, Over-pressure 
and consequent explosion may be caused also by the practice 
of over-weighting the safety vaive. 

Low water is the cause ascribed to many explosions. It 
was formerly the custom to consider nearly every boiler 
explosion as due to shortness of water. It is now known, 
however, that externally fired boilers rarely explode on 
account of low water, though internally fired boilers may 
doso. In the case of boilers of the Lancashire type, a 
shortness of water leaves the furnace flue uncovered, it 
becomes overheated.and is liable to collapse; the same is 
true in regard to the fire-boxes of the locomotive type. On 
the other hand, the tubes of a return tubular boiler may 
stand a large amount of overheating before giving way, and 
it is next to impossible to burst a plain cylindrical boiler by 
low water, as long as it contains any water at all. Low 
water may lead to explosion, however, in the following 
manner; The uncovered. plates become red hot, and upon 
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being suddenly covered with fresh cold feed-water, may 
suddenly contract to suck an extent as to produce rupture. 

The superheating of the water has been supposed to have 
produced explosions in rare instances. It has been observed 
that water from which the air has been expelled may be 
heated 10° or 20° above its normal boiling point without any 
signs of boiling. Upon being agitated, as by the introduc- 
tion of fresh feed-water, the volume of superheated 
water flashed suddenly into steam might, under favorable 
conditions, produce a pressure great enough te cause an 
explosion. 

A weak boiler may possibly be exploded by the sudden 
opening or closing of a throttle valve. That such an ex- 
plosion is possible is shown by the following experiment, 
made by United States Inspectors: A cylindrical boiler was 
tested and withstood a steam pressure of 300 pounds with- 
out injury. It was then filled again, and the steam pressure 
was run up gradually, the discharge valve being opened at 
intervals and the fall in pressure noted. When the valve 
was suddenly opened at a pressure of 235 pounds, the boiler 
was torn into fragments, the iron being twisted and torn 
and thrown in all directions. The sudden rush of steam 
from the boiler into the discharge pipe reduces the pressure 
in the boiler very rapidly; the reduction of pressure causes 
a sudden formation of a great quantity of steam within the 
water, and the heavy mass of water is thrown towards the 
opening with great violence, strikes the portions of the 
boiler near the opening, and breaks it open. 

Explosions from this cause are probably rare; still, it is 
well to use caution in opening or closing stop-valves or 
safety valves. 


1879. The destructive nature of a steam-boiler ex- 
plosion is due to the enormous amount of energy stored in 
the steam and heated water. Professor Thurston calculates 
that a cubic foot of water heated at constant volume until 
its pressure is 60 to 70 Ib. per sq. in. has about the same 
energy as a pound of gunpowder, and that the energy stored 
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in a plain cylindrical boiler at 100 pounds pressure is suffi- 
cient to project it to a height of over 34 miles. 

If a boiler fractures while undergoing the hydrostatic 
test, the water escapes through the rent in the plate and no 
explosion takes place, because the cold water has little or no 
stored energy. But when a boiler filled with steam and 
water at high temperature fractures, a violent explosion 
generally follows. The steam escaping through the opening 
diminishes the pressure, and, consequently, a new body of 
steam is formed from the water, which, by escaping, lowers 
the pressure still more, allowing the formation of another 
new body of steam at a lower pressure, and this operation 
is continued until the pressure reaches that of the atmos- 
phere. This formation of successive large bodies of steam, 
occurring, as it does, almost instantly, can not fail to produce 
a disastrous explosion. Generally speaking, the larger the 
body of the contained water, the more disastrous is the 
result. The safety of water tubes and sectional boilers is 
thus accounted for by the fact that they consist of numerous 
parts or sections, each containing a relatively small body of 
water. The bursting of one of these sections is unusual on 
account of its small diameter, and should it occur, no disas- 
trous explosion would be likely to follow, on account of the 
small quantity of contained water. 

Boiler explosions may be prevented by the use of a 
properly designed and well-made boiler, which has been cor- 
rectly set and is under careful management. The boiler 
must be regularly inspected, repaired when necessary, and 
removed before becoming so worn out as to be dangerous. 

Where boilers are to be placed in buildings, safety is the 
first object to be sought, and some form of sectional or 
water-tube boiler should be used. Where considerations of 
cost overrule those of safety, the tubular boiler is generally 
adopted. 


MANAGEMENT AND CARE OF BOILERS. 


1880. The following are the rules and directions gen- 
erally given for the guidance of firemen and attendants in 
the performance of their duties: 
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1. Firing.—Keep the fire of uniform thickness, and 
allow no airholes in the bed of fuel. Fire evenly and regu- 
larly, and not too much at a time. Keep the fire free from 
ashes and clinkers, and as clean at the corners and edges as 
at the center. Keep the ash pit clear. Do not clean the 
fires oftener than necessary. 


2. Water-Level.—tThe first duty of the fireman upon 
going to work should be to examine the water-level. The 
gauge-cocks should be tried; the gauge glass is not always 
reliable. Ina battery of boilers, the gauge-cocks on each 
boiler should be tried. Some serious explosions have 
resulted from the fact that the fireman only consulted the 
water-level in the first boiler, and took it for granted that 
the level in the other boilers was the same. 


3. Low Water.—lIf the water is discovered to be low, 
quickly cover the fire with ashes, or, if they are not con- 
venient, with fresh coal. Do not turn on the feed, and do 
not tamper with the safety valve or any other steam outlet. 
The fire may be drawn as soon as it can be done without 
increasing the heat. 


4. Foaming or Priming.—In case of foaming close 
the throttle valve of the engine or the stop-valve of the 
supply pipe, and keep it closed long enough to show the true 
water-level. The foaming can generally be stopped by 
blowing off and feeding fresh water. In cases of violent: 
foaming, due to dirty water or to a change from fresh to 
salt water, check the draft and cover the fire with fresh coal. 

5. Leaks.—When leaks are discovered they should be 
repaired at once. 

6. Blowing Off.—When blowing off, the steam pres- 
sure should be not over 20 pounds. The boiler should be 
emptied at least once every two weeks and filled up afresh. 
Once every week would be better. If the water is muddy, 
blow out 6 or 8 inches every day. A surface blow-out should 
be opened for a short time at frequent intervals. Examine 
the blow-out tap and check-valves every time the boiler is 
filled; a leakage from either may lead to serious results, 
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”. Billing Up.—Allow the boiler to become cool before 
pumping in cold water; the practice of filling a hot boiler 
with cold water causes leaks and fractures, and sometimes 
explosions. 


8. Safety Valves.—Raise the valves from their seats 
cautiously and frequently. Do not allow the valve to be 
overloaded. 


9. Pressure Gauge.—The pressure gauge should stand 
at 0 when the steam pressure is off, and it should indicate 
the blowing-off pressure when the safety valve is in action. 
If the gauge does not do this, it should be compared with a 
standard gauge, and, if wrong, corrected. 


10. Gauge-cocks and gauge glasses should be kept 
clean and in constant use. The water gauge should be 
blown out frequently and the glasses and passages to gauges 
kept clean. An obstructed gauge sometimes shows a false 
water-level. The Manchester Boiler Association attributes 
more accidents to this cause than to all others combined. 


11. Feed-Pump and Injector.—Both pump and in- 
jector should be of ample size, and whichever is used should 
be made to work as uniformly and continuously as possible. 
It is best to have two independent means of feeding the 
boiler. Check-valves should be frequently examined. 


12. Removal of Sediment and Incrustation.— 
Scale and sediment should be frequently removed. In 
tubular boilers, particularly, the handhole or manhole 
should be frequently opened and the sediment removed from 
the portions of the plate over the furnace, Care should be 
taken to keep the boiler as free as possible from incrustation. 


13. Cleaning.—All heating surfaces should be kept free 
from soot and dirt. Tubes should be often cleaned. 


14. Exterior of Boiler.—Care should be taken that 
no water comes in contact with the exterior of the boiler, 
either from leaky joints or other sources. Avoid dampness 
in the setting or in the covering of the boiler. Dampness 
leads to external corrosion, 
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15. Blisters and Cracks.—A blister should be at once 
examined, and trimmed or patched. If a plate is badly 
cracked it should be renewed. 


16. Fusible plugs should be examined when the boiler 
is cleaned, and scraped clean on both sides; otherwise they 
are liable to prove worthless. 

1%. Air Leaks.—See that the furnace, combustion 
chamber, and smoke flue are tight. The admission of air 
through the brickwork of the setting is sometimes a source 
of considerable loss. 


18. Galvanic Action.—Examine the parts of the boiler 
where brass or copper and iron come in contact in the 
presence of water. Galvanic action may produce corrosion 
under such circumstances; if such be the case, the corro- 
sion may be prevented by placing pieces of zinc in the boiler. 

19. Rapid Firing.—Steam should be raised slowly in 
boilers with thick seams, or seams exposed to the fire. 
Otherwise overheating may occur. 

20. Cleanliness.—The boiler room, boiler, and mount- 
ings should be kept clean and in good order. 

21. Unused boilers may be kept in good condition by 
filling them full of water in which a quantity-of common 
washing soda has been placed. Anocher method is to empty 
the boiler, dry it thoroughly, place trays of quicklime in the 
bottom, and seal it as nearly air-tight as possible. The 
latter method is often used for marine boilers. 


BOILER SETTING. 
1881. In boiler setting three things are to be attained. 
1. A stable support for the boiler shell. 2. Properly ar- 
ranged space for furnace and ash pit. 3. A protective 
covering for the boiler which~ shall, as far as possible, 
prevent loss of heat by radiation. 


1882. Externally fired boilers may be supported by 
cast-iron lugs riveted to the shell and resting on the side 
walls, or they may be suspended from overhead girders by 
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means of hooks or rings. The former method is usually 
adopted for the comparatively short return tubular boiler, 
while the latter is generally used for the long plain cylin- 
drical and flue boilers. When very long cylindrical boilers 
are suspended at two points only, the excessive weight 
between the supports throws a great strain on the lower 
plates in the middle of the boiler; when a center support is 
added, the condition of things is still worse, because the 
fower part of the shell expands more than the upper, causing 
the shell to sag in the middle, and thus throwing all the 
weight on the center support. Numerous cases have oc- 
curred where the center support has given way under the 
strain and the shell ruptured by the shock. It is, therefore, 
important in supporting these long shells to arrange the 
supports so that each shall bear its proper proportion of the 
load, and at the same time allow the boiler to expand freely 
under all conditions of temperature. 


1883. The setting of a 60-inch return tubular boiler, as 
designed by the Hartford Boiler Insurance Company, is 
shown in Fig. 583. The foundation is made by digging 
down three or four feet and laying in heavy stonework; on 
top of this the brickwork is laid. The side and rear walls 
are double, with ‘a 2-inch air space between the inner and 
outer parts. The inside wall / next to the furnace is faced 
with firebrick, as is also the bridge and all portions in direct 
contact with the flames. 

The boiler is supported by cast-iron lugs Z riveted to the 
shell. These lugs rest upon iron plates JZ placed upon the 
top of the side walls. The front lugs rest directly upon the 
plates, but the back lugs rest upon rollers O of 1-inch round 
iron. The boiler is thus free to expand and contract. The 
rear wall is 24 inches from the rear head of the boiler to 
allow the gases opportunity to enter the tubes. Above the 
tubes, however, the wall is built in to meet the head and 
forms a roof forthechamber. Therear wall is provided with 
a door D for the removal of the dirt and soot that collects 
back of the bridge, and provides a means of inspection, 
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The grate G is placed 24 inches below the shell; this is a 
sufficient distance for anthracite coal, but for bituminous it 
might better be 28 or 30 inches. The grate has a fall of 3 
inches from front to rear, so that the fuel bed is thicker near 
the back end of the fire; this is believed to lead to more 
even combustion, since the air has naturally a greater tend- 
ency to pass through the fire nearest the bridge, and upon 
meeting a thick bed of fuel its passage is somewhat retarded. 

The end of the boiler to which the blow-off pipe is attached 
should be set about 1 inch lower than the other end; this 
aids in the removal of mud and sediment and makes it 
possible to drain the boiler thoroughly. 

The brickwork is closed into contact with the shell at the 
level of the center of the upper row of tubes; this prevents 
the gases from coming in contact with the plates above the 
water-line. Some boiler-makers prefer to make a brickwork 
arch over the top of the boiler and allow the gases to pass 
back to the rear through the flue thus formed. The prac- 
tice is risky, as it may lead to the overheating of the upper 
plates. A safe rule is, ‘‘ Never expose to fire or to gases of 
combustion any part of the shell not completely covered by 
water.” 

The brickwork is strengthened by buckstaves J, held 
together by tie-rods 7. The buckstaves are best made of 
wrought-iron channel or angle irons. It will be noticed 
that in the present case the flue pipe P is rectangular, but 
the pipe W leading to the chimney is cylindrical. The air 
spaces S are for the purpose of securing a circulation of air 
through the walls and thus keeping them cool. Their 
utility is somewhat doubtful, and many of the best boiler- 
makers do not recommend them. 

The settings of the various types of water-tube boilers 
have been clearly shown in the figures accompanying these 
descriptions. 

Internally fired boilers require a setting only for the pur- 
pose of forming a support and covering. Boilers of the 
Cornish and Lancashire type are set in brickwork, as shown 
in Figs. 492 and 494. The boiler rests on two narrow ridges 
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of firebrick, which form the boundary between the bottom 
and side flues. The main point to be regarded in setting 
this type of boilersis to avoid having an excessive brickwork 
surface in contact with the boiler shell; the brickwork is 
liable to collect moisture and lead to external corrosion. 

Plain cylindrical and flue boilers are set inabout the same 
manner as the return tubular. Sometimes, however, when 
the shells are extremely long, two or even more bridges are 
placed beneath the shell to keep the heated gases in contact 
with the boiler. 

Vertical and locomotive boilers are self-contained, and 
require no setting. The vertical boiler is supported by the 
cast-iron base which forms the ash pit. Fire-box boilers, 
when stationary, are supported on cast-iron saddles and skids. 
It is not customary to provide vertical boilers and stationary 
fire-box boilers with any protective covering. 


1884. Boiler and Pipe Coverings.—The tops of 
boilers and other portions of the surface not in contact with 
the furnace gases should be covered with some non-conduct- 
ing substance to prevent the radiation of heat. The same 
is true of the steam pipes leading from the boiler to the 
engine. A common and effective covering for the tops of 
boilers is ashes or loam. Where several boilers are set ina 
row, the ashes or loam are filled into the space between them 
until the surface is level. This form of covering is open to 
the objection that the ashes tend to gather moisture and 
hasten external corrosion, especially if the shell leaks under 
the covering. Another way of covering the exposed surfaces 
is to plaster them with a mortar of } plaster-of-paris and g 
sawdust and afterwards cover them with a coating of asbestos, 
hair felt, or mineral.wool, which may be tied on with wire. 
The whole is then covered with roofing paper. The following 
covering for steam pipes is recommended: ‘‘ First wrap the 
pipe in asbestos paper; then lay strips of wood lengthwise 
along the pipe, from 6 to 12 in number, according to the size 
of the pipe, and bind them with wire or cord. Around this 
framework wrap roofing paper and fasten it with paste or 
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twine. If exposed to weather, use tarred paper or paint 
the exterior.” Where flanges occur, space may be left to 
give access to the bolts and afterwards filled up with hair 
felt. 

Coverings are now manufactured by some concerns to fit 
the various sizes of steam pipe; they may be easily fastened 
to the pipe, and as easily removed. Theyare generally made 
of magnesia, or asbestos, or a combination of the two, and 
appear to serve their purpose effectively. 


1885. The following table showing the relative values 
of non-conducting substances is due to Mr. C. E. Emery: 


Material. Value. 
aire fe ie etek ois ane Siete, chsdoral stelventavere 100 
Mineral woolkNontesieecccistecdwenee ess 83.2 

ES Soe) BAT tat ee eer vers see lly 
SAMOS ck 2 utts o8 5 eee opr ee Sunes 68 
MaineralewOolINOMe sotto acto lets Sete ote 6 67.6 
Gieieceeal tae 252g oe Wie Ei ae = ale ete 63.2 
Pinewood acroserprain o. 2 g..sis en. 8 ot 55.3 
Og e ae oe ieee eee Reauete seta = es 55 
Slackedslimete se faves wa tolewe cei aees 48 
Gasthomse:carbonenemencrn riot. Gie titra. AY 
A Ghestos+ fee ee iieidinp kv gate 36.3 
ra inchieae ay Siete dace Paes wears so aoe 34.5 
Cole tine lisse eo esis ere vi aoe Se 27.7 
Air space 2inches deep......-..-++++e-- 13.6 


1886. The installation of a complete steam plant 
includes the setting of the boiler or boilers, the arrangement 
of the various lines of piping, and the location and arrange- 
ment of the various accessories, such as feed-water heaters, 
purifiers, separators, economizers, feed-pumps, injectors, etc. 
An elaborate plant may be fitted with economizers, mechani- 
cal stokers, coal-conveyers and ash-conveyers, purifiers, and 
other labor-saving and fuel-saving devices. On the other 
hand, the plant often consists simply of boilers, chimney, 
and feed-pump. 
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A good arrangement of a modern boiler plant is shown in 
Figs. 584 and 585. Fig. 584 is an elevation, and Fig. 585 a 
plan of the arrangement, which consists of two return tubular 
boilers VV, VV. In the following description the letters refer 
to both Fig. 584 and Fig. 585. 

Suppose that the boilers have been partly filled with 
water, the fire started, and that the steam gauge FP registers 
the desired pressure. The valves D, D are then opened and 
the steam is conveyed to the engine J/ through the short 
vertical pipes A, A, the short branch pipes B, B, and the 
main steam pipe C. It will be noticed that the safety valves 
£, £ are attached to the upper ends of the pipes J, A, and 
that the valves D, D are situated between the safety valves 
and the main steam pipe, so as to prevent any liability of an 
explosion which might occur through carelessness in leaving 
the valves D, D closed when firing up if they were between 
the safety valve and the boiler. 

f1 is a feed-water heater, the water being heated by the 
exhaust steam from the engine, which is conveyed to the 
heater by the exhaust pipe / The water in the boiler is 
replenished by means of the feed-pump 7 The pump is 
connected to a city reservoir, river, or other source of supply 
by the supply pipe a, and discharges through the delivery 
pipe @ into the heater AH, and from thence, after being 
heated, the water is forced by the continued working of the 
pump into the boilers through pipe ¢ and its branches; Z, Z 
are check-valves to prevent the return of the water when 
the pump reverses its stroke. The valves m, m are for the 
purpose of shutting off the water from one of the boilers, 
if so desired. The steam for working the pump is received 
from the main steam pipe C through the small pipe 6. The 
throttle valve y is used for starting or stopping the pump. 
The exhaust steam from the pump is conveyed through the 
pipe ¢ to the heater, and mixes with the exhaust from the 
engine. The exhaust steam leaves the heater through the 
pipe G and is conveyed to some point beyond the boiler 
house, where it is discharged into the atmosphere. It will be 
noticed that a safety valve / is situated on the pipe e, or 


— inane -_ ie \ ‘ 
<=) 
tte 
. ee 


\\y 
| Y 
\ } 
ed 
I hes 
rae | 
. oF 
7 * @ 

? 
{ at 
¢ 7. 
ot se 
ae 


a 


bye papa erties 


2. te te 


lp. Hh 


tk 


mY 


tw 


m7 
ne 


RX RM QQv KK Q WA WS << 

N RQQWWBA|AAAQA AE_ I YQWWQQQAQA WSS SA SS \ 

WSSGGGSVTSAARKVYGSQ§QSS NY S SS oo S 
a = ™ aa IR a = s A 


—- Li ae 


SSS Ss 


oe 
oe 38 


L@ ©) ja 


L 4 
( — ) H 
||| i a) Hi 
AL 7] 
ee I ee = TT : 
y 1 i 
—— = oo 6) eit I 
w. é H| 
— = I 
ke Z = — —— == = Tres a siaeie = 
= = - — = i} 
we — | 
i 


afer] 
po5 53 


<a 8 | Ca ; | 
——<_ | ee 2 =" 


a LG a — 


7 
- ——= 
—— 


a oom | 


STEAM BOILERS. 1147 


rather on the short branch pipe between it and the feed- 
water heater; this is necessary in order to prevent any over- 
pressure in the heater. 

The blow-off pipes f, # are connected to the pipe g, which 
in turn is connected to the pipe ¢. The valves are shown at 
x, x. The pipes f are larger than g, for the reason that 
they are more likely to become choked with sediment than 
g. Should they become choked, they may be readily discon- 
nected at +’ from the pipe g and the sediment removed. 
The pipe 7 is the blow-off for the heater; it connects with 
the main blow-off pipe g. Since the exhaust steam con- 
denses more or less in passing through the heater, it is 
necessary to provide some means for getting rid of the con- 
densed portion; this is accomplished by connecting the tubes 
to the blow-off pipe 7 by means of the pipe s. A small 
drain pipe s’ is fitted to the exhaust pipe / and connects 
with the blow-off pipe ¢ The globe valve s”’ should be 
opened before the engine is started, so as to clear the exhaust 
pipe of water that may have accumulated init. This valve 
should be closed again after the exhaust pipe is thoroughly 
warmed up and cleared of all the water. When the boilers 
are being blown off, a globe valve on the pipe s (not shown 
in the illustrations) is closed. 

Land Z are Argand blowers for producing a force draft, 
the steam required being obtained from the dome by the 
pipe v. 

In case the pump should be out of order, the boilers can be 
fed by the injectors K, K. The steam for working the injec- 
tors is obtained from the main steam pipe C and conducted 
to them by the small pipe gandits branches g'’and g”. The 
injectors are fed by the pipe a, a continuation of the pump 
feed-pipe a, and delivers the water into the boiler through 
the feed-pipes 0, 0. Before starting the injectors, the valve 
f should be closed, so as to shut off the water supply from 
the pump. The pipe « conducts the overflow water from 
the injectors to the blow-off pipe g. The check-valves x, 
prevent the water from escaping from the boiler through 
the injectors after they have stopped working. The globe 
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valves z', 2’ are additional safeguards; they are for the pur. 
pose of preventing the boiler from emptying itself after a 
shut-down in case an obstruction should prevent the check- 
valves from closing. 

The steam gauges P, P and the water-gauge cocks and 
glasses are connected to cast-iron columns Q, Q. The tops 
of these columns are connected to the steam space in the 
boilers by the pipes zw, zw, and the bottoms to the water space 
by the pipes 72’, zw’. 

S is a separator for removing the entrained water from 
the steam; its action is described in Art. 1895. As will 
be seen, it is attached to the main steam pipe C, and also 
supported by the rod /, which is attached to the beam over- 
head. The water thus removed flows down by gravity 
through the pipe z into the feed-pipe ¢, just below the safety 
valve / on the feed-water heater. As its temperature is 
fully 212°, it is not necessary that it should pass through the 
heater. The bottom of the separator should beat least two 
feet or more above the highest water-level in the boiler, 
since if both were at the same level the pump would force 
water into the separator and thus destroy its action. The 
difference of levels between the bottom of the separator and 
the water-level in the boiler constitutes the head which 
induces the flow. The pipe zis fitted with the globe valve 
& and the check-valve z. 


1887. Steam Pipes.—The piping of a boiler plant is 
a point that must be carefully attended to. The main steam 
pipe, or ‘‘ log,” as it is sometimes called, is generally made of 
cast-iron sections flanged and bolted together. Where sev- 
eral boilers discharge into the same log, some provision must 
be made for expansion-and contraction. If the long line of 
cast-iron pipe is connected directly with the boiler shell, the 
expansion due to the entrance of hot steam will twist and 
wrench the pipe and cause leaky joints, if nothing more 
serious. The most approved method of connecting up the 
main pipe with the boilers is shown in Fig. 586, which is a 
side view of the dome and pipe connections of Fig. 584. 
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From the dome, or from the shell, if there is no dome, the 
short length of pipe A rises vertically and connects with a 
horizontal branch 3, which is joined to the main pipe C by 
the short vertical pipe A’. The main steam pipe is thus 
allowed to expand or contract freely. The only effect of 
the expansion is to slightly turn the pipe 4 on A asa pivot. 
In designing the main line of pipe, the section between 
boilers 1 and 2 need only be large enough to carry the steam 
from boiler number 1. The section between boilers 2 and 3 
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should have, then, twice the sectional area of the first section, 
the portion between boilers 3 and 4 should have 8 times the 
sectional area of the first section, and so on. Thus, if the 
diameter of pipe B is 5 inches, the diameter of the first 
section of the main pipe will also be 5 inches; the diameter 
of the next section should be 5 /2 = inches; of the third 
section 5 4/3= 84 inches, nearly; of the fourth section 


5 4/4 = 10 inches. 
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1888. Another way of providing for the expansion of 
the main pipe is to use a length of curved copper pipe C in 
place of B, Fig. 586. (See Fig. 587.) The curved form of 
the copper section enables it to take up all the expansion or 
contraction of the log, and also its own expansion or con- 
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traction. The ends of the copper pipe are brazed to brass 
flanges, which are bolted to the flanges of the cast-iron 
sections. 


1889. In some of the most modern large plants the 
steam pipes are made of sections of steel pipe expanded into 
or riveted to steel flanges. The ordinary cast iron L’s are 
replaced by sections of steel pipe, bent to a long radius, and, 
when long lengths of pipe occur, expansion and contraction 
are provided for by means of U shaped sections of this pipe. 

Steel pipe has the advantage of being much stronger, 
more flexible, and reliable than cast-iron pipe, properties 
that are especially desirable for the high pressures common 
where compound engines are used. 


1890. The diameter of a steam pipe can be calculated 
on the assumption that the velocity of the steam is not 
to exceed 6,000 feet per minute. Suppose, for example, it is 
required to find the diameter of a steam pipe which is to 
convey 3,000 pounds of steam per hour, the pressure of the 
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steam being say 85 pounds. From the steam table, the 
volume of a pound of steam at this pressure is 4.35 cubic 
feet, nearly. Hence, the volume discharged per minute 
. 3,000 X 4.35 
is ———___—. 
60 
3,000 x 4.35 3,000 x 4.35 x 144 
——__"_____ square feet = - : 
6,000 X 60 6,000 x 60 
inches, or the zzzmum diameter is 22 inches. The diameter 
to be adopted is something above the minimum; probably 
in this case 4 or 5 inches would be used. 


cubic feet, and the required area of pipe is 


= 5.22 square 


1891. The rules for calculating the thickness of cast- 
iron or steel pipes for various pressures have already been 
given in Art. 1365. According to Unwin, the thickness 
of copper steam pipes is 

t= 0.0001  d+4, (206.) 
where ¢ is the thickness, f the gauge steam pressure, and d the 
diameter of pipe. The thickness of the brass flange of the 
copper pipe is 3 times the thickness of the pipe. Thus, a 
4-inch copper pipe under a pressure of 60 pounds would be 
(.0001 X 60 x4) + $= .149 inch thick. 


1892. The sections of cast-iron or steel pipe are bolted 
together at the flanges. The joint is made tight by facing 
the flanges and interposing between them a ring of india- 
rubber or gutta-percha. Sometimes a corrugated copper 
plate is placed between the flanges, and again a groove is cut 
in them and a copper wire placed in it. 

For steam pipes of ‘small diameter the ordinary wrought- 
iron gas pipes and fittings are used. 


1893. Steam pipes should be so arranged that no 
pockets or angles are formed in which water may collect. 
Where this can not be avoided, the bend or angle should be 
provided with a drain cock or trap. The presence of water 
in a steam pipe is the cause of the so-called “‘ water ham- 
mer” which is so often heard in steam-heating plants. Prof. 
Thurston has experimentally shown that the pressure pro- 
duced by ‘‘water hammer” may be ten times that which 
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the pipe was expected to sustain in its regular work. In 
some cases the ‘‘ water hammer ” has caused boiler explosions 
by bursting the steam pipes. 


STEAM APPLIANCES. 


1894. Aseparator isan apparatus designed to remove 
the entrained water, or the oil, dirt, and other impurities, 
from a current of steam flowing through a pipe. When the 
separator is intended to free the steam from water, simply, 
it is placed on the main pipe leading from the boiler to the 
engine, and as close as possible to the latter. When it is 
desired to remove the grease and 
dirt from the exhaust steam before 
condensing it and feeding it back 
to the boiler, the separator is placed 
in the exhaust pipe leading from 
the engine to the condenser. 
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1895. The Stratton Separator 
is shown in Fig. 588. It consists of a 
chamber with a steam inlet and out- 
let, and containing a vertical pipe a. 
Steam enters by the inlet c, and 
is deflected by a curved partition, 
which gives it a spiral motion 
about the pipe a. The particles 
of water or oil are thrown off by 
centrifugal action and run down 
the walls to the bottom of the 
chamber. The steam passes up 
through the pipe a and out of the 
outlet @ in a practically dry con- 
dition. The separator is provided 
with a drip pipe % for the removal 
of the water, and a gauge glass ¢. 
The wings 0, 6 are four in number, 
and are for the purpose of destroy- 
ing the centrifugal effect of the steam after it has reached 
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the bottom of the separator. They likewise offer additional 
surface for the water particles to adhere to. Were it not 
for these wings the steam would keep up its rotative motion 
while passing up the pipe a, and thus necessarily carry some 
of the entrained water along with it. 

There are many other makes of separators, all, however, 
operating on practically the same principle. What is re- 
quired of a separator is to check the velocity of the steam 
and change the direction of the current. The particles of 
water will continue in the original direction of the current 
by reason of their inertia, while the dry steam passes off in 
another direction. 


1896. The steam loop is an appliance for returning 
the water of condensation from a steam pipe or separator to 
the boiler. The arrangement of the loop is shown in Fig. 
589. It consists of a system of piping extending from the 
separator c back to the boiler. A vertical pipe d, called the 
riser, extends vertically upwards a suitable distance and 
empties into the pipe ¢, called the horizontal. Another verti- 
cal pipe f, called the drop leg, connects the horizontal with 
the boiler. The loop is provided with stop-valves and check- 
valve merely as a matter of convenience. 

The action of the loop is as follows: The pressure at the 
separator is somewhat less than at the boiler; suppose, for 
example, that the pressure in the boiler is 75 pounds, and at 
the separator, 70 pounds. Then, the pressure of 70 pounds 
will extend back through the loop, and in the drop leg there 
will be a column of water about 10 or 11 feet high, due to the 
5 pounds drop in pressure. That is, the 70 pounds pressure 
in the loop added to the pressure due to the column of water 
must just balance the boiler pressure. A portion of the 
steam in the horizontal condenses, reducing the pressure to 
say 69 pounds. The water column in the drop leg rises, of 
course, on account of the decrease of pressure, but the col- 
umn of mixed steam, water, and spray also ascends in the 
riser to take the place of the condensed steam, and, being 
lighter than the water column in the water leg, rises much 
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higher. The riser then empties its contents into the hori- 
zontal, from which it passes into the water leg and into the 
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boiler. The loop thus carries all the water from the steam 
pipe and separator back into the boiler as fast as it appears. 


1897. The injector has already been described in Art. 
1076. It is aninstrument by means of which the energy 
of a jet of steam from the boiler is used in forcing a stream 
of water back into the boiler. The diagram, Fig. 590, will 
explain the action of the injector. Suppose A to represent 
the section of a boiler, and Ba steam pipe leading from it and 
terminating in a nozzle which discharges into the conical 
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vessel C. The steam escapes from the boiler with great 
velocity, and as it passes through the cone C draws the air 
along with it, and thus creates a partial vacuum in the pipe 
&. The atmospheric pressure forces the water in the vessel 
F up into the nozzle C, through the pipe /, and there meet- 
ing the steam condenses it. Though condensed from steam 
to water the jet still has sufficient velocity to pass into the 
pipe G, and thence back again into the boiler. Not only has 
the jet sufficient energy to force itself into the boiler, but it 
also imparts enough energy to an additional mass of water 
to enable it also to enter the boiler. The energy of the jet 
is derived from the heat given up by the condensation of the 
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steam. That this energy is sufficient to do the work required 
is evident when we consider that each pound of steam con- 
densed gives up 966 B. T. U., and each B. T. U. is equiva- 
lent to 778 foot-pounds. In feeding boilers only part of the 
available energy is used in forcing the water into the boilers; 
some is wasted, and the remainder is expended in heating 
the feed-water. : 


1898. The Penberthy, one of the leading forms of inject- 
ors, is shown in Fig. 591. Steam enters from the boiler, 
passes through the connection V and nozzle RX into the con- 
ical combining tube S. Here it meets the water, which 
enters through the pipe P (shown on the side in the cut, but 
really situated in the rear) and surrounds the nozzle K. At_ 
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first the mingled steam and water flows through the valve Q 
and out of the overflow pipe 7; but the condensation of the 
steam soon causes a partial vacuum in the upper chamber, 
and the atmospheric pressure on the top of the valve Q forces 
it to its seat and checks the overflow. The jet of water then 
flows steadily through the delivery tube Yinto the boiler 
through the pipe Z, as shown by the arrows. The injector 
is started by opening the globe valves in the steam and feed- 
water pipes, If the water supply is too great, water will 


KP 
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appear at the overflow, and the feed-valve must be closed a 
little or the valve in the steam pipe opened wider. 

The capacity of an injector depends mainly upon the di- 
ameter of the delivery tube. The following table gives the 
capacities of the various sizes of the injector just described, 
for pressures from 45 to "5 pounds, and lifts from 1 to 6 feet: 
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It is considered good practice to provide the boiler with 
an injector considerably larger than actually needed, for, by 
throttling the feed, the injector will deliver much less than 
its maximum capacity, but will heat the water nearly to 
boiling, and there will be less danger of injuring the plates 
by cold feed-water. 

An injector will not work efficiently when the feed is at 
high temperature. For example, the Penberthy injector 
will not work without overflowing when the feed temperature 
is above about 120°, or when the temperature of the delivery 
is above about 200°. 

Injectors are used almost exclusively on locomotives, and 
to a large extent on stationary boilers, especially portable 
boilers and those of small dimensions. 

The injector is an economical instrument, for, though but 
a small per cent. of the energy of the steam is used in 
actually forcing the water into the boiler, the remainder is 
not wasted, but is utilized in heating the feed. 


1899. The pumps used for boiler feeding are usually 
direct-acting steam pumps, though in some cases power 
pumps are preferred. The former are independent, while 
the latter class are driven by belting from a line of shafting, 
and, hence, can not be used except when the engine is run- 
ning. The power pump is more economical than the steam 
pump, but the independence and convenience of the latter 
have brought it into general use. 

The direct-acting steam pump was described in Art. 


1085. 


1900. The size of pump to feed a given boiler plant is 
easily determined by— calculating the steam required per 
hour. This is done approximately by multiplying the rated 
horsepower of the boilers by 30, and adding, perhaps, 15 or 
*0 per cent. as a margin of safety. The pump should be 
large enough to feed the boiler under ordinary conditions by 
running continuously at slow speed, say 80 or 40 strokes 
per minute. Having given the feed-water consumption and 
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the number of strokes per minute, the size of the water 
cylinder is quickly found. 

For example, suppose it is required to find the size of a 
pump to deliver 4,800 pounds of water per hour, the number 
of strokes per minute, under ordinary conditions, being 30 per 
minute. 

There are 624 pounds of water in a cubic foot; hence, the 
water feed per szznufe in cubic feet is 

4,800 
625 x 60 
The water displaced per stroke must, therefore, be 
= et i a Sebiee = Te.40 Cu. in. 

This would give a length of stroke of 6 inches and a 
cylinder diameter of 4 inches, nearly. 

Other appliances, such as feed-water heaters, purifiers, 
economizers, etc., have already been described. 


— MoS ct. ft. 
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STEAM AND STEAM ENGINES 


(ARTS. 1189-1330.) 


EXAMINATION QUESTIONS. 

(614) (a) What is saturated steam; superheated steam ? 
(4) In what way does saturated steam differ from a perfect 
gas? 

(615) Explain fully the process of changing a quantity of 
water at 32° F. to steam. 

(616) (a) Define the following: Total heat; heat of the 
liquid; latent heat of vaporization. (4) How may the ‘“‘heat 
of the liquid” be found approximately ? 

(617) Find by formula 90, the pressure corresponding to 
a temperature of 290° F. Ans. 57.92 Ib. per sq. in. 

(618) Find the total heat of vaporization of 1 pound of 
steam at a temperature of 318° F. 

(619) Explain why saturated steam condenses when ex- 
panding in a non-conducting cylinder. 

(620) If the pressure of the steam in a boiler is 81 pounds 
per sq. in. (absolute), what is the volume in cubic feet of 6 
pounds of the steam ? Ans. 31.7076 cu. ft. 

(621) If a pound of steam occupies a volume of 7 cu. ft., 
what is its absolute pressure ? Ans. 60.086 1b. per sq. in. 


(622) Answer the following questions by referring to the 
steam table: (2) What is the gauge pressure of steam at 
320° F.2 (4) What is the temperature of saturated steam 
at a gauge pressure of 110 pounds per sq. in. ? (c) What is 
the ‘‘heat of the liquid” and ‘‘total heat” of a pound of 
steam at 70 pounds per sq. in. (gauge)? (@) What is the 
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latent heat of vaporization of 3 pounds of steam at a pressure 

of 6% pounds, absolute ? 

(az) 75.18 lb. per sq. in. 

(6) 343.951°. 

(c) eee Ber uUs 
1,178.266 B. T. U. 

(Z) 2,711,193 B. T. U. 


(628) (a) What is the isothermal line of saturated steam ? 
(6) What curve represents most closely the expansion of 
saturated steam ? 


Ans. 


(624) Find from the steam table the weight of 38 cu. ft. 


or steam at an absolute pressure of 43 pounds per sq. in. 
Ans. 3.95466 Ib. 


(625) Show by a diagram why the expansive use of 
steam is economical. 


(626) How much steam at 60 pounds gauge pressure 
must be mixed with 300 pounds of water at 55° F. in order 
that the temperature of the mixture may be 140° F.? 

Ans. 23.885 Ib. 


(627) Find from the table the volume of 44 pounds of 
steam at a temperature of 256° F. Ans. 53.226 cu. ft. 


(628) How many B. T. U. are required to raise 6 pounds 
of superheated steam from 310° to 342° F.? 
Ans. 92.16 B.T. AG 


(629) Calculate by formula 90, the pressures correspond- 
ing to the following temperatures, and compare the results 
with those given in the steam table: (a) 254° F.; (4) 377° F. 

(2) 32.094 lb. per sq. in. 

(4) 190.54 lb. per sq. in. 
Ans. From the tables: 

(2) 32 lb. per sq. in. 

(4) 189.212 lb. per sq. in. 

(630) What is the action of steam in a cylinder of con- 


ducting material like cast iron? (d) What is the use of the 
steam jackets ? 


STEAM AND STEAM ENGINES. 1165 


(631) Find by formula 91, the total heat of vaporization 
of a pound of steam at the following pressures (absolute), 
and compare the results obtained with the steam table: 
(2) 210 lb. per sq, in.; (4) 88 lb. per sq. in.; (¢) 37 1b. per 
sq. in. (2) 1,199.596B..T)..U: 

Ans. +(@)1,179.086 By TU. 
(c) 1,161.999 B. T. U. 

(632) Show fully why the efficiency of the steam engine 
may be increased by raising the pressure of the steam used. 

(633) Draw a ‘‘curve of constant steam weight” by lay- 
ing off to some scale the volumes taken from column 7 of 
the table along the horizontal line O X and the correspond- 
ing pressures as ordinates. 

(634) (a) Define the following: Head end and crank 
end of cylinder; forward stroke; return stroke; reciproca- 
ting parts. () When is an engine said to ‘‘ run over” ? 
When does it ‘‘vun under”? (c) What is the stroke, and 
to what is it equal? 

(635) (a) Define the following: Clearance; real cut-off; 
apparent cut-off; ratio of expansion. (0) The clearance is 
%% and the apparent cut-off 2; find the real cut-off and the 
ratio of expansion. Real cut-off, .416. 

; Anse (2) i Ratio of expansion, 2.4. 

(636) A non-condensing engine has a clearance of 6%, and 
cuts off at 8 stroke. If it uses steam at a boiler pressure of 
60 pounds per sq. in. (gauge), what is the probable M. E. P.? 

Ans. 47:1) lb. perieq."in. 

(637) (a) What is the I. H. P. of the engine of question 
636, assuming the piston to be 11” in diameter, the length of 
stroke 18", and the number of revolutions 210? (0) If the 
mechanical efficiency of the engine is 83%, what is the net 
PisPet 3 (ce) Phesriction H. P.+ (a) 85.45 H. P. 

Ans. (2)°70.92 HP: 
(c) 14.53 H. P. 

(638) (a) Define tap; lead; angular advance. (0) How 
does the outside lap influence the ‘“‘point of cut-off”? 
(c) What is the duty of the inside lap? 
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(639) What is an indicator diagram? (0%) What three 
principal uses are made of them ? 


(640) (a) The area of an indicator diagram is 3.47 sq. in. 
One inch of the length of the diagram represents 6 inches of 
the length of stroke, the scale of the spring is 40, and the 
diameter of the engine piston is 16in. What is the work 
of the engine per stroke? (4) What is the horsepower of 
the engine if it makes 120 R. P. M.? 

Ars | (z) 13,953.73 ft.-lb. 
06). 101.48 HEP: 


(641) Whatare the faults of the diagram shown in Fig. 5? 


Fic. 5. 
How might these faults be partially remedied ? 


(642) To drive the machinery of a certain shop requires 
120 actual H. P. Find the probable dimensions of a Corliss 
condensing engine to do the work, assuming a boiler pres- 
sure of 70 pounds (gauge), and a ratio of expansion of 4. 
Assume a proper piston speed and mechanical efficiency. 


(643) (a) What is the thermal efficiency of a steam 
engine using steam at 60 pounds gauge pressure, and 
exhausting at 2 pounds above the atmosphere ? (6) If the 
pressure in the above case were raised to 90 pounds (gauge), 
and a condenser added, giving a back pressure of 3 pounds 
above vacuum, what would be the efficiency ? 

(a) 11.554. 
a 1a 23.934. 

(644) (a) The piston speed of an engine is 540 feet, the 

number of revolutions 150; what is the length of stroke? 
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(2) If the length of stroke is 24 ft. and the piston speed 
900 ft. per minute, what is the number of revolutions? 
21.6". 
Ano) 
; (2) 180 R. P. M. 
(645) Find the water consumption per I. H. P. per hour 
from the diagram shown in Fig. 6. Scale of spring, 40. 


FIG. 6. 


SuGGESsTION.—Find the M. E. P. by dividing the diagram and 
measuring the ordinates, and then use formula 101. 


Ans, 92:76. 1b per ls PP. per hour: 


(646) (a) Explain fully the thermal advantages of the 
compound engine; (4) the mechanical advantage. 


(647) The stroke of a tandem-compound engine is 30 
inches. The diameter of the low-pressure cylinder is 32 
inches, and of the high-pressure cylinder 19 inches. The 

_M. E. P. of the high-pressure cylinder is 52 pounds, and 
of the low-pressure cylinder 18 pounds; the number of 
revolutions, 120. (a) Find the I. H. P. of the engine. (2) 
What is the ratio of the work done in each cylinder ? 

‘a i (ay 531.27 H. P. 
poen(o)y LOLs4: 

(648) (a) What defects in the distribution of steam may 
be shown by the indicator diagram? (%) What may be 


done to remedy the following faults : 
1. Admission, release, and compression too early ? 
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2. Admission, release, and compression too late ? 

5. Cut-off too early ? 

4. Cut-off too late? 

(649) (a) Locate the points of cut-off, release, and com. 
pression on the diagrams of Fig. 7. (0) Assuming them 


Fic. %. 


to have been taken with a 30 spring, find their average 
Mi. B. 


(650) What should be the condensing surface of a surface 
condenser for an engine developing 675 I. H. P., and using 
263% pounds of steam per I. H. P. per hour? 

Ans. 1,688.58 sq. ft. 


(651) Given, a 30” x 48” engine making 80 revolutions per 
minute. On measuring a crank-effort diagram, it is found 
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that the fly-wheel is to store up at each stroke 88 foot- 
pounds of energy per sq. in. of piston area. Assuming a 
coefficient of unsteadiness of 44, what must be the weight of 
the fly-wheel rim if the fly-wheel is 20 ft. in diameter ? 
; Ans. 14,251.92 lb. 
(652) Acompound engine, developing 1,200 I. H. P., has 
a stroke of 42”, and a ratio of expansion of 5$. The engine 
makes 70 R. P. M.; the total M. E. P. reduced to the low- 
pressure cylinder is 42 pounds per sq. in. (a) Find the 
diameter of the low-pressure cylinder. (2) Find the diam- 
eter of the high-pressure cylinder by formula 103, and (c) 


by formula 104. (2) 494 in. 

Ans. (0) 34% in. 

(c) 3822 in. 

(653) (@) What willbe the real cut-off in the high-pressure 

cylinder of problem 652, if its diameter is found by formula 

103? (4) If found by formula 104? | (a) .368 

“U(d) .426 

(654) For what is the Stephenson link used? Describe 
its action. 


(655) The net pressure on the piston of a steam engine is 

shown by the diagram, 
Fig. 8. Draw the crank- 
effort diagram both to a 
semicircular base and toa 
straight base. Assume 
that the length of the 
connecting-rod is double 
the stroke. 


(656) Thesteam enters 

a jet condenser at a pres- 

sure of 44 pounds above vacuum. The condensing water 

enters at a temperature of 55° and leaves, after mixing with 

the exhaust steam, at a temperature of 130°. What weight 
of condensing water must be used per pound of steam ? 

Ans. 13.76 Ib. 


Fiae."8. 
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(657) (a) Describe the action of the pendulum governor. 
(2) What is the distinction between the duty of a governor 
and that of a fly-wheel ? 

(658) A steam engine is to develop 42 H. P. The M. E. P. 
available is 36.3 pounds per square inch; the engine is to 
run at 155 revolutions per minute. (a) Find the stroke, 
and (0) the diameter of piston, assuming the former to be 
1$ times the latter. (c) What is the piston speed of the 
engine ? (z) 15 in., nearly. 
Ans. (2) 114 in., nearly. 

(c) 387.5 ft. per min. 

(659) (-r) The diameter of an engine piston is 22”; the 
pressure at beginning of stroke is 72 pounds per square inch. 
What is the pressure on the crank-shaft ? () The crank 
now makes an angle of 60° with the axis of the cylinder, 
and the steam pressure has fallen to 65 pounds. What is 
the total pressure on the crank-shaft ? (c) What is the force 
tangent to the crank-pin circle ? (2) 27,369.62 Ib. 

Ans, (4) 12,354.34 Ib. 
(c) 21,398.25 Ib. 

(660) The M. E. P. of an engine obtained from the card 
is 34.6 pounds per square inch. What should be the mean 
ordinate of the crank-effort diagram expressed in the same 
units ? Ans. 22.03 Ib. 


(661) A locomotive with 19’ x 24” cylinders and 80’ 
drivers uses steam at 150 gauge pressure, and is designed to 
run at a speed of 60 miles per hour. Under the ordinary load 
the M. E. P. is 52}1b. What I. H. P. does the locomotive © 
develop ? Ans.-909.72 I. H. P. 

(662) The travel of a valve is 5”; the lap is 3”. (a) What 
must be the angular-advance of the eccentric ? (6) What 
angle will the eccentric make with the axis of the cylinder 
when cut-off occurs ? a | (2) 17° 28’. 

"SU (a) 72° 32". 

(663) The actual horsepower of an engine was experi- 
mentally found to be 12.325. The I. H. P. from the dia- 
gram was 15.36. (a) Find the efficiency of the engine. 
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(4) The engine had a 9” x 12” cylinder, and ran at an 
average speed of 240 rev. What was the M. E. P.? 
80.24%. 
ee | (2) 
TLR) 1G Gieslt: 
(664) Describe the steam-engine mechanism. What 
office does it fulfil ? 


(665) Draw the theoretical diagram of a simple steam 
engine from the following data: Boiler pressure, 70 pounds 
per sq. in. (gauge); ratio of expansion, 3; back pressure, 
2 lb. above atmosphere; clearance, 7%. The steam is com- 
pressed to 40 lb. gauge pressure. Assume your own scale 
of pressures and volumes. 


(666) What is a balanced valve, and why are they used ? 


(667) What is the object of computing the steam con- 
sumption from both the point of cut-off and a point near 
release ? 


(668) Calculate the size of a simple engine to give 240 
actual H. P., choosing your own type of engine, a suitable 
boiler pressure, ratio of expansion, and mechanical efficiency. 


(669) (a) What should be the scale of the indicator spring 
used if the boiler pressure is 54 pounds? (0) If the boiler 
pressure is 115 pounds? (c) The height of the steam line of 
a diagram above the atmospheric line is 1.834”. What is the 
gauge pressure of the steam at admission if the diagram was 
taken with a 40 spring? 


(670) During an engine test 906 pounds of exhaust steam 
passed through the surface condenser, and 13,580 pounds of 
water were required for condensation. The average pres- 
sure of the exhaust steam was 7 pounds above vacuum. The 
condensing water entered at an average temperature of 
52° F., and left the condenser at an average temperature of 
120° F. What was the average temperature of the con- 
densed steam on leaving the condenser ? Ans. 148.66°. 


(671) The diameters of the high-pressure, intermediate, 
and low-pressure cylinders of a triple-expansion engine are, 
respectively, 27”, 42”, and 66’. The M. E. P.’s of the steam 
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in the three cylinders are, respectively, 72 pounds, 40 pounds, 
and 16.5 pounds. The stroke of the engine is 4 feet, and 
the number of revolutions 70. (a) Find the I. H. P. of the 
engine. (4) Find the percentage of the work done in each 
cylinder. (2) 2,598 I. H. P. 
26.9% in high-pressure cylinder. 
Bae (2) 4 36.2% in intermediate cylinder. 
36.9% in low-pressure cylinder. 
(672) What are the distinctive features of the Corliss 
valve gear? What advantages has it over the plain slide 
valve ? 
(673) A Corliss condensing engine cuts off at } stroke, 
and has a clearance of 23%. The boiler pressure is 84 
pounds. (a) Find the probable M. E. P. (0) Assuming 
a piston speed of 500 feet per minute, what must be the 
diameter of the piston in order that the engine may de- 
velop 120 H. P.? A | (a) 52.455 lb. per sq. in. 
ns. : 
(| (6) 13$ in., nearly. 
(674) The gauge pressure of the steam in a boiler is 
93 pounds. Find its temperature by formula 90. 
Ans. 332.609°. 
(675) Draw a skeleton diagram showing the position of 
the crank and eccentric when the engine runs under, the 
angle of advance being 37°. The valve and cylinder may 
be omitted. 


(676) Find, by means of formula 93, the I. H. P. of an 
18” x 24” engine, whose mean effective pressure is 62.4 
pounds per square inch, and which makes 175 revolutions 
per minute. Ans. 336.825 I. H. P. 

(677) In Fig. 9 are shown the indicator diagrams taken 
from the high and. low-pressure cylinders of a tandem 
compound non-condensing engine. Diameter of high-pres- 
sure cylinder, 13”; of low-pressure cylinder, 20’; stroke, 
15"; revolutions per minute, 230. Find the horsepower. 

AnS S177 1 He: 

(678) Take the clearance of both cylinders of the en- 

gine in the last example as 10% of the volume of the 
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high-pressure cylinder, and combine the diagrams into one 
as in Fig. 297. 


60 Spring. 


30 Spring. 


AS 


FIG. 9. 


(679) Find the water consumption per I. H. P. per hou 
of a 24” x 30” engine making 150 revolutions per minute, 
and giving a diagram like A, Fig. 7. Scale of spring, 30. 

Ans, 26.21: lb..per LatL@P. per hour 


(680) (a) What is meant by high rotative speed? (0) 
What is the difference between a high rotative speed and 
a high piston speed? (c) Does an engine with a high rota- 
tive speed necessarily have a high piston speed ? 


(681) The pressure on the steam gauge of a boiler is 
123 Ib. ; find the temperature by formula 9O. Ans. 351.49°. 


(682) A 300 horsepower engine has a cylinder 22” in 
diameter, and a stroke of 18”; that is, it is a 22” x 18” 
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engine. When making 200 revolutions per minute, what 
must be the mean effective pressure ? 
Ans. 43.406 Ib. per sq. in. 
(683) In amanner similar to question 675, find the posi- 
tion of the eccentric for an angle of advance of 20°, when 
the engine has a rocker arm to change the direction of 
motion of the valve. 
(684) In Fig. 10 are shown the diagrams from both ends 
of the cylinder of a 13” x 12” engine running at 300 revo- 
lutions per minute. Find the net mean pressure upon the 


8 0 


; es 


Fic. 10. 


pistons, as was done in Art. 1312, by combining the ex- 
pansion line of card A with the back-pressure line of card B. 


Scale of spring, 60. Ans. 86.96 Ib. per sq. in. 
(685) Find the indicated horsepower of the engine of 
example 684. Ans. - 91.6615 Hy P: 


(686) Find the water consumption per [. H. P. per hour 
from the diagrams of Fig. 10, example 684. 
Ans. 21.49 Ib. per I. H. P. per hour. 
(687) Taking the ratio of the length of the connecting-rod 
to that of the crank as 5 : 1, draw the diagrams of tangential 
pressures on the crank-pin, both for a circular base and a 
straight base, of the engine of example 684. 
(688) Calculate the weight of the fly-wheel rim of the 
engine in example 684, taking the coefficient of unsteadiness 


Eas a and the ratio z as 5, Ans. 623 lb. 


STRENGTH OF MATLERIALS: 


(ARTS. 1331-1421.) 


EXAMINATION QUESTIONS. 


(689) (2) What are the advantages and disadvantages of 
cast iron as a material for construction purposes? (4) Of 
steel ? (c) Of wrought iron? (d) For what purposes are each 
of the above largely used? 


(690) Define the following: (a) Stress; (2) strain; (c) 
elasticity ; (¢) coefficient of elasticity; (¢) ultimate strength. 


(691) In how many ways may stress be applied to a body ? 
Give an example of each. 


(692) How much will a wrought-iron rod 2” in diameter 
and 10 feet long be elongated by a pull of 40 tons? 
Ans. .12223 in. 


(693) A steel rod 73” long and 4” in diameter is elongated 
.009" by a pull of 7,000 pounds; what is the coefficient of 
elasticity ? Ans. 29,708,853 lb. per sq. in. 

(694) What force is required to produce an elongation of 


006” in a cast-iron bar 14” x 2” and 9 feet long ? 
Ans. 2,500 Ib. 


(695) A wooden rod 3” in diameter is elongated .05" by a 
force of 2,000 pounds; what was its original length ? 

Ans. 265.07 in. 

(696) What is the minimum diameter of ‘a wrought-iron 


bolt which is to withstand a steady pull of 6 tons with 
safety ? Ans. 1.054 in. 


(697) How long must a cast-iron bar be, if supported 
vertically at its upper end, to break under its own weight? 
‘ Ans. 6,400 feet. 


For notice of the copyright, see page immediately following the title page. 
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(698) The diameter of a wrought-iron bolt is 3”; what 
should be the thickness of the bolt head in order that the 
. bolt may be equally strong in tension and in shear; in other 
words, what should be the thickness of the head in order 
that the force required to pull the bolt apart shall be just 
equal to the force required to strip the head from the bolt ? 
: Ans. .206 in. 


(699) What safe load may be borne by a brick pier, the 
cross-section of which is 24 x 34 feet? Ans. 105 tons. 


(700) In Fig. 11, the force P is 1? tons and acts at an angle 
of 30° with the horizon- 

Pp tal. The width 0 of 
Bae the timber tie-rod is 4 
= inches. Find the safe 
length @ necessary to 
prevent shearing on the 


surface a 8. 
Ans. 10.1 in. 


° 


(701) Show that a 
cylindrical boiler is 
twice as liable to rup- 
ture along a longitudinal seam as along a transverse seam. 


FIG. 11. 


(702) Assuming that the strength of the boiler plate is 
reduced 40% owing to the area lost by the rivet holes, what 
should be the thickness of the plate of a wrought-iron boiler 
4 feet in diameter which sustains a steam pressure of 120 lb. 
per sq. in.? Assume factor of safety for steady stress. — 

Ans. .35 in. 


(703) What should be the thickness of a 6” cast-iron 
water pipe to carry a steady pressure of 200 lb. per sq. in. ? 
Ans. -18 in: 


(704) What should be the thickness of a wrought-iron 
boiler tube 3” in diameter, 12 ft. long, and exposed to an 
external steam pressure of 130 Ib. per sq. in. ? Use a factor 
of safety of 10, Ans. .272 in. 
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(705) <A cast-iron cannon of 4” bore is subjected to an 
internal pressure of 2,000 lb. per sq. in. on being fired; what 
should be the thickness of the metal in order that it shall not 
be subjected to a stress of more than 2,800 lb. per sq. in.? 

Ans. 5 in. 

(706) Avstructure of the nature of a simple beam is 100 
feet long between the supports, and carries three equal 
loads of 1,200 lb. each, at distances from the left support of 
40, 60,and 80 ft. (a) Find the maximum bending moment; 
(6) the shear at a distance of 30 ft. from the left support; 
(c) the maximum shear. (2) 748,800 in.-lb. 

; Ans. 4 (0) 1,440 Ib. 
(c) — 2,160 Ib. 

(707) Find graphically the magnitude, direction, and 

position of the resultant of the forces shown in Fig. 12. 


Nore.—In Figs. 12 and 14, the line mm is drawn simply to locate 
the forces. Thus, in Fig. 12, / makes an angle of 473° with mz, Fa 


Fie. 12. 


makes an angle of 724° with #7, and so on. The distance between 
the intersection of / and /; with m7 is linch; the distance between the 
intersections of /; and /% is 1} inches, etc. 


(708) A beam is loaded 
as in Fig. 13. Find the 
reaction of the supports, 
and draw the shear diagram. 

(709) (a) Where is the 
maximum bending moment 
of the above beam? (0) 
What is it in inch-tons? R, 
(c) In inch-pounds ? 

b) 288 in.-tons. FIG. 18. 
neo y 576,000 in.-Ib. 


2 & . 
Dae Seep 
So] ~ 
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(710) Define the following: Simple beam; cantilever; 
restrained beam; continuous beam. 


Fic. 14. 


(711) Find the resultant moment of the forces of Fig. 
14 about the point C. 


(712) A rectangular white-pine beam 22 feet long car- 
ries a load of 4 tons, 8 feet from one end. Assuming 
the depth of the beam to be double the width, what should 
be its dimensions to safely support the load ? 

Ans. Depth = 174 in.; breadth = 8 in. 


(713) The beam of Fig. 15 is loaded as shown and 
has, in addition, a uniform load of 40 pounds per foot. 
(2) Find the maximum 


A g shear; (J) the maximum 

§ % bending moment;  (c) 

~ the reactions of the sup- 

ports. 
: (2) 2,930 Ib. 
(4) 320,000 in.-Ib. 
R a6 3 aoe (c) 2,930 and 

Fic. 15. 2,870 Ib. 


(714) The moment of inertia of a wrought-iron I beam 
12" deep is 280; what uniform load will it sustain? The 
stress is assumed to be steady. The beam is 20 ft. long and 
rests upon two supports. Ans. 875 lb. per ft. 
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(715) A hollow circular cast-iron beam 8 feet long rests 
upon two supports. The inside diameter is 5 in. and the 
outside diameter 64 in.; what is the maximum safe load 
that may be concentrated at its center? Ans. 4,624 Ib. 


(716) A hemlock floor beam is 2” X 10” and 16 feet long; 
(2) what distributed load will it carry? (0) What dis- 
tributed load would it carry if laid with the 10” side 
horizontal ? Ane | (a) 78.12 lb. per ft. 

(G) 15.65" “ 

(717) Find the deflections of the beams of (a) example 

714, (0) example 715, and (c) example 716 (a). 


(a) .45 in. 
Ans. (4) .1 in., nearly. 
(c) .461 in. 

(718) The piston of a steam engine is 14 in. in diameter; 
the steam pressure is 80 lb. per sq. in. Assuming that the 
total pressure on the piston comes on the crank-pin at the 
dead points, and considering the crank-pin as a cantilever 
uniformly loaded, what should be its diameter if 4 inches 
long and made of wrought iron? Take a factor of safety 
Gf 10. Ans. 3.82 in. 

(719) What load can be safely sustained by a cast-iron 
column 14 feet long and 6” in diameter, with flat ends? 

Ans. 120,872 Ib. 

(720) What should be the dimensions of a piece of tim- 
ber 30 ft. long, with flat ends, to support a load of 7 tons, 
the cross-section being in the form of a square ? 

Ans. 9% in. square. 


(721) A cylindrical steel connecting-rod 74 ft. long is 
subjected toa maximum stress of 21,000 pounds. Assuming 
it to be a column with both ends hinged, and subjected to 
shocks, determine its diameter to the nearest @”. Ans. 23 in. 

(722) A wrought-iron piston rod has a diameter of 2” 
and a length of 4 feet. Assuming it to be a column with 
one end flat and the other rounded, what is the allowable 
diameter of the piston if the steam pressure is 60 pounds 
per sq. in.? The rod is subjected to shocks. Ans. 15$ in. 
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(723) A beam is 6” x 8” and 10 feet long, the 8” side 
being vertical. Another beam of the same material is 
4" x 12” and 16 feet long, the 12” side being vertical. (a) 
What is the ratio between the maximum loads the two beams 
are capable of supporting? (4) What is the ratio between 
the deflections in the two cases, the manner of loading 
being the same ? (a) 1py: 1. 

5 a te 549 21. 

(724) (a) What should be the diameter of a round 
wrought-iron shaft to transmit 40 H. P. at 120 R. P. M.? 
(2) To transmit 80 H. P. at 100 R. P. M.? 

Wee 1) 3.739 in. 
(0) 4.65 in. 

(725) What must be the diameter of a steel engine shaft 
to transmit 4,000 H. P. at 50 R.-P. M.? Ans, 14.22 in. 

(726) What H. P. can be transmitted by a steel shaft 4” 
square, making 80 R. P. M.? Ans. 71/075 51.3 

(727) What horsepower can be transmitted by a hollow 
wrought-iron shaft making 100 R. P. M., the outside 
diameter being 74 in., and the inside diameter 5 in.? 

Ans. T1717 HO 

(728) (a) What weight may be safely sustained by ahemp 
rope 8" in circumference ? (4) What should be the diameter 
of an iron wire rope of 7 strands to safely sustain a stress of — 
6,000 pounds? (c) What should be the circumference of a 
steel hoisting rope which is required to lift a load of 62 tons? 

(2) 6,400 Ib. 
Ans. (0) 1.054 in. 
(c) 3.65 in, 

(729) (a) An open link chain is made of {” iron; what 
safe load will it sustain? (4) What should be the diameter 
of the iron composing the links of a stud-link chain which is 
to sustain a load of 4 tons? Aae | (2) 9,187.5 Ib. 

(0) .667 in. 

(730) A steel shaft 2” in diameter is supported by hang- 
ers 10 feet apart; if a pulley be placed midway between the 
hangers, what should be the maximum allowable belt pull on 
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the pulley in order that the shaft shall not deflect more 
than 3"? Ans. 327.25 lb. 

SUGGESTION.—Assume the shaft to be a restrained beam, loaded in 
the middle. 

(731) An engine shaft rests on bearings 5 feet apart; 
midway between the bearings the shaft carries a fly-wheel 
weighing 3tons. (a) Find the sizeof the shaft to withstand 
this load. (4) Find the size of the shaft on the assumption 
that the engine makes 80 R. P. M. and develops 75 H. P. 
The shaft is made of steel. Factor of safety, 10. 

Ae 1 4} in., nearly. 
(5) 48 in., nearly. 

(732) A white oak cantilever is loaded as shown in Fig. 
16, and has in addition a S 
uniform load of 80 pounds 7 
per foot. (a) Determine 7 
graphically the shear dia- 
gram and the maximum 7 
bending moment. (0) Find 7 
the necessary dimensions of 


the cross-section of the beam, Lh Ot 
assuming the depth to be 2} times the breadth, and the stress 
to be steady. re | (2) 82,320 in.-Ib. 

SA(8) b= 3.7 in; d = 94 in. 


” 


(733) A steel beam of’ the cross-sec- 
tion shown in Fig. 17 rests upon two 
supports 35 feet apart; (2) what con- 
centrated load will it sustain at the 
center, the stress being considered 
as varying? (6) What total uniform 
load will it sustain, the stress being 
steady? ( (a) 7,246 Ib. 

Ans.4 (2) 20,290 Ib. 

(734) (a) The moment of inertia of a rectangle is 72; the 
area of the rectangle is 24 sq. in.; what is the value of 7 in 
formula 115.? (4) What are the dimensions of the rect- 
angle ? (c¢) The moment of inertia of a circle about an axis 


Fic. 17. 
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4 2 
through its center is ar the area of the circle is 24 : 
what is the radius of gyration of the circle? 

(a) 1.732. 
Ans) 40) 0 = 4in.- a= 6 in: 
(c) 4d 


(735) A cast-iron sphere 8” in diameter is subjected to 

a steady internal pressure of 100 lb. per sq. in.; what should 
be its minimum thickness to safely withstand this pressure ? 
Ans. .06 in. 


(736) A beam 28 feet long, uniformly loaded with 
60 pounds per foot, rests upon two supports which are placed 
5 feet from each end. Determine graphically the maximum 
shear and the maximum bending moment. 

Ans. Bending moment =20,160 in.-lb. 


(737) Assuming the above beam to be made of white pine, 
find the dimensions of its cross-section, the stress being 
steady. The beam is to be rectangular. 


(738) A wrought-iron boiler tube 24” in diameter and 

9 feet long has a thickness of .2”; what external pressure can 
the tube withstand, using a factor of safety of 10? 

Ans. 106.43 lb. per sq. in. 


(739) A crane chain is required to lift 5 tons; what 
should be the diameter of the iron composing the links of 
the chain, which is of the open link variety? Ans. .913 in. 


(740) A gear-wheel 4 feet in diameter is keyed toa shaft. 
The force acting tangent tothe pitch circle of the gear-wheel 
is 350 pounds; what should be the diameter of the shaft if 
made of steel ? Ans. 2.84 in., say 27 in. 


(741) The head of an engine cylinder, 12” in diameter, is 
fastened on by 10 wrought-iron bolts. In order to make the 
joint steam tight, asafe stress of only 2,000 pounds per sq. in. 
is allowed. The steam pressure being 90 pounds per sq. in., 
what should be the minimum diameter of the bolts, that is, 
the diameter at the root of the thread ? Ans. .8 in 
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(742) A beam 18 feet long has a load of 1 ton placed 
at each end. The supports 


are placed 5 feet from each 
end ee(oce Fig. 18.) (2) 
Draw the shear diagram and 
find the maximum bending 
moment. (d) If made of 
cast iron and circular in 
cross-section, what should be its diameter, the stress being 
steady? s. | (a) 120,000 in.-Ib. 
( (0) 5.784 in. 


~ 
S 
~~ 
~ 


1 ton. 
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(745) A beam 2” x 6” in cross-section and 18 feet long 
deflects .3”; how much will a beam 3” x 8” and 12 feet long 
deflect qa the same load? The long side is placed 
vertically in both cases. Ans. .025 in. 


(744) A ‘wrought-iron key, or cotter, is used to fasten a 
rod, as shown in Fig. 19. There 
isa pull of 20,000 pounds on the 
rod. Assuming the breadth of 
the key to be four times the thick- 
ness, find its dimensions to safely 
resist the stress. Use a factor of 

safety of 10. 
RK Breadth, 2.828”. 
Thickness, .707’. 


Kw 


S s (745) Asteel engine shaft 12” 
in diameter, resting in bearings 
54” apart, carries a fly-wheel 
weighing 30 tons, midway between 
the bearings; what is the deflection of the shaft ? Consider 
the shaft as a simple beam. Ans. .0064 in. 


sO 


Fic. 19. 


(746) (a) A 7-strand steel wire rope has a diameter of 
14”; what load will it carry safely? (4) Find the circumfer- 
ence of a hemp rope to carry 1 tons. 


re (2) 14,062.5 Ib. 


(6) 5.92in. 
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(747) What stress would berequired to rupture a cast- 

iron cylinder which is 8” in diameter and 6” thick? 
Ans. 12,000 lb. 
(748) A beam which is 100 feet long carries four equal 
loads of 1,200 pounds each at distances of 20, 40, 60, and 
80 feet from the left support. (a) Find the maximum bend- 

ing moment, and (0) the shear at each support. 
§ (a) 864,000 in.-Ib. 
ANS. 1 (5) 9.400 Ib. 


Patel DD MECHANICS. 


(ARTS. 1422-1588.) 


EXAMINATION QUESTIONS. 


(749) A lever is required to transfer motion from one 
line to another one parallel to it, and 4}” distant. The 
motion along one line is to be 32’, and along the other line 
23”. Determine the length of the lever arms graphically, 
assuming the fulcrum to be between the ends of the lever. 

(750) A motion of 6 inches along one line is to be trans- 
ferred and increased to a motion of 8 inches along another 
line, making an angle of 45° with the first line. The direc- 
tion of the motion is to be reversed. Make a drawing of a 
bell-crank lever, one-fourth size, which will accomplish this. 

(751) Design a bell-crank lever like that shown in Fig. 
347. Given, angle between center lines of motion, 10°; ratio 
of motions, 4:3; length of long arm, 16 inches. Draw 
one-fourth size. 

(752) Design a lever indicator reducing motion which 
will give an exact reduction. Stroke of engine, 3 feet; 
length of card, 3} inches. 

(753) A vibrating toothed pinion 12” in diameter gears 
with a rack which has a corresponding reciprocating motion. 
How far must the rack move to cause the wheel to vibrate 
through an angle of 64°? Ans. .68 inch. 

(754) Draw a skeleton diagram of the mechanism shown 
in Fig. 20; i. e., a diagram showing the positions of the 
center line of each link when in mid-position and in each 
extreme position. Crank A is the driver; the bell-crank B 
has equal arms of any convenient length; the long arm of 
the lever C makes an angle of 30° with the vertical when in 
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mid-position, and on its upper end carries a segment, gear. 
ing with the pinion D. The pinion is to vibrate exactly 


one-half a turn for each stroke of the lever C. ATI necessary 
dimensions are given in the figure. 


(755) In the connecting-rod mechanism of Fig. 349, (a) 
does the cross-head move more rapidly during the first or 
during the second half of the return stroke? (4) What 
effect does increasing the length of the connecting-rod have 
upon this motion ? 


(756) Twocranks of the same length are keyed to the 
same shaft so as to be parallel; and revolve together, side 
by side; one crank drives a cross-head A by means of a 
connecting-rod, and the other crank drives a slotted cross- 
head B. If the crank turns /eft-handed and cross-head A is 
at the /eft of the crank-shaft, (@) which cross-head leads 


during the forward stroke? (4) Which, during the return 
stroke ? 
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(757) In Fig. 21 is abookbinder’s press, consisting of two 
equal armed toggle-joints, drawn together by a right and 
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eft hand screw. If R= 10", 2=18", A=12’, and the 
screw has four threads per inch, what pressure would the 
platen P exert when a force of 75 Ib. is exerted at the end 
of the handle, and the distance B is 16 inches? Neglect 
friction. Ans. 84,295.4 Ib. 
(758) Fig. 22 illustrates a mechanism in a certain 
machine. A pulley P drives shaft O, to which is attached 
' crank disk D, the radius of the crank being ORK. C Lisa 
vibrating lever with a pin Z, at the end of which the con- 
necting-rods R & and K EL are attached, thus.transmitting 
the motion to the cross-head H. With a belt’ pull of 2 Ib., 
it is desired to find (a) the force exerted upon the pin 4, 
and (4) the horizontal thrust exerted by the cross-head /, 
when C £ makes an angle of 30° with the horizontal. 
As the example is to illustrate the principle only, the 
dimensions are, for convenience, made small. 
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Given, diameter of pulley, 3’; radius O R= 4"; radius 
CE=13'; K E=5ik". The lengthof & £ is such that the 
crank disk will cause point & to move exactly to £’. 


SY 


FIG, 22. 


Note.—Draw OE and consider EO R as a crank and connecting- 
rod mechanism, with the cross-head at 4, and moving in the aor ae 
of the arrow. 


a 1 (a) 14. 08 Ib. 

(6) 13.86 lb. 

(759) What adjustments to the stroke are necessary 

in a shaping or slotting machine where the tool has a 
reciprocating motion ? 


(760) (@) Show graphically how to construct a vibrating 
link motion, so that the periods of advance and return are 
to each other as 3-is to 2. Length of stroke, 24”; scale, 
3”=1ft. (¢) What would be the effect of shortening the 
stroke of the tool slide ? 

(761) (a) Show how to construct a Whitworth quick- 
return motion, so that the period of return equals one-half 
of the period of advance. (4) Plot the motion for positions 
of the driving gear at every 20° of its motion. (c) What do 


APPLIED MECHANICS. 1189 


you consider to be the relative merits of the vibrating link 
and Whitworth quick-returm motions ? 


(762) (a) A universal joint is used to couple two shafts at 
an angle of 28° with each other. If the driving shaft re- 
volves 50 times per minute, what would be the greatest and 
least rates of motion of the driven shaft? (4) What would 
be the effect of using two universal joints, if the forks on 
the middle shaft which connects them were at right angles 
with each other ? 

Ans. (a) Greatest = 56.63 rev. Least = 44,15 rev. 


(763) Given the stroke of a Watts straight-line motion 
= 2 ft.; distance from the center of the lower lever to the 
center line of motion of the guided point = 30’; perpendic- 
ular distance between the two levers when in mid-position 
= 3 ft.; perpendicular distance of the guided point from 
the lower end of the connecting link = 15’. Required the 
lengths of the two levers. 

oni | Length of upper lever, 23.1”. 
Length of lower lever, 31.2”. 

(764) Find the outline of a cam to turn uniformly right 
handed and give motion to a point moving on a line pass- 
ing through the axis of the cam. ‘The point is to remain 
stationary during the first ;4, revolution of the cam; to move 
uniformly away from the center of the cam 2” for the next 
fs revolution, and then to move to its first position witha 
harmonic motion during the remaining ;3,revolution. Take 
14” as the shortest distance between the point and the axis 
of the cam. 


(765) Draw the outline for a cam to turn uniformly left- 
handed, and give a motion to a roller 1” in diameter in a 
horizontal line, passing 1” above the axis of the cam. The 
roller is to have a uniform motion of 24” to the left during 
the first 4 revolution of the cam; during the next ¢ revolu- 
tion it is to remain at rest, and then is to move suddenly to 
its first position, where it is to remain during the last quar- 
ter-turn of the cam. ‘The nearest position of the center of 
roller to the axis of the cam is to be 2’. 
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(766) A cylindrical cam 3” in diameter is designed to 
move a roller uniformly to the left a distance of 1” during 
the first half revolution; to move it uniformly to the right 4” 
during the next 4 revolution, at which point it remains dur- 
ing the next quarter revolution. During the last 4 of a 
revolution, it returns uniformly to its first position. The 
cam turns left-handed as looked at from the right. Draw 
the development of the groove, the diameter of the roller 
being 4’. 

(767) Lay out the outline for a positive-motion plate cam, 
like that in Fig. 369. Diameter of rollers, 2”; distance 
between centers of rollers, 5”; required movement of rod, 1}”. 


(768) <A pulley 4 ft. in diameter drives another pulley 52” 
in diameter by means of a belt. If the speed of the driven 
shaft is 320 revolutions per minute, what is the speed of the 
driving shaft ? Ans. 3462 rev. per min. 


(769) The driving pulley ona machine is 10” in diameter, 
and should run at 500 revolutions perminute. What should 
be the diameter of the pulley on the countershaft, the speed 
of which is 210 revolutions per minute? Ans. 234”. 


(770) A-saw arbor is fitted with a pulley 34 inches in 
diameter. The countershaft has pulleys 20” and 6” in diam- 
eter. What size pulley should be placed on the main shaft, 
which runs at 189 revolutions per minute, to drive the saw 
at 1,800 revolutions,per minute ? Ans. 10 inches. 


(771) A machine is to be belted through a countershaft 
so as to run at 900 revolutions per minute, the speed of the 
main driving shaft being 150 revolutions per minute. Find 
two ratios that could be used for each pair of pulleys. 


(772) A shaft making 200 revolutions per minute has 
upon it a pulley 36” in diameter, carrying a belt upon its 
periphery which transmits 5 horsepower. (a) What is the 
effective pull-on the belt? (6) What diameter should the 
pulley have in order that the effective pull may be 50 Ib.? 


Ans, § (2) 87.54 Ib. 
oa ae 63 inches +. 
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(773) Determine by the aid of Table 33 what you would 
consider to be a suitable width of single belt for driving a 
saw arbor under the following conditions: Greatest horse- 
power required, 6; diameter of smaller pulley, 4’; diameter 
of driving pulley, 30’; distance between the centers of the 
two pulleys, 5 ft.; number of revolutions of the saw arbor, 
1,500. 

(774) A 250-horsepower Corliss engine makes 90 revolu- 
tions per minute, and has a 14-ft. band wheel. How wide 
should the rim of the wheel be, the rim being 1” wider than 
the belt. Calculate for a double belt. Ans. 41 inches. 

(775) Two shafts connected by a 6-inch single belt run- 
ning over 24-inch pulleys make 205 revolutions per minute. 
How much power should the belt transmit ? 

‘ . Ans. 8.6 Hy Panearty: 

(776) Ifthe belt were found to be inadequate for the 
work in the last example, which would be the more effectual 
remedy—to use a 6-inch double belt in place of the single 
belt, or to substitute 30” pulleys for the 24” pulleys, and still 
use a 6-inch single belt ? 

(777) Two continuous cones are required to give a range 
of speed between 70 and 400 revolutions per minute. As- 
suming the large diameters of the cones to be 18”, (a) what 
must be the small diameters? (%) What should be the speed 
of the driving shaft ? Both cones are to be alike. 

ghee | (a) 7.53 in. 
(0) 1674 rev. 

(778) In the above example, if the speed of the driving 
shaft were 225 revolutions per minute, (a) what should be 
the ratio of the large and small diameters, assuming the 
highest speed of the driven cone to be 400 revolutions per 
minute? (2) Thus designed, what would be the slowest 
speed at which the driven cone could run? 


(a) 1.78: 1. 
ous We 126.56 rev. 


(779) A pair of stepped cones, having 4 steps, each of 
9-inch face, are required to be used with an open belt. 
C. II.—38 
(a, 
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Given, largest diameter, 15”; smallest diameter, 44”; dis- 
tance between centers, 20’; width of each step, 2”. Make 
an outline drawing of one of the cones, half size. 


(780) Make a sketch showing how you would lace an 
8-inch belt. Show the location of the holes by dimension 
figures. 


(781) Two shafts lie in parallel planes, one above the 
other, but cross each other at an angle of 45°. Makea 
sketch showing how they might be connected by belt. Show 
two views, either a plan and elevation, or front and side 
elevation, and indicate by arrows the directions in which the 
shafts are to run. 


(782) Two shafts lie in the same vertical plane, but make 
an angle of 30° with each other. Show how to connect 
them by belt so that they will revolve in opposite directions, 
and will run either backwards or forwards. Indicate the 
directions of rotation by arrows. 


(783) A pulley A, upon a main shaft, drives a pulley B 
by means of a crossed belt. A spur gear C, on the shaft 
with B, drives a pinion D. A pulley Z, on the shaft with D, 
drives a pulley / by an open belt. 

Given, A, 30" in diameter and making 60 revolutions per 
minute; 6,:15" diameter; C, 60 teeth;, D, 15 teeth ; £, 30" 
diameter, and /, 10” diameter. How many revolutions 
does pulley “make per minute, and in what direction does 
it turn relatively to A? Ans. 1,440 revolutions. 


(784) A train of: four gears is arranged as follows: 
Gear A drives gear 8; gear B drives gear C; gear C drives 
D. A has 90 teeth and turns right-handed; 2 has 40 teeth; 
C has 80 teeth, and D, 90 teeth. How many turns does gear 
D make to every turn of A, and in what direction ? 


(785) Suppose the lead screw of a lathe to have a left- 
handed thread, the pitch being }”, and suppose the stud 7 
(Fig. 398) to make $ as many turns as the spindle d@, having 
27 teeth, and f, 54 teeth. Finda set of change gears, the 
smallest gear to have 24 teeth, and the largest 96 teeth, to 
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cut threads from 4 to 16 per inch (including 11} per inch), 
making the number of gears as small as possible. 


Threads 
per Inch. Peveonernd, <a, 
4 96 24 
) 96 30 
6 96 36 
7 96 42 
8 96 48 
Fees 9 96 54 
10 48 30 
11 48 33 
114 96 69 
12 48 36 
13 48 39 
14 48 42 
15 48 45 
16 48 48 


(786) A mangle rack and wheel are so proportioned that 
5 turns of the wheel will produce one complete forward and 
back movement of the rack. If the gear turns uniformly, 
and has a pitch diameter of 10’, (2) how far will the rack 
travel one way with a uniform velocity? (4) What is the 
total travel of the rack one way? = au, | (a) 5 ft. 2.832 in. 

" ((d) 6 ft. .832 in. 

(787) In the clutch gearing, shown in Fig. 403, suppose 
the worm gear W to have 40 teeth; gear D380 teeth; gear 
F,, 20 teeth, and the two bevel gears to be of the same size. 
If the worm is single-threaded, what is the ratio of the 
‘‘quick return” through the spur and bevel gears to the slow 
motion through the worm and worm-wheel? Ans. 160:1. 

(788) In Fig. 404, let the diameter of .D, bé 34"; of /, 26"; 
of D,, 34”. What is the ratio of the belt to cutting speed, sup- 
posing the driving pulleys to be 30" in diameter? Ans. 63.6 :1. 

(789. In the differential train shown in Fig. 406, let 
wheel D have 100 teeth and remain stationary. (a) lf 
wheel / has 99 teeth, and A revolves + 10 times, how many 
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turns will / make, and in what direction? (0) If / should 

have 101 teeth, under the same conditions, how many turns 
would / make, and in what direction? 

AS | (z) —.101 turn. 

(0) +.099 turn. 

(790) In the same train, let D have 50 teeth and F 

40teeth. (a) If Dmakes+1turnand A+ 4turns, how many 

turns does / make, and in what direction? (0) If D makes 

—1turn and 4+ 5 turns, how many turns does / make? 


Norte.—Consider the train locked as usual. Fix arm and turn D 
back to the starting point; then, give D the stated number of turns, 


with the arm still fixed. poss (a) +4 turn. 
" ( (6) — 24 turns. 
(791) In Fig. 407, let 7, have 20 teeth; D,, 40 teeth; F, 
20 teeth, and D, 200 teeth. If A makes+6 turns, how 
many turns does /, make? Ans. + 126 turns. 
(792) In the differential train shown in Fig. 23, pulleys 
A and BZ are connected by open belt. A and Z are fast to 


shaft S; D and H, and Kare loose on S;H and K being 
one piece. Wheel servesas anarm to carry gears and G, 
& and C are keyed to shaft Z. 
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Let H, /, £, and G each have 50 teeth; D, 100 teeth, and 
C, 10 teeth, and let the diameter of A be 12” and of B 3’. 
If shaft S makes + 20 turns, as indicated by the arrow, how 
many turns will pulley AX make, and in what direction? 


Note.—Calculate as though £ were stationary at first. Then, fix 
arm J, and turn £ + 20 times. Ans. — 36 revolutions 


(793) In designing gear teeth, what object should be 
accomplished, (@) with regard to the motion transmitted, 
and (4) with regard to the shape and contact of the teeth? 

(794) (a) What are the relative advantages of circular 
and diametral pitch? (0) The diametral pitch of a gear is 
44; what is the circular pitch? (c) The circular pitch of a 
gear is 1.1424”; what is the diametral pitch? 

(2) .698 inch. 
Ans. | 4 22. 

(795) (a) Of what diameter is a 3-pitch gear having 
30 teeth? (4) What should be the outside diameter of this 
gear? (c) What should be the working depth of the teeth? 
(Zz) The total depth? (2) 10 inches. 

eo (0) 10.667 inches. 
(c) .667 inch. 
(Zz) .709 inch. 

(796) Define addendum; face; root; flank. 

(797) (a) How many teeth should a 10-inch 48-pitch 
spur gear have? (4) A gear blank measures 14” in diam- 
eter, and is to be cut 6 pitch, How many teeth should the 
gear cutter be set to space? A | (a) 480 teeth. 

" ( (8) » 82 teeth, 

(798) What is the diameter of a spur gear which has 70 
teeth, and whose circular pitch is 1}”? Ans. 27.852 inches, 

(799) Given, the distance between the centers of two 
gears = 154". What must be their diameters, so that the 
ratio of their speeds will be as 3 is to 2? 

Ans, 183 and 122 inches. 

(800) (a2) How long isthe shortest arc of action that can be 
allowed with a pair of gears in runningcontact? (4) In the 
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epicycloidal system, why is the generating circle never made 
larger than £ of the diameter of the smallest wheel of the set ? 


(801) What can you say for and against both the epicy- 
cloidal and involute systems of gearing ? 

(802) It is desired to lay out the tooth curves for an 
epicycloidal internal gear and pinion; diametral pitch, 3; 
number of teeth in gear, 30; number in the pinion, 21. What 
diameter-generating circle should be used? Ans. 14 inches. 

(803) Determine whether two 4-pitch involute gears of 
12 and 16 teeth, respectively, would interfere when running 
together, without rounding the points of the teeth. Take 
the angle of obliquity = 15°. 

(804) Lay out two bevel-gear blanks from the following 
data: Shafts at right angles; ratio of speed, 4:3; diametral 
pitch, 4; number of teeth in largest gear, 24; length of face 
of gears, 14’. Write all necessary dimensions on the draw. 
ing. It is not necessary to draw the hubs. 

(805) Atriple-threaded worm drives a worm gear having 
40teeth. How many revolutions of the wheel will be caused 
by 100 revolutions of the worm ? Ans. 7.5 revolutions. 


(806) Given, the distance between the centers of the 
shafts of a worm and worm-wheel = 6’; ratio of speeds 
= 40:1; pitch of (single-threaded) worm thread = 3”; the 
thread and teeth are made according to the involute system. 
The length of the worm is to be 4”, and the diameter of the 
worm shaft 13”. The teeth of the gear are to be propor- 
tioned according to Table 34, column Q. 

(2) Calculate the number of teeth, pitch diameter, out- 
side diameter, and whole depth of gear. 

(2) Make a drawing showing the longitudinal section of 
the worm; write all needed dimensions on the drawing. 

(807) A worm 2 inches in diameter, having 3 threads 
per inch, is to drive a spur gear having slanting teeth. 
What angle should the teeth make? Ans. 86° 58’ , nearly. 

(808) A ratchet having 72 teeth is attached to the end of a 
screw having 114threads per inch. How much “feed” would 
the screw give for every ratchet tooth moved? Ans. yy inch. 
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(ARTS. 1589-1686.) 


EXAMINATION QUESTIONS. 


(809) A Prony brake, with a lever arm 4} ft. long, was 
applied to a pulley running at 275 revolutions per minute. 
The lever was found to balance with 70 Ib. in the scale pan. 
How much power did the brake absorb? Ans. 16.49 He: 

(810) If you desired to find the brake horsepower of a 
steam engine which was rated at 6 H. P., and ran at 200 
revolutions, and had on hand a number of weights aggre- 
gating 50 Ib., about what length lever arm would you 
provide for ? 

(811) A rope brake made of rope of 8, inch in diameter 
is used to test a gas engine. The diameter of the band 
wheel is 48 inches; reading of spring balance, 8 Ib. ; weights 
used, 315 Ib.; number of revolutions per minute, 160. 
Find the horsepower. Ans) 19s01sEi ee 

(812) (a) Ifa valve has neither lap nor lead, what will 
be the angle of advance of the eccentric? (4) At what 
point will cut-off occur? (c) Would such an engine run? 
(2) What effect would adding lap have on the cut-off ? 

(813) Name in their order the different events occurring 
in both ends of the cylinder (taken together) of a steam 
engine during one complete revolution. 

(814) (a) How do you tell in which direction a slide- 
valve engine having a reversing rocker willrun? (0) If no 
rocker is used, about what position will the eccentric occupy 
relative to the crank ? 

(815) What effects would increasing the lap have upon 
admission, cut-off, and port opening, supposing the angle of 
advance to remain unchanged ? 
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(816) What alterations would have to be made on a slide- 
valve engine to hasten the cut-off without changing the iead ? 

(817) What is the effect of inside lap? 

(818) In valve setting, what effect on the distribution of 
steam has (a) increasing the angle of advance? (4) Length- 
ening the eccentric rod? (c) Shortening the valve stem ? 

(819) Engines are usually set to give equal leads; but if 
you were called upon to set a slide-valve engine for equal 
cut-offs, how would you do it? 


Hint.—The cross-head positions for cut-off at each end must be 
found, and the valve must be so adjusted that these positions will be 
at equal distances from the ends of the stroke. 


(820) If the lead of a valve be increased, in what way 
will it affect the port opening ? 

(821) (a) At what position of a slide valve is its displace- 
ment the least? (0) Sketch a diagram similar to Fig. 444, 
to show the amount of the displacement of the valve when 
the crank is in the position O R, of Fig. 454. 

(822) (a) Having given the lap of a valve and the dis- 
placement, how would you find the port opening for that 
position? (4) Show by a diagram, accompanied by a brief 
explanation, how this principle can be applied to a displace- 
ment diagram, so that the crank positions for admission, 
cut-off, etc., can be found. 


(823) An engine is to have a stroke of 40 inches, a cylin- 
der diameter of 18 inches, and is to run at 90 revolutions 
per minute. Assuming the ports to be 18 inches long; the 
width of the bridges, 14 inch; inside lap, }"; and the travel, 
6 inches, calculate (a) the width of the steam ports; (0) the 
maximum port opening; (c) the width of the exhaust port. 

(824) Given, lap, finch; width of port opening, 18 inches; 
travel, 5 inches; lead, #4 inch. Draw a diagram and indi- 
cate the angle through which the crank is moving (2) while 
the port is opening, and (4) while the port is closing. 

(825) Given, stroke of an engine, 18 inches; length of 
connecting-rod, 45 inches; travel of valve, 43 inches; angle 
of advance, 35°. Cut-off is to take place at exactly 134 inches 
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on each stroke, and exhaust at exactly 17 inches. Draw a 
separate diagram for each end of the cylinder, showing the 
crank positions at which the events take place, the outside 
and inside laps, and the leads. Draw the valve circles half 
size and the crank circles to a scale of 3 inches = one foot. 
Care should be taken to get the different lap circles in the 
right places. 

(826) What measurements would you take from an actual 
engine in order to draw a valve diagram for the engine ? 

(827) Given, point of cut-off, 3 stroke; lap, inch; lead, 
#inch. Find travel and angle of advance by the aid of the 
diagram. 

Ans. Travel, 34”; angle of advance = 324°, nearly. 

(828) Draw the valve diagram and a section of the valve 
and ports, and find the throw and position of the eccentric 
from the following data: Stroke, 26 inches; diameter of 
cylinder, 17 inches; lead, 4 inch; cut-off, } stroke; release, 
$9 stroke. The engine is to run ‘‘over” at 150 revolutions 
per minute, and the valve is to be moved through a reverse 
lever, the length of the valve arm being to the length of the 
eccentric arm as 5:4. Assume width of bridge = 1’. 


(829) (a) Why are piston valves used? (0) Can you 
think of any possible disadvantage that they might have? 


(830) What change in the position of the eccentric is 
necessary if the valve is to take steam inside ? 


(831) A Trick valve is to be designed. Given, width /¢, 
in Fig. 457 = 8”; width of port S= 1}’; inside lap, 3”; width 
of bridge, #’; lap m=¢+/+ 3". Required (a) width of 
passage through valve; (2) valve travel; (c) width of cyl- 
inder face e;.(@) width of exhaust port. Ve 

(0) 3}. 
Ans. (c) 12 
(Z) 28". 


(832) What is tobe gained by using a double-ported valve? 


(833) The lengths of the crank and connecting-rod of a 
certain engine are in the ratio of 1 to 4. If the cut-off on 
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the return stroke occurs at # stroke, at what point does cut- 
off take place on the forward stroke, the lead remaining 
constant? The travel of the valve is 3 inches. 
Ans. 2% stroke. 

(834) What advantage is to be gained by using a Meyer 
valve? 

(835) (a) In the Meyer valve gear, which valve cuts off 
and which admits the steam? (6) Which gives the 
compression and exhaust ? 


(836) State the principal advantage to be obtained from 
a shaft governor. 

(837) With a double-valve gear. 

(838) A Prony brake is used to test a small water-wheel. 
If the length of the arm is 40 inches, weight in scale pan 2 
Ib. 10 oz., and revolutions per minute 263, what is the brake 
horsepower of the wheel ? Ans. .4388158 H. P. 


(839) Make a sketch showing the relative positions of 
the crank and two eccentrics in the Stephenson link motion, 
(2) when no rocker is used, and (4) when a reversing rocker 
is used. 


(840) How can you tell when a link motion has ‘‘open 
rods” ? 

(841) The following questions relate toa link motion with 
‘‘open rods” 

In mid-gear, (a) what is the greatest possible displacement 
of the valve equal to? (4) What is the greatest travel equal 
to? (c) The greatest port opening? (d@) What is the travel 
equal to in full gear? (¢) In passing from mid- jee to full 
gear, how do the lead and cut-off vary ? 

(842) (a) In what ways is the effect of a link with 

“crossed rods” different from one with ‘‘open rods”? (6) 
If you wished to design an engine to StOR Lise the link was 
placed in mid-gear, would you use ‘‘ open ” or ‘‘ crossed” rods? 


(843) When the link motion is to be used as a variable 
cut-off gear, why should it be designed to make the valve 
over-travel in full gear ? 
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(844) (a) What is the object in curving the links of a 
Stephenson link motion ? (0) Would it answer to make 
them straight, in case the motion was to be used on a hoisting 
engine, and why? 


(845) (a) What is meant by slip? (4) Suppose a link 
motion were to be used on a marine engine which ran almost 
entirely in one direction. What manner of suspension of 


the link would cause the least wear of the link ? 


(846) What is to be gained by using two eccentrics on .a 
Corliss engine, one for operating the steam and the other 
for operating the exhaust valves? 


(847) (a) Why must the steam valves of a Corliss 
engine have lap? (0) What is the disadvantage in using lap 
on these valves ? 


(848) (a) Why must the exhaust valves of a Corliss 
engine have lap? (4) Could not the same effect be produced 
by shortening the exhaust rods, thus turning the valve away 
from the edge of the port, so as to give it lead opening ? 
Give reasons. 


(849) Explain how a rapid movement of the steam valves 
is secured in a Corliss engine. 


(850) Is it feasible to regulate the cut-off by changing 
the angle of advance only? Why? 


(851) An engine with 24” stroke is to have a range of 
cut-off varying from +, to # stroke, the lead remaining 
constant at Linch. Port opening for cut-off at {stroke = 1’. 

(2) Determine, by drawing a diagram, what must be the 
movement of the eccentric across the shaft to produce this 
result. Draw the crank circle } size and the valve diagranr 
full size. (4) What is the port opening for, cut-off at 5 
stroke ? 


(852) A slide valve is to be operated by a Stephenson's 
link motion. The point of cut-off is to be .8 stroke; full 
gear lead, ;!;"; width of steam ports, 14"; width of bridge, 
&"; inside lap, }”; over-travel in full gear, 8’. No rocker is 


’ 


to be used, the valve being in line with the center line of the 


1202 APPLIED MECHANICS. 


link motion. The distance from the center of the shaft to 
the middle position of the center of the link arc is 3 ft. 

Draw skeleton diagrams of the link in full gear and in mid- 
gear, with a section of the valve and ports. The latter may 
be placed above the link, as in Fig. 467. The valve diagram 
should be drawn } size, and the ports and link diagram } 
size. Assume the length of the link to be 12”. 

Also state what dimensions you get for the following: 
Outside lap; full gear travel; angle of advance; mid-gear 
lead. 

(853) What is meant (a) by the ‘‘height ” of a governor, 
and (0) by the ‘‘sensitiveness”’ of a governor? 

(854) The height of a simple revolving pendulum is 20’. 
(z) How many revolutions per minute must its speed be 
increased to make the height 18”? (¢) How much must the 
speed be decreased to make the height 22”? 

(a) 2.272 revolutions. 
ans (2) 1.955 revolutions. 

(855) (a) What objections are there to the ordinary pen- 
dulum governor? (%) The height of a single pendulum gov- 
ernor running at a certain speed is 1 inch; what would be 
the height of a weighted governor running at the same 
speed, supposing the weight to be five times as heavy as both 
balls taken together ? Ans. 11 inches. 


(856) If an engine were fitted with a weighted pendulum 
governor, how could you increase its speed ? 

(857) In designing a weighted governor, the following 
dimensions and weights were obtained from the drawing: 
(Refer to Fig. 481.) 


tu aO O's 7s 
iT =10; ae 
m = 5.85; B= Sy 


Assuming V = 240 rev. per min. and R = 5 lb., what should 
be the weight of each ball and of the counterpoise ? 


(858) Under what conditions would you use a transmis- 
sion dynamometer ? 


Se avi e borer RS: 


(ARTS. 1687-1900.) 


EXAMINATION QUESTIONS. 


(859) (a) What is meant by zvternally fired boiler? (3) 
Externally fired botler ? 

(860) Enumerate the various boiler mountings, and state 
the duty of each. 


(861) Find the necessary thickness of a boiler tube which 
is 3” in diameter, 15 ft. long, and is subjected to an external 
steam pressure of 80 lb. per sq. in. Ans. #,", nearly. 

(862) Findthe diameter of the welded wrought-iron stay- 
rods “f a Scotch boiler carrying a pressure of 125 pounds, 
the rods being pitched 12 inches apart one way and 134 


inches the other. Ans, 27,”", nearly. 

(863) What should be the thickness of the walls of an 
iron combustion chamber, stayed by iron staybolts with 
nuts, pitched 8 inches apart, the steam pressure being ° 
150 Ib.? Ans. #". 

(864) The composition of a fuel is: Carbon, 80%; hydro- 
gen, 8%; oxygen, 6%; ash, 6%. (a) Find the heat of com- 
bustion per pound of fuel. (4) Find the minimum air 
supply per pound of fuel. AN | (2)16; 007.02 DB Tau. 

" ( (8) 11.8 Ib. 

(865) If the temperature of the furnace fire is 2,800° F., 
what is gained in economy by reducing the temperature of 
the flue gases from 600° to 250° F.? Ans. 12.54%. 

(866) A boiler evaporates 28,930 pounds of feed-water 
from a temperature of 127° into steam at 85 pounds pressure 
during arun of 10 hours. What horsepower is developed 
by the boiler ? Ans. 94.3 H. P. 

(867) Ina test of the quality of steam made by a barrel 
calorimeter, the weight of cold water was 360 pounds and 
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its temperature 44° F. After steam was run in, the total 
weight of water in the barrel was 382 pounds, and the tem- 
perature had risen to 110°. The steam pressure being 80 
pounds, what was the quality of the steam ? Ans. 97.74%. 

(868) Allowing a maximum velocity of flow of 4,000 feet 
per minute, what should be the minimum diameter of a 
steam pipe to carry 7,200 pounds of steam per hour at a 
pressure of 75 pounds? Ans. 5,3,”. 

(869) A safety valve has a diameter of opening of 4 
inches. The weight is 107 pounds. The distance from the 
valve to fulcrum is 44”; distance from fulcrum to center of 
gravity of lever, 19’. Weight of valve and stem, 8} Ib.; 
weight of lever, 21 1b. Graduate the lever for the pressures 
40, 45, 50, 55, and 60 pounds per sq. in.; that is, give dis- 
tances from fulcrum for these pressures. 

(870) (a) What are the relative advantages and disad- 
vantages of the plain cylindricaltype? (4) In what localities 
may it be economically used ? 

(871) A cylindrical boiler shell is 12 feet long, 4 feet 3 
inches in diameter, and subjected to a steam pressure of 80 
Ib. per sq. in. (a) What is the total force tending to rupture 
the shell along ove longitudinal seam ? (4) What is the total 
force tending to rupture it along a girth seam ? 

RS | (a) 293,760 Ib. 
(0) 163,426 Ib. 

(872) (a) What is a lap joint ? (6) A butt joint ? (c) Dis- 
tinguish between single and double-riveted joints; (d@) be- 
tween chain riveting and staggered riveting. (e) Which is 
the strongest of the ordinary riveted joints, and why? 

(873) Steel stayrods 1% inches in diameter support the 
heads of a boiler under a pressure of 140 pounds. Sup- 
posing them to be pitched equidistant horizontally and 
vertically, how far apart may they be placed ? 

Ans. 12} in., nearly. 

(874) (a) Describe a boiler-feed apparatus. (4) In what 
part of the boiler should the feed be introduced, and why ? 
(c) Describe a feed-water heater; (@) an economizer, 
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(875) (a) What fuels are chiefly used for steam ma- 
king? (0) Describe the different varieties of coal. (c) 400 
pounds of wood is equivalent to how many pounds of coal? 
(72) What are the advantages and disadvantages of liquid 
and gaseous fuels? 


(876) The average temperature of the external air being 
60° F., and the temperature of the flue gases 580° F., what 
must be the height of the chimney to produce a draft of .77 
inch of water? Ans. 110 feet. 

(877) State fully the various points to be considered in 
the arrangement of the tubes in a return tubular boiler. 


(878) Ina test of the quality of steam, two separator 
calorimeters were coupled together; 14 ounces of water were 
collected in the first separator, and 2 ounces in the second. 
The amount of dry steam condensed was 204 pounds. Find 
the quality of the steam. Ans. 95.9%. 


(879) Describe a separator; explain the principle of its 
action. 

(880) (a) Describe the Cornish, Lancashire, and Gallo- 
way types of boilers. (4) Where are they used chiefly ? 
(c) What types of boilers are mostly used in the United 
States ? 

(881) A cylindrical boiler shell is 18 ft. long, 4 ete Gain, 
in diameter, and subjected to a pressure of 65 Ib. per sq. in. 
(2) What is the force tending to rupture ove longitudinal 
seam per inch of length? (b) What is the force per inch of 
length tending toruptureagirthseam? a. | (a) 1,755 Ib. 

(0) 8774 Ib. 

(882) In what ways may a riveted joint fracture ? 

(883) What should be the diameter of copper staybolts, 
pitched 3} inches apart each way, the steam pressure being 
128 pounds ? Ans. 3”. 


(884) Ifa boiler generates steam at 85 pounds pressure, 
what per cent. may be gained by heating the feed, originally 
at 65° F,, by means of a feed-water heater, to 200° F.? 

Ans. 11.8%. 
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(885) A fuel has the following composition: Carbon, 
94%; hydrogen, 1%; oxygen, 2%; ash, etc., 34. How many 
pounds of water should a pound of this fuel evaporate from 
and at 212°? Ans. 14.59 lb. 


(886) What draft pressure will be given by a chimney 
135 feet high, the temperature of the air being 65° F., and 
of the gases 420° F.? Ans. 2’. 

(887) What should be the combined area of the tubes of 
a return tubular boiler? What should be the space between 
the bridge and shell ? 


(888) What is incrustation? What are the common 
scale-forming substances? In what ways may incrustation 
be prevented ? 


(889) Describe the injector; explain its action. Why 
is it economical to use a much larger injector than is actually 
necessary to do the work? 


(890) Trace the evolution of the modern water-tube 
boiler from the plain cylindrical boiler. Explain clearly 
why the water-tube type is free from danger of explosion. 


(891) A boiler shell is 38 inches in diameter, and with- 
stands a steam pressure of 110 Ib. per sq. in. Assuming 
the safe working strength of the iron plate to be 9,500 Ib., 
and the efficiency of the joint to be 60 per cent., what should 
be the thickness of the plate? Ans. 2’. 


(892) Assuming the following data, let the student 
design the riveting of a steel boiler shell 5 feet in diameter: 
S, = 63,000 Ib.; S,= 56,000 Ib.; S,= 100,000 lb.; f=5, 
and steam pressure, 120 lb. Design a double-riveted lap 
joint, using formulas (a), (2), (c), (2), and Table 3% as a 
guide for the proportions. 

(893) What should be the diameter of steel screw stay- 
bolts spaced 4} inches apart each way, the steam pressure 
being 160 pounds? Ans. 2”, nearly. 

(894) (a) A boiler of 120 horsepower, using 30 pounds 
of water per horsepower per hour, and generating steam at 
a pressure of 70 pounds per sq. in., requires a safety valve 
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oA 
of what area? (4) Supposing the valve to be of the dead- 
weight type, what should be its weight ? 
te § (a) 223 sq. in. 
((d) 1,575 Ib. 
(895) In what way does too great a supply of air to the 
fire lessen the economy of the combustion? Why does too 
small a supply of air result also in loss? Explain fully. 


(896) (a) Calculate the diameter of a round chimney 
105 feet high, furnishing draft for 700 horsepower of boilers. 
(4) If square, what should be the length of a side? 

(2) 65.3”. 
> S (5) 58.3". 

(897) Areturn tubular boiler of 150 horsepower is ex- 
pected to evaporate 10} pounds of water per pound of coal 
from and at 212°. The draft will allow a rate of combus- 
tion of 16 pounds of coal per square foot of grate per hour. 
If anthracite coal is to be used, what heating surface would 
you give the boiler ? 


(898) Describe the various forms of internal corrosion, 
and give their causes. What precautions must be taken to 
prevent both internal and external corrosion ? 


(899) What is the maximum amount of bituminous coal 
that can be burned in 10 hours on a grate 34 ft. x 5 ft., 
with a chimney 135 feet high? Ans. 4,575 1b. 


(900) (a) What type of boiler is chiefly used at present 
for marine service? Describe it. (2) What are the points 
for and against the use of water-tube boilers for marine 
work? 


(901) A steel marine boiler is 13 feet in diameter, and 
works under a steam pressure of 140 lb. per sq. in. Sup- 
posing the tensile strength of the material to be 64,000 lb., 
the efficiency of the joints 72 per cent., and assuming a 
factor of safety of 4, what should be the thickness of the 
plates? Ans. 4%”, nearly. 


(902) Find by calculation (a) the proper pitch, and 
(2) the diameter of the rivet holes for a double-riveted lap 
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joint, the plates being % inch thick. (c) What is the 
efficiency of the joint? (a) 33". 
Ans. 4 (5) }". 

(c) 782. 

(903) Wrought-iron screw staybolts are 1 inch in diameter, 
and resist a pressure of 150 pounds per sq. in. If spaced 
equally distant each way, how far apart should they be 
spaced ? Ans. 5.6”. 


(904) (a) Describe the different types of safety valves. 
(2) What precaution must be observed in attaching the 
safety valve to the boiler? (c) What care do safety valves 
require ? 


(905) A grate is 4 feet wide by 6 feet long. The rate of 
combustion is 12 pounds of coal per square foot of grate per 
hour. Assuming the coal to be anthracite, consisting of 
95 per cent. carbon, and the remainder ash, and that 14 times 
the theoretical amount of air is supplied, how many cubic 
feet of air at 62° F. must be furnished per minute? 

Ans. 1,042.6 cu. ft. 


(906) (a) A boiler plant of what horsepower may be sup- 
plied with draft by a chimney 125 feet high and 5 feet in 
diameter? (6) By a chimney 80 feet high and 3 ft. 8 in. 
square ? Reo 1) 632 H. P. 

(0) 336 H. P. 


(907) Ifa boiler generates steam at 105 lb. pressure, and 
receives the feed water at 120° F., what economy will result 
from raising the feed temperature by using an economizer 
to 200° F.? Ans. 7.34. 


(908) Describe the methods of making a hydrostatic test 
of a boiler. What are the points in favor of and against the 
hydrostatic test compared with the hammer test ? 


(909) What size of direct-acting steam pump would you 
adopt to feed a boiler plant of 300 horsepower ? 


(910) Describe the construction and operation of a Field 
tube, 
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(911) (a) What are the relative strengths of the longi- 
tudinal and girth seams in example 901? (0) Give state- 
ment and proof. 


(912) (a) How should the joints be arranged in the 
furnace plates of externally fired boilers? (b) In which 
direction should the fibers of wrought-iron plates extend ? 
(c) In lap joints, which way should the inside lap face, and 
why? 

(913) Find the effective diameter of a diagonal crow- 
foot brace supporting an area of 35 sq. in., the steam pres- 
sure being 80 pounds. The brace is of wrought iron, welded, 
and makes an angle of 18° with the shell. Ans, 43”, 


(914) Given the following data concerning a lever safety 
valve: Diameter of vaive opening, 5”; length of straight 
lever, 40"; length from valve to fulcrum, 4"; weight of valve 
and stem, 8 lb.; weight of lever, 12 lb.; blow-off pressure, 
110 lb., what should be the weight placed at the end of the 
lever arm? Ans. 209.2 Ib. 


(915) How is the transfer of heat from the furnace to 
the water in the boiler accomplished? For what reasons 
should a boiler have a good water circulation ? 


(916) A certain boiler plant has a chimney 90 feet high. 
If the plant should be fitted with economizers which reduce 
the temperature of the furnace gases from 620° to 270°, 
what additional height should be given the chimney in order 
that the draft shall remain unchanged? Assume the air 
temperature to be 60° F. Ans. 83.2 ft. 


(917) What is the factor of evaporation? Compute the 
factor of evaporation for the following cases: 


Pressure of Steam. Temperature of Feed. 
(2) 8%7-lb. gauge. La ait Ete Ans, 1.1399. 
(4) 117-lb. gauge. Loek Ans. 1.1874. 
(c) 134-lb. gauge. Ber: Ans. 1.1758. 
(Z) 38-lb. gauge. 158° F. Ans. 1.0792. 


(918) What are the causes of boiler explosions? A tank 
filled with carbonic acid gas at a pressure of 200 or 300 
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pounds may rupture, but will not explode, while the same 
tank filled with steam and hot water may explode with great 
violence. Explain. 


(919) Describe the steam loop, and explain its action. 
What is the object of removing the water from the steam 
pipe and the separator ? 


(920) (a) What are the materials chiefly used in boiler 
construction ? (4) What class of steel is used for plates ? (c) 
What qualities should iron or steel possess if intended for 
use in boiler plates? (@) Why should not steel plates have 
a greater tensile strength than 65,000 pounds per square 
inch ? 


(921) (a) What forms of vessels are self-supporting ? 
(6) Why are they self-supporting? (c) Which is stronger 
under pressure, a spherical or a cylindrical vessel of the 
same diameter ? 


(922) (a) What are the arguments for and against the 
punching of rivet holes? (4) What is the general practice 
of good makers in this connection? (c) What caution must 
be observed in the calking of riveted seams? 


(923) The girder stays of a fire-box are 33 inches long, 
and spaced 8 inches apart; the steam pressure being 120 
pounds, find the depth of the girder. Ans. 58”, nearly. 


(924) Given the same data as in example 914, at what 
distance from the fulcrum should a weight of 265 pounds be 
placed ? Ans, 31.6 in. 


(925) In what ways may the heat generated in the 
furnace be wasted or lost? What is smoke, and what is 
necessary for its prevention ? 


(926) (a) With soft coal of good quality, what is the 
maximum rate of combustion with a chimney 80 feet high? 
(4) With a chimney 115 feet high ? Rak (a) 204 Ib. 

(0) 244 Ib. 

(92%) For what purposes are boiler trials made? Describe 

briefly the steps to be taken in making a trial. 
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(928) What course should be pursued when the water is 
found to be low in the boiler? What should be done when 
the boiler foams or primes badly? How may unused boilers 
be kept in good condition ? 


(929) Inatest with a barrel calorimeter, the weight of 
cold water is 327 pounds; the weight of steam condensed, 
24 pounds; the initial and final temperature of the water, 
40° and 120°, and the steam pressure, 65 pounds. (a) What 
is the quality of the steam? (0) What is the number of 
degrees of superheat ? Ans.\(0) 6.5". 


(930) (a) By what process is boiler steel made ? (6) What 
is the objection to cast iron as a boiler material ? (c) Describe 
a boiler made of cast iron. 


(931) What pressure may be safely borne bya steel boiler 
shell 3 ft. 6 in. in diameter, the plate being - in. thick; the 
safe working stress of the material, 12,000 lb., and the 
efficiency of the joint, 66 per cent.? 

Ans, 118 lb. per sq. in., nearly. 


(932) What pressure might be allowed on the wrought- 
iron head of a cylindrical boiler which is }” in. thick and 
48” in diameter, the safe working stress of the iron being 
10,000 pounds, zf the head is unstayed ? 

Ans. 6.5 lb. per sq. in. 


(933) What pressure may be resisted by girder stays 42 
inches long, 74 inches deep, and spaced 10 inches apart ? 
Ans. 143.5 lb. per sq. in. 


(934) (a) Describe the working of a Bourdon pressure 
gauge. (2) Describe the apparatus used to obtain the water- 
level. (c) What isa fusible plug, and what is its object? 
(2) What are the relative advantages of domes and dry 
pipes? (¢) What is the purpose of manholes and mudholes ? 


(935) Describe the different methods of obtaining forced 
drafts. For what fuels are the forced draft and the shaking 
grate particularly adapted ? How is the forced draft of the 
locomotive obtained ? 
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(936) Under ordinary conditions, what is the minimum 
height of a chimney that will permit a rate of combustion of 
anthracite coal of 14 pounds per sq. ft. per hour ? 

Ans. 100 ft. 

(937) (a) What is the efficiency of a boiler? (4) A boiler 
plant during a trial uses 19,000 pounds of coal, of which 934 
is combustible, and evaporates 175,000 pounds of water into 
steam at 60 pounds pressure from a feed temperature of 52° 
F. If the heat of combustion of a pound of the coal is 
13,500 B. T. U., what is the efficiency of the plant ? 

Ans. (0) 78.84. 

(938) Explain the action of zinc in preventing corrosion 
and incrustation. 

(939) Upon what principle does the feed-water purifier 
depend ?: 

(940) (@) Describe the construction and operation of the 
Heine boiler. (6) What, if any, is the advantage of suspend- 
ing the mud drum in the boiling water ? 

(941) Ina calorimeter test, the quality of the steam 
was found to be 101.48¢. The gauge pressure being 83 Ib., 
how much was the steam superheated ? Ans. 27.29°. 

(942) What would be the necessary thickness of the cast- 
iron head of a cylindrical boiler 2 ft. 10 in. in diameter, the 
steain pressure being 75 pounds, and the allowable safe stress 
in the cast iron being 5,000 pounds? FN shit ¢ bey eee 


(943) What safe pressure may be allowed on a steel plate 
zs inch thick, stayed with steel screw staybolts spaced 44 
inches apart each way ? Ans. 135 Ib. 


(944) How many B. T. U. are obtained by the combus- 
tion of a pound of carbon with sufficient air to form 
(2) carbon dioxide, (4) carbon monoxide? (c) Distinguish 
between complete and incomplete combustion. 


(945) Required the power necessary to furnish a forced 
draft for a grate area of 175 sq. ft., with a rate of combus- 
tion of 40 lb. per sq. ft. per hour. The pressure of the blast 
is 12 lb. per sq. ft.; the volume of air required is 230 cu. ft. 


STEAM BOILERS. 1213 


per pound of fuel per minute, and the efficiency of the 
apparatus is 62.5 per cent. Aner 15: 61.115 P. 


(946) A certain type of boiler is expected to evaporate 
94 pounds of water from and at 212° per hour per pound of 
coal. What grate surface must be given the boiler if itis 
to generate 3,000 pounds of steam per hour at 212°, the 
desired rate of combustion being 15 pounds per sq. ft. per 
hour? Ans, 215sqit: 


(947) Taking the data of question 937, find (a) the 
equivalent evaporation from and at 212° F.; (0) the evapora- 
tion from and at 212° per pound of coal; (c) per pound of 
combustible; (@) the horsepower developed by the plant, the 
duration of the test being 22 hours. (2) 209,331 Ib. 
(0) 11.02 Ib. 
(c) 11/85 Ib. 
(2) 275.8 H. P. 


(948) What are the objects of a boiler setting? What 
precautions must be observed in hanging or supporting very 
long boilers? Describe the setting of the return tubular 
boiler; of the Lancashire and Galloway boilers. 


Ans. 


(949) What quantity of water can theoretically be evapo- 
rated from atemperature of 100° into steam of a temperature 
of 240° by a pound of lignite, the chemical composition of 
which is carbon, .643; hydrogen, .042; oxygen, .100; 
miscellaneous, .215? Ans. 10.26 Ib. 

(950) What is the horsepower of a boiler which gener- 
ates 935 pounds of steam per hour ata pressure of 40 pounds, 
taking the feed at 55° F. ? Ans, 32.2 H. P. 

(951) Suppose the material of a furnace flue which is 
3” thick and 30’ in diameter to have a safe working tenacity 
of 12,000 Ib. (a) What zz¢ernal pressure would it safely sup- 
port? (4) Why will a cylindrical vessel safely stand a 
greater internal than external pressure ? 

. Ans. (a) 300 lb. per sq. in. 

(952) What would be the necessary thickness of an un- 
stayed steel flat plate 20 in. square, subjected to a pressure 
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of 30 1b. per sq. in., the allowable safe stress in the steel 
being 12,000 lb. ? Ans. }’. 

(953) What should be the thickness of an iron fire-box 
plate subjected to a pressure of 110 pounds per Square inch 
and stayed by iron screw stays pitched 4 inches apart ? 

Ans. 3%", nearly. 

(954) If 18 pounds of air are furnished to each pound of 
the fuel of example 864, what will be the temperature of the 
furnace ? Ans. 352977. 

(955) Describe the different systems of hand firing. 
What are the advantages of the mechanical stoker? To 
what fuels is the mechanical stoker particularly suited ? 

(956) If in example 866, 3,120 pounds of coal were burned 
during the run, what was the evaporation from and at 212° 
per pound of coal? Ans. 10.43 pounds. 

(957) What is meant by the ‘“‘quality of the steam”? 
Explain the operation of the barrel calorimeter, and clearly 
state the principle on which its action depends. 

(958) In what ways may the main piping of a boiler be 
arranged to allow for expansion? . If acopper bend is placed 
in a steam log carrying a pressure of 105 pounds, what must 
be the thickness of the copper pipe, the diameter being 43 
inches ? Ans, .172", say 44’. 


INDEX. 


A. PAGE 
Absorption dynamometers 927 
Action, Are of go8 
a Angle of gc8 
- Galvanic I13I 
Actual horsepower 2 - 668 
Addendum line ° 3 go2 
ee circle : . - 902 
3. of tooth. ° - + go2 
Adiabatic curve for steam ; 626 
Adjustable cut-off governors . 685 
Admission, Point of . 2 933 
Advance, Angle * 638, 934 
oF Changing the angle of 957 
Air required for combustion . 1076 
Alternate firing . 4 5 . Togt 
2 method of testing eriors I1I3 
Amount of lead - = C 947 
Analysis of gases. 5 . cars 
Angle of action . 5 5 : - 908 
SS advance-— . : 638, 934 
SSy_ett as Changing the a 057, 
‘i S capproach, |. . ° + 908 
On STopliquitys % . ° - O14 
A> +. TeCeSS 's A e . + gos 
ip * tead . fs 5 5 934 
Annular gears . ° ° . SOLE 
Anthracite coal . 5 ° fe . 1081 
Apparent cut-off . S =) 652 
Approach, Arc of - 5 5 + 908 
Gs Angle of . 6 ‘ - 908 
Approximation, Tredgold’s . . 918 
Are, Link . ; C . - 966 
“6s of action . 5 n 5 + 908 
“approach ° = - gc8 
Bc OS Tecesas  < ° “ 5 » 908 
Area of grate. 5 5 + I100 
Arrangement of riveted joints and 
plates 6 . G . + 1039 
Automatic cut-off woperaors ° » 685 
Axis of beam, Neutral . 5 « 787 
B. PAGE 
Babcock and Wilcox boilers . + 1008 
Back gears Re peewee 3 975. 
Se “© Differential . A + 895 
tie HEINEY ° . . . + 903 
“ pressure . . . . + 638 
Balanced valves . . ° co 9ESS 


Base circles ’ ’ ’ ‘ + or4 
Beams. ‘ . . . © 77%, 813 
“bending moment , 5 . 775 
“© Cantilever 5 . . 771 

* Comparison of strength agid 
stiffness ; 797 
** Conditions of eqiilibninal 772 
ss Continous, 5 e 77% 
** Deflection of ' é 794 
“©  Experimentallawof . . 789 
“ Neutral axis of é 3 ee7ez, 
“ Restrained 6 a Q Sr WwhAS 
Ss Simple. 15 4 . 5 772 
“© WVerticalshearin . 2 . 773 
Bell crank lever . . : » 857 
Belt fastenings . 4 a ; . 865 
‘© Power transmission by . 852 
“ Quarterturn . . : - 867 
“* shifting mechanism . A 885 
to connect non-parallel enatiee 866 
‘© To determine horsepower of 855 
Sei Ce ie width of 853 
‘‘ transmission, Bxamplesof . 870 
Belting, General rule for. i - 855 
ae Use andcareof . 5 « 863 
Belts, Climbing of . A O - 864 
& Double « . 3 ri . » 856 
© Guiding . , : ; . 864 
“ Openandcrossed . - 851 
Bevel gears * ° ° 5 °. 917 
Bituminous coal 5 “ 5 « 1081 
Blower c cs 5 é 5 - 1089 
Blow-out apparatus . Z 5 31072 
Blowing off boilers . a . - 1139 
Boiler and pipe coverings a - 1144 
‘© Babcock and Wilcox . « 1008 
“Cornish and Lancashire - 999 
“Corrosion . : < 7 D1g0 
“© Double deck . . . « 1007 
“efficiency . . . + 1109 
“* explosions . . . + 1134 
“| Externally fired . A - 999 
“ feed-pumps . ° ° . 1158 
«fittings! ‘s 5 5 + 9915 1055 
“Field ° . . 5 + 1019 
‘ite, G ‘ 6 - - 995 
“French or elephant C « 1007 
“* furnace fittings . . + 1086 
“ Galloway . . . + 1001 


vi INDEX. 


Boiler, Harrison safety . 5 - 1056 
‘s Hazelton or Porcupine . - 1018 
‘% heads A ; : 4 « i691 
“ Heating surface of + Q9QI, 1101 
© Heine 5 . : 3) SOE 
“Internally ped : + IOOI 
‘* Locomotive . . + 1003 
we Marine ° é : . I02I 
* materials : 4 c . 1025 
‘© Plain cylindrical . b + 9gz 
‘“ Returntubular . : - 998 
© Root water-tube . 4 - I0II 
* Scotch or drum ; : + r02I 
‘© Sectional es . 6 1007 
“Self-contained 1005 


« setting . 3 5 G peeves 


‘shell ; ggt 
“shells and fines, Sirenetn of 1026 
* 6Stationary a . Z + gor 
sc stays : Bi F, : « 1045 
“* Steam space of ic 5 « OGf 
“ Stirling . c ° + 1014 
Submerged flue . .  « 1006 
“ trials ; ‘ : é + I109 

“ tubes, Standard dimensions 
of . 5 5 . : + II03 
‘OSS Vertically. S : : + 1005 
“ Water-tube . . 5 + 1007 
Boilers C 5 “ 6 i - 9ggr 
“© Horsepower of ; D - 1106 
** JIncrustation ‘ 5 ; . 1126 
“Inspection and testing of  . 1133 
“ Installation of 5 3 « 1145 
‘“* Management andcareof  . 1138 
‘* Proportions of R : . Ir00 
“  Wearandtearof . A + 1130 
Bore of acylinder . 2 . Oh skys 
Brake, Prony . : . : - 927. 
Brass for boilers : . : . 1026 


Bridge between steam and exhaust 
ports. . . - 633, 945 
“ of boiler furnace . + 994, 1090 
‘Width of . ; b - 946 
Buckeye engine governor ‘ - 987 
Butt joints . 3 . . . + 1032 


Cc. : PAGE 
Calking ; ‘ c mo Te + 1043 
Calorimeters . 4 . . + 120 


Cam, Harmonic motion . 3 - 844 
eo Plate... . 5 ‘ 5 + 839 
st Positive < f ° fe « 845 

Cams . . . . . . + 839 


Cantilever . ‘ . . « 77 
Carbon, Combustion of : , + 1076 
Carbonicacid . ‘ ‘ : + 1075 

ss oxide . . . . + 1075 


Castiron . ° . ° . 2 74t 
ne “© Malleable . 5 . ° 743 
ee’ for iboilers’ . . + 1026 

Center,Dead . 5 - 650, 821 

“© line of motion ° . 3 Si3 

Chains : . : ° Fy - 809 


Chimney draft. 5 z . - 1094 
Chimneys . ° . . A + 1094 


Circulation in boilers 5 ° - 1083 
Clearance, Engine . A 630, 650 

Vd Tooth > . ° = ge 
Clicky. A 5 ‘ . «| 923 


Climbing of pelts 5 . ° - 864 
Clutch gearing . 2 . s - 883 


Coals . 2 : ° 5 + I081r 
Coefficient of Rete 2 : A = F5E 
Columns. . 5 5 - 798 

Combining cards of Pompodial en- 
gines . 5 5 : 5 - 703 
Combustion : Z - < - 1074 
ee Heat of . : fs . 1077 
oe Productsof . ° - 1075 
ye Rate of . : é - 1080 
Composition of moments. s - 766 
Compoundengine . 3 : - 691 
Md ‘© diagrams \. - 695 
se ‘© Horsepower of . 708 

cs “«* Method of com- 
bining cards of 703 

“ “w 


Ratioofcylinders 707 
Receiver ° - 693 
Compression, Pointof . . *) O33 
Compressive strength “ : . 953 
Condensation in cylinder during 
expansion ‘ 5 - 624, 69% 
Condenser, Cooling partace required 


by Rua 8) Seeaayee 


= Jete. : : . 728, 731 

ss Surface . : s - 728 

st Water required bya . 733 
Condensers = : 5 . - 726 
Cones for crossed belts . ‘ - 859 
os ** open Se . . - 86r 
Connecting boiler plates . = + 1040 
ss rod. .« 3 ‘ - +627, 813 


a * Crank and s - 820 


Effect of on valve 
travel . - + 937 

Consumption of steam from indi- 
cator diagrams © % . 2 674 
Contact, Law of tooth . : + 907 
ce Paths : ‘. . 
st Point‘ : fs : + 908 
Continuous beams . ; . ey £3 
Cooling surface of condenser . Ske 
Copper for boilers . : . 
Corliss valve gear . 5 


“ oe 


INDEX. vii 


Cornish boilers . 4 : 


* 999 Dynamics of machinery . 5 Bre 
Corrosion in boilers . a . + 1130 Dynamometers , : 927 
Counterbore “ : ‘ . - 631 s Absorption “ + 027 
Crank . 4 . f A + 627, 813 LC Transmission . » O35 
“* and connecting-rod : + 820 
Send. : - : ‘ «| 627 E. PAGE 
«* and slotted cross-head . - 822 Eccentric rod ‘ . 813 
Cross compound engines . 3 » 693 es Rule for setting 649 
Crossed belts. = ° ° - 851 z Throw of = 5 rOgd: 
oe “ Continuous cones for 859 ea with variable lead . + 959 
Crown bars i : + 1022, 1051 Eccentricity f ; . 8034 
SP cbects an . . ‘ + 1022 ie Changing the 5 omO37 
Crucible steel . * . F - 746 Eccentrics, Shifting . + 957 
Curve of constant steam weight . 626 Economizers ; J 5 A + 1059 
Cut-off, Apparent and real . - 652 Effective pressure, Mean , ° « 66: 
es Equalizing . < : + 950 bi pull of belt . S - 852 
= Point of : ~ : - 947 2«Effectsoflap . c 5 - 644 
Cycle of motions : 3 ; - 812 Efficiency of boiler . A : . II0g 
Cylinder, Condensation in during a “engine, Mechanical . 669 
expansion : - 624, 69x Sp - “Thermal . 669 
cd High pressure . - - 693 Elastic limit 4 ' 5 5 + 750 
ee Low pressure . . - 693 Elasticity, Coefficient of . : © 75 
Cylinders and pipes, Strength of . 759 Elephant boiler . " ° - 1007 
& of compound engines, Elongation, Ultimate s : - 752 


Ratio of . 5 ; - 707 Engine,Compound . 6 : DN OOE 
Cylindrical boiler . : : Paolo} a8 lathe train . . a + 875 
“Simple slide-valve . - 629 

D. PAGE es Wheelock . , . « 678 

Dead centers : ‘ : + 650, 82r Epicyclic trains . ; ; 4 - 888 
‘ehplate: . - . . A - tog0 Epicycloidal tooth system 6 + 908 


“points . . ° . - 821 Equilateralhyperbola . > « 625 
Deflection of beams . 5 . - 794 Equilibrium, Conditionsof . 767-772 
Design of link motion c 5 + 969 Be of beams . fe . 772 

“sof slide valves 7 ° ¢ 945 polygon . ° - 763 
Diagonal boiler stays 5 ° - 1049 Erie engine governor a . - 988 
Diagram for plain slide valve - 938 Evaporation, Factorof . 3 = TIO. 

ss Skeleton . : 6 . 827 Exhaust port s 5 : «(633 
Diagrams, Compound engine. + 695 s SSN ieth of ie. z + 946 
as Indicator 5 » 653 Expansion line of steam, Charac- 
os = Reading . » 670 terof . 7 A . 622 
Differential back gears . 2 « 895 se Quadruple 0 ‘ + 692 
BY beveltrain . 4 « 893 27 Ratio of . 2 f «652 
on gearing . "= . . 887 ee ee Sin com por md 
ee motion . = . - 896 engines . - 694 
Direction of rotation Bs 5 ees % Triple i Z : . 692 
Displacement of a valve . 5 : 935 Expansions, Number of . b . 652 
Dome, Boiler . ; : + 996, 1072 ee fe ‘*in compound 
Double belts ‘ é 2 : a. 856 engines . 694 
“© deck boilers . : 5 . 1007 Explosions, Boiler . c 6 « 1134 


s valve gears . : : + 959 Externally fired boilers . An . 999 
Draft, Chimney . fc b E + 1094 


* Forced . 7 r - + 1092 F. PAGE 
«' Natural . 5 ry A + 1092 Factor of evaporation aaa + 1107 
cP Split , 2, 4 5 + 999 iM “* safety A C) ti TSO 
Driver and follower . o Pee Fastenings, Belt 6 Fi 6 - 865 


Drum boilers . a 3 : . 1ozt Feed-water heaters . : . + 1058 
Dry pipe 5 - i 5 + 1003, 1072 Field boiler . . . ° + ToIg 


vill 


Field tubes . . . F ‘ 
Filling boilers . 
Firebox boilers . 
Firing, Boiler . é ; 5 


Fittings, Boiler . Fi 5 
Flat surfaces, Staying ; ’ 
a "'s Strength of 
Flue boiler . fs 
Cee lacus C . . G 
Fly-ball governor . ° ° 
Fly-wheels . : : a - 
4 Weight of c 


Foaming in boilers . 

Follower, Driver and 

Foot-pounds, Bending mono 
pressed in 

Force diagram A 
“closed mechanisms 

Forces in link mechanisms 

Forward stroke .- : < - 


French boiler. Zs 
Friction horsepower . c 
Fuels - - > . C 


Furnace Gites, Boiler . 
Fusible plugs . = 


G. 
Galloway boiler c ° 5 
Gauge cocks . ° . 
te glass ° . . 5 


Soe Vater mar. . . . 
Gear blanks, Sizing . 3 S 


Le Positive mar = “ : 
se ee valve . - C 
“ Releasing valve . ‘ 

% Reversing. & = : 
“teeth, Proportions for . 
“ wheels 5 . . 5 
Gearing, Clutch : 5 ‘ 
ss Differential 5 


es 


Mangle 4 . . 
Worm or screw . ‘ 
Gears, Annular or internal 4 


& 


on Back 5 5 . 
“Bevel 3 A 5 : 
= Single-curve . < ‘ 
“ Standard 4 os 
Girder stays ; 5 ieee 
Governor wheel. ‘ 5 . 
Governors . . . i 


“ 


cut-off . ‘ : 
Buckeye engine 
Design of weighted 
Erie engine . ‘ 
es Fly-ball . ‘ 5 
9: Hartford water wheel 


A 
“ 


“ 


INDEX. 


. 101g 

. 1140 

+ 1003 

. I0gt 

991, 1055 

+ 1043 

+ 1044 

+ 995 

+ 997 

686 

734 

- 736 

. 1139 

812 
ex- 

776 

- 763 

- 845 

ae: 

~ 627 

« 1007 

- 668 

« 1080 

« 1086 

+ 1071 


PAGE 
+ I00I 
9953 1070 
+ 1070 
« 1070 
904 

- 845 
- 688 
- 688 
° 738 
+ 903 
« 898 
- 883 
. 887 
. 881 
+ g20 
+ giz 
+ 875 
om OLF 
+ OI4 
- gI4 
+ IO5I 
- 689 
684, 976 


Automatic or adjustable 


. 685 
+ 987 
+ 983 
- 988 
. 686 
+ 897 


Governors, Pendulum . . 686, 976 
ty Pickering 686, 983 

se Shaft ° . 689, 986 

nb Spring . ° - 983 

Ae Straight lao fy - 989 

vi Throttling . - 685 

M4 Weighted penasiaat 3 POSE 
Grate (Boiler furnace) S : - 1087 
‘« surface or area z - + I100 
Guide pulleys . . ° : » 863 
Guiding belts . F : - 864 
Gusset stays : : = ° + 1050 
Gyration, Radius of . 794 
H. PAGE 

Handholes . “ F A ‘ - 1074 
Harmonic motion 6 ‘ 5 - 823 
a “Sy cams) 5 s - 844 
Harrison safety boiler . - ro16 
Hartford water-wheel governor . 897 
Hazelton boiler . : . . 1018 
Head, Boiler 3 E ~ ‘99r 
Header, Boiler . 2 : 4 + 1008 
Heat, Loss of in boilers . : . 1085 
* of combustion A : + 1077 

<). the liquid: 5 < < 609 

“© vaporization, Total . - 609 
SS eS Latent. - 610 
Heaters, Feed-water . = a - 1058 
Heating surface of boilers + QQI, 110% 
Heine water-tube boiler . 5 . IoI2 
High-presstrecylinder . . - 693 
Hob for worm gearing . = = 92t 
Horsepower * . . . - 661 
SS Actual or net . - 668 

a Friction . * - 668 

ot from indicator cards . 661 

se of belts . . 7 =. 2858 

bi * boilers 3 . - 1106 

bas ** compound engines . 708 

I. PAGE 

Idle wheels . . . : e873 
Igniting temperature . . + 1074 
Incrustation of boilers . . - 1126 
Indicator . “ 2 . . « 653 
ss ecards . : : s - 653 

“e “© Directions fortaking 658 

ss diagrams, Reading . - 670 
Inertia, Moment of .- . . « 790 
Injector 5 x . = = Ese 
Inner work of epee 5 . - 606 
Inside lap . : wee ks < «035: 
Inspection of boilers . < 233 
Installation of a boiler plant . - 1145 
Intercept . ‘ 5 « 4 - 768 


Interchangeable wheels 


INDEX. 


Interference . ° . ~ Or 
Internal or annular gears QI, 916 
Internal work of steam 606 
Internally fired boilers IOOL 
Involute gears o12 
se rack 916 
Iron boiler stays 1048 
s* Cast . 741 

‘“* Malleable cast 743 

ie Pig 741 

“ Wrought 743 
J. PAGE 

Jacket, Steatmn 625 
Jetcondenser . s 731 
Joint, Double universal 836 


th) Toggles ~. : > r . 82 


“Universal . : : 835 
K, PAGE 

Kinematics 6 “ ‘ ° e OTE 
Knee-joint . : . - : be ne: 
. L. PAGE 
Lancashire boilers . 5 : + TOOO 
Lap, Effects of . * 5 > 644 
“Inside and outside . + 633, 934 
> jomts. . 5 5 . 1031 
Lathe train . A ° . 875 
Lead . * : 4 5 644, 934 
‘“ Amount of . 4 rs : 947 
“angie. . 2 “; 4 3 - 934 
Ibever . . : ° “ > 8x3 
“ Swinging. 6 5 5 + 658 
Levers . = : . ~ . 813 
‘© Non-reversing : Aas ac) 

“ Reversing 3 - 5 =) Brg 
Line of a beam, Neutral . é 788 
Link are 3 & A 5 - 966 
“mechanisms ; ; : 812 
‘“ motion, Designing . F - 969 
se % Laying out . 3 . O72 

#s st Stephenson’s . 738, 964 
“Proportions of . . ° eanO7= 
Suspension “ . : c + 97° 
Locomotive boiler . " 7 + 1003 
Loop, Steam 4 * 5 . Leys 
Low-pressure cylinder . 5 - 693 
‘* water in boilers 5 - + 1139 
M. PAGE 

Machine 5 : 5 - 81 
Machinery, Dynamics of . b 812 
Malleable castiron . fe + 743 
Mangle gearing . 5 2 5 * aor 
Manhole Vs fe ey 9) 1» 2073 


1x 

Marine boilers . 5 . 1021 
. engine, Triple expansion 714 
Mean effective pressure . ‘ + 66x 
Mechanics of the steam engine 716 
Mechanical efficiency of anengine 669 
Mechanism . 5 812 
be Force closed 845 

= Positive motion 845 

XS Reversing 880 

ee Shifting belt . 885 

“ Slow motion 823 

i Steam engine 626 
Meyer valve 960 
Moment of inertia 79° 
Resisting . 0 & * 790 

ah Twisting : 826 
Moments, Bending . c : 775 
< vd Diagram of 777 

end Composition of : 200 

~) Graphical expressions for 767 

ua of forces : 825 

es Principle of 5 826 
Motion, Center line of 813 
ss Harmonic . 0 . 5 eR 

nS Parallel 6 0 ° « (837: 

of Reducing . . 6 658 

33 Straight line A 837 

. Vibrating link . P 829 

“ Whitworth quick return 833 
Motions, Cycle of 3 A 812 
cc Quick return : . 829 
Mule pulleys . . 5 ° + 870 
N. PAGE 

Net horsepower 5 6 2 . 668 
Neutral axisof abeam . : « 9787 
Non-reversing levers 5 é + 816 
Normal pitch . 5 5 0 we OLS 
Number of expansions . 6 652 
oO. PAGE 

Obliquity, Angle of . A ‘ OTA 
Open and crossed belts . . a telat 
“a ue “ rods . r 2 968 

“ hearth steel . 4 A - 746 
Outline, Tooth . : ° + 908 
Outside lap . 0 5 e033 
Overheating. in boilers . . + 1132 
P. PAGE 

Pantograph d . ‘ . . 658 
Parallel motion . ° . ° O37 
ee rod 7 . ‘ . 2 8x3 
Path of contact . . . A + 908 
Pawl >’: 6 5 ‘ ‘ ' - 923 
Pendulum governor . : - 686, 976 


x 


Pendulum governors, Weighted 
uo Simple revolving 
Pickering governors . : 
Pillars : . . 
Pipe coverings 
Pipes and cylinders, euereti oe 
“ Steam : 
Piston speed ; 5 a 
Pitch circle . b : C 
‘Circular 
See icy lindenan. ci 


‘ idiameters. : ° 

“  Diametral. 5 5 
ec “Aine : 5 5 & 

Normal . é a 

Se DOL ae 5 5 . 

Pitman b . . 

Platecam . 5 - 5 

<< ) Pressutem. . - 

Point of contact 5 . 

hE Gut Offers : S 

Oy jeahyaiey C C “ 
Pole distance . é : 5, 
‘* of aforce polygon . : 
Porcupine boiler 3 . . 
Port opening : : E 
“© Width of ee hata 5 : 

“ Width of steam 5 
Ports, Steam and exhaust : 
Positive motion . 0 “ c 
U3 Be cams - * 


se valve gear . « 
Power transmission by belt 


INDEX. 


Pressure and temperature of satu- 


rated steam, Relation between 
Pressure, Back . : x 
BY gauge, Bourdon . 
i plate . . 4 ‘ 
Priming in boilers . - 
Products of combustion . 


Prony brake 5 . . 
Proportions of the lint a : 
SS for gear teeth . 


Pull of a belt, Effective . ‘ 
Pulleys, Mule . . : : 

vy Stepped 6 . . 
Tightening or guide . 
Pumps, Boiler feed , otsba 


“ 


Q. 
Quadruple expansion engine . 
Quarter-turn belts. 
Quick-return motion, Whitworth 
bid ‘** motions . . 


981 
976 
686 
798 
1144 

+ 759 
1148 
666 
goo 
got 
goo 
goo 
gor 
goo 

- 915 
+ 907 
oss 
- 839 
a ee 
-« 908 
659 933 
907 
768 
784 
1018 
938 
946 
+ 945 
633) 934 
845 
845 
688 
852 
607 

- 638 
+ 1069 
2 9X2 
1139 
1075 

° 927 
+» 9Q7t 
. 993 
. 852 
2 870 
- 862 
- 863 
+ 1158 
PAGE 
692 

. 867 
- 833 
+ 829 


R. PAGE 
Rack and wheel. . ° . + gto 
Radius of gyration . : 5 « 799 
Ratchet and screw F = 926 
eS wheels . F : O23 
Ratio of cylinders of compound 
engines . + 797 
Ratio, Velocity 812, 849 
Rays of a force polygon . 764 
Reactions of supports 771 
Reading indicator diagrams - 670 
Real cut-off + A 5 5 - 652 
Receiver . a 5 . A + “693 
sf Compoundengine . - 693 
Recess, Angle of ° ° ° - 908 
to AC Obes nian. 5 : + 908 
Reciprocating parts . a r = | 627 
Reducing motion 5 = : - 658 
Release fs = * : « ee ret 
“ Point of 3 - : = 933 
Resisting moment . < - = RS 
Restrained beam - < s <5 FFE 
Return stroke . : % 629 
‘tubular boiler 4 : * 998 
Reversible clicks A 924 
Reversing gear . s 2 . - 738 
at levers S . r » sre 
mechanisms - 880 
Revolving pendulum 4 : - 976 
Right-handed rotation <eere 
Riveted joints . z S + 1030 
he “Strength of + 1033 
Rocker * - “ 5 = ers 
Rocker-arms F S = 5 - 646 
Rod, Connecting . ‘ ‘ 627 
“¢ Piston - . . : - 627 
Rods, Eccentric . ; . . . 072 
‘““ Open and crossed . : + 968 
Root circle . “ 2 . ‘ + go2 
= line” <. - 5 ‘ . + go2 
Of a tooth: < 5 = 2 + go2 
‘© water-tube boiler . . IOIr 
Ropes . : . 5 « 807 
“ Strength ne : 5 : - 807 
Rotation, Direction of - 85x, 872, 935 
um Right-handed . c vin, SED 
ba! Left-handed . . ~ Sra 
Rule for setting eccentric , + 649 
Runover . ‘ : 5 « . 627 
‘“ under. . 5 < 5 - 627 
s. PAGE 
Safety, Factor of Peel ; + 756 
SO VALVES 6 . . . + 1061 
hd Lever . 5 ‘ + 1062 
bad “ Spring : . « 1066 


Saturated steam . ’ 


Saturated steam, Density of 612 
we e Isothermal line of 618 
ss ss Relation between 

pressure and 
temperature of 607 
Scotch boilers . A 5 rs . 1021 
Screw cutting . ‘é 3 rs . 877 
“gearing . . ° + 920 
“Ratchet ana ‘ : > + 926 

Self-contained boilers ' : + 1005 

Separator calorimeter . . 1122 
~ Steam . . : 2 x62 

Setting, Boiler . S . ° Seseks 

BS the slide valve . : - 955 

Shaft governors : : 689, 986 ~ 

Shafts at right angles 5 = > 867 

Shear . : ° . . : - 755 

Axis a. c . . . 775 
so idiagram* . : C ae 975 
sSline 5 : - 775 
“ Vertical . : : ' - 773 

Shell, Boiler - 90% 

Shells and flues, Strength OP ins + 1026 

Shifting eccentrics . . “ 957 

Shifting-belt mechanism . c . 885 

Simple beam. ‘ ° 77 

Single-curve gears . 914 

Skeleton diagram . ° 827 

Slide-valve engine . 629 

a “Plain ; : . 933 
se s/he D> .: : : 633 

Slider crank mechanism . ‘a - 626 

Slip of valve and link motion . 971 

Slotted cross-head, Crank and 822 

Slow-motion mechanism . 823 

Smokebox . 5 5 » 995 

Smoke in boiler furnaces A . 1085 

Specific volume of saturated steam 611 

Speed cones 5 3 “ - 858 

Piston —\. 5 : . 666 

Split draft . 4 O = FS + 999 

Spring governor 4 3 . + 983 

Standard gears . . . ° © Ol4 

Statics, Graphical . 7 . 763 

Stayed surfaces, Siength of: + 1044 

Staying flat surfaces Ci : + 1043 

Stays, Boiler . 6, 0 5 + 1045 

Steam . é 5 C : +f (6037 

se A optiances 9 6 1152 
** consumption from iedicetor 
diagrams A é é 674 
‘© Density of r 5 612 
“© engine, Mechanics of the 716 
GS oy mechanism 6 - 626 
“  Expansionof . : : 2) 626 
“ gauge ° : . 5 + 1069 
“ Innerworkof. , . + 606 


INDEX, 


x1 

Steam jacket ,. : . . - 625 

“Latent heat of . cC . - 610 

sloop =. . ° . . + 1153 

“~~ Outer work of : : - 606 

“pipes . ° < + 1148 

“* port, Width ota 5 . + 945 

Sy pOrte:. 3 6 és 6 20039) 

“Saturated - 605 

“* separator. ° A . 1152 

“* space of boilers + QQI, 1104 

“* Specific volume of . : +. Ox% 

“« Superheated 5 + 605 

** tables é i a - 607 

“Work of, from aiageae 619 

mteel> : : . . ‘ - 744 

* Bessemer . ' ° c ° 746 

‘* boiler stays o 5 o + 1049 

Se Crucibloge:. . . . - 746 

‘“* for boilers . 5 . = + 1025 

‘* Open hearth . . 5 - 746 

‘““ Tempering andhardening . 745 

Stephenson's link motion + 738, 964 

Stepped pulleys 5 5 : - 862 

Stirling water-tube boiler 0 + Tor4 

Stokers, Mechanical . 6 9 + T0go 

Straight-line engine governor + 989 

2 * motion: 5 5 . 837 

Strain . . ‘ : ‘ - 748 

Strength and stiffness of beam * 797 

se of boiler flues and tubes . 1029 

- ‘chains wis e 0 + 809 

es ‘“* flat surfaces . 6 + 1044 

¢ ** riveted joints + 1033 

se ““ stayed surfaces . + 1054 

H Ultimate . - 0752 

Stress . a 5 2 748 
“and strain, Sperm eeieat laws 

of . 0 5 5 + 75° 

Stroke . & 6 5 - - 2 630 

“” Forward) < 0 5 5 - 627 

& Return 4% : . . + 629 

Sunand planet motion . é = ‘Sor 

Superheated steam . 5 0 + 605 

Supports, Reactionsof . . . 77% 

Surface condensers . : : s 728 

“ of abeam, Neutral . . 789 

Suspension of link . : . 970 

aT PAGE 

Tandem compoundengine . 693, 709 

Tangential pressures oncrank-pin 717 
Temperature and pressure of satu- 

rated steam, Relation between . 607 

Tension 5 6 d A ‘ - 749 

Testing boilers . 5 > ; . 1133 

Thermal efficiency of anengine . 669 

Throttling governors : . » 685 


X11 

Throw of eccentric . ; : 
Tightening pulleys . ‘ 
Toggle joint é . . 
Tooth contact, Law of < ‘ 


“outline, Epicycloidal . 
Torsion and shafts . 5 c 
Train, Back gear 5 5 5 

“ WPngine lathe . 5 ° 


Trains, Differential bevel 3 
“  Epicyclic : . 
«Four-wheel . : 3 
“  Higher-wheel : 5 
“  Two-wheel . ° * 


St Wiheel sin) er . 
Transmission of power by belts 
Transmission dynamometers . 


Travel of valve. 5 . : 
Tredgold's approximation 5 
Trick valve . 5 : 5 


Triple expansion 5 é : 

se ee marine engine 
Tubes, Strength of boiler : 
Tubular boiler . 5 q 5 
Twin compound engines . 5 
Twisting moment . . 5 


U. 
Ultimate elongation . . . 
ce. strength . . . 
Unit strain . . : 5 3 
SEStressims 5 3 5 3 
Universal joint , r 5 5 
SN ss Double. 8 
Vv. 
Valve, Balanced : Z 
“ design and problems 
‘“ Diagram for plain slide 


“Displacement of a 5 
*? face:.. S - 5 

* gear, Corliss . ; . 
a Ma Positive 7, A 


INDEX. 


+ 934 
. 863 
- 824 
SS OF, 
+ gos 
« 804 
- 875 
- 875 
- 893 
888 
893 
891 
- 888 
* 3872 
852 
= 93t 
- 934 
a) O18 
+ 953 
. 692 
o~ Fis 
+ 1029 
+ 998 
« 693 
826 
PAGE 
© 752 
. 752 
- 749 
- 748 
+ 835 
- 836 
PAGE 
7it 
945 
- 938 
935 
933 
. 682 
« 688 — 


Valve gear, Releasing a : - 688 
% gears . . . . 933 

ev o. Double 5 3 + 959 

fv Meyer? . : 3 + 960 

‘© Modifications of slide 4 3! 053 

“ Plain slide : 4 933 

= RSCAL : . . . « "633 

sey 'Phe:D slides xe : : 633 

*  Tosettheslide . : 955 

i WEravel of ae i : <» 934 

Se Drick ° 4 5 = =) 8952 
Vaporization, Latent heatof . . 610 
Ee MNotal hear “3; 609 
Variable lead, Eccentric with . 959 
Velocity ratio 812, 849 
Vertical boilers . . : . 1005 
. Shear. « - ° 773 
Vibrating link motion 829 


Volume of saturated steam, Specific 6zz 


Ww. PAGE 

Water line of boiler . + 99r 
© required for condenser 733 

** tube boiler 5 5 5 + 1007 
Water-wheel governor . 5 - 897 
Watt's parallel motion . : 837 
Wear and tear of boilers . + 1130 
Weight of fly-wheels 736 
Weighted governor, Design of 983 
sl pendulum governor g8r 
Wheelock engine 5 678 
Wheels in trains ; : : - 872 
Whitworth quick-return motion . 833 
Width of belt . < ° . 853 
Wire-drawing . - ‘ : + 045 
Work, Inner é : : + 606 
* of steam from ‘diagram + 619 

“. Outer : 5 ° : 606 
Worm gearing . ‘ . . + 920 
Wroughtiron . ° . + 743 


ee ‘for boilers ‘ 2 1025 


I 
f 


ALGO RY 0 


os 


ae 

Fes 
es 

k De 


Gnreic Ocrt ie 

* . 

Big h A ietee 4 
Seago Di ite 


Sb viet 4) 
yt 


Neen 
ix s 


ae 


4 


c 


A ee Ad 
# 


Ae RR 10 : 
oh 


MC REAREN ETS 
aie il 


t 
a x4 


~ 


a 


¥ 
* 
5 
¥ 
- 


